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PREFACE. 


The  following  chapters  are  the  outcome  of  a  need  felt 
by  the  authors,  during  their  experience  on  the  testing  floor 
and  road,  for  a  manual  that  would  cover  this  field  of  work 
in  such  a  way  as  to  be  a  help  alike  to  the  student  fresh 
from  the  theoretical  side  of  the  subject  but  unacquainted 
with  shop  details,  and  to  the  so-called  practical  man,  who 
is  largely  self-taught,  as  to  the  theory  of  the  machines  he 
handles. 

On  the  purely  theoretical  side  such  works  as  those  of 
S.  P.  Thompson  and  D.  C.  Jackson  leave  little  to  be 
desired,  while  from  the  purely  practical  side  a  multitude 
of  so-called  practical  books  flood  the  market;  but  works 
that  are  at  once  correct  from  the  standpoint  of  the 
theorist,  and  yet  valuable  to  the  strictly  practical  man, 
O^  have  not  been  easy  to  And.     This  need  is  felt  by  the 

^         college  graduate   as   he  steps   from  the  plane  of  the 
laboratory  and  lecture  room  to  the  hard-pan  of  the  com- 
mercial testing  floor.     It  is  also  felt  by  a  multitude  of 
^S^         station  managers  and  engineers  who  find  the  hit-and-miss 
IXj         methods  of  testing  far  from  satisfactory. 
c^  The  present  work  has  a  two-fold  object:  I.  To  give 

a  complete  theory  of  the  commercial  testing  floor,  so  far 
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as  i:  lelates  to  direct  current  machines,  and  of  the 
multitudinous  applications  of  theory  to  practice.  II.  To 
meet  the  growing  demand  on  the  part  of  operating  com- 
panies for  a  manual  that  shall  enable  them  to  do  their 
own  repair  work  and  consequent  testing. 

Part  I.  is  devoted  to  such  fundamental  and  preliminary 
conceptions  as  are  needed  to  help  those  unacquainted 
with  the  general  theory.  It  may  be  omitted  by  many 
readers. 

Part  II.  treats  of  instrumental  testing.  The  treatment 
of  the  ammeter,  voltmeter,  and  galvanometer  is  mathe- 
maticany  simple  and  seeks  to  give  the  physical  con- 
ception embodied  in  the  formulae. 

Part  IIL  takes  up  in  detail  the  tests  of  dynamos  and 
motors.  Special  attention  has  been  given  to  the  many 
diiticLiltics  that  confront  the  tester,  and  all  examples  and 
illustrations  are  drawn  from  personal  experience.  The 
chapter  on  Compounding  is  specially  full.  It  is  hoped 
that  the  chapter  on  Grounds  on  the  Line  may  be  of 
service  to  the  lighting  station  and  street  railway 
operator. 

Care  has  been  observed  not  to  stray  from  the  paths  of 
actual  practice  on  the  one  hand,  and,  on  the  other,  not  to 
offer  inadequate  or  incorrect  explanations. 

From  the  nature  of  the  case  mathematical  treatment 
has  been  simplified  to  the  last  degree,  and  even  the 
graphical  method  but  little  used. 

The  International  electrical  units  have  been  adopted  and 
the  fallowing  abbreviations  used:    Electromotive  force. 
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E,  M,  F.;  counter  electromotive   force,  C.   E,  M,  F.; 

alternating  current  electromotive  force,  A.  C.  E,  M.  F.; 

current,  /,  i;  resistance,  R^  r;  other  abbreviations  that 

have  been  used  are  self-explanatory. 

The    authors    take    pleasure    in    acknowledging    the 

courtesy  and   help  they  have  received  from  several  of 

the  manufacturing  companies  and  from  old  associates 

and  friends. 

Eugene  C.  Parham, 

John  C.  Shedd. 

OcTOBXR,  1897. 


PREFACE  TO  SECOND  EDITION. 


In  meeting:  the  deinand  for  a  second  edition  of  this 
work»  the  authors  have  taken  the  opportunity  of  cor- 
recting such  typographical  errors  as  Imve  come  to  their 
attention.  They  have  also  extended  the  scope  of  the 
book  so  as  to  include  tlie  field  of  street -car  equipment 
and  operation.  In  this  the  endeavor  has  been  to  be 
strictly  practical  in  the  selection  and  treatment  of  the 
subjects  discussed.  At  the  same  time  it  is  the  aim  of  the 
writers  to  aid  the  reader  in  gaining  a  comprehensive  grasp 
of  the  principles  involved  hi  the  problems  discussed,  and 
to  thereby  enable  him  to  successfully  meet  the  numerous 
difficulties  which  the  man  ou  the  front  platform  con- 
tinually encounters. 

It  is  believed  tliat  Part  IV  will  be  found  a  valuable 
addition  to  the  book,  and  that  the  high  standard  aimed 
at  in  the  balance  of  the  work  is  fully  maintained- 

E»  C.  Parham, 
John  C.  Shedd. 
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CHAPTER  I. 

ELEMENTS  OF   THE  DYNAMO. 

When  told  for  the  first  time  that  more  energy  is 
required  to  rotate  a  metal  disc  between  magnet  poles 
than  away  from  them,  the  beginner's  impulse  is  to  ques- 
tion the  statement;  if  further  told  that  the  disc  will 
grow  warm  under  continued  rotation,  his  interest  is 
aroused ;  and  the  further  assertion  that  with  a  brush  on 
the  axle  and  another  on  the  rim,  the  wheel  can  be  made 
to  generate  an  electric  current,  calls  forth  his  demand 
for  experimental  proof. 

To  locate  the  true  seat  of  energy  in  a  dynamo  or 
motor  is  a  puzzling  problem  unsolved  in  the  minds  of 
many  electrical  and  mechanical  artisans.  The  intelligent 
workman  observes  the  belt  tugging  away  at  the  pulley, 
and,  falling  into  the  popular  misconception  of  the  case, 
he  imposes  the  burden  upon  every  sort  of  friction,  save 
that  of  the  magnetic  field,  to  which  it  is  due,  and  any 
explanation  involving  conductors,    lines  of  force,  and 
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kindred  terms,  evokes  a  look  of  bewilderment.  Nor  ts 
this  strange.  Science  has  as  yet  given  no  fundamental 
answer  to  the  probfem  of  the  metal  disc,  and  the 
transference  of  energy  without  the  intervention  of 
bodies  visibly  touching  each  other,  is  and  probably 
always  will  be,  a  source  of  wonder  to  the  wisest, 

Iti  the  above  simple  experiment  is  embodied  the 
problem  of  the  dynamo — that  of  converting  the  mechani* 
cal  energy  of  the  engine  or  water  wheel  into  the  energy 
of  an  electric  current. 

Let  the  brushes  of  the  disc  be  connected  to  the  poles 
of  a  battery  and  the  conditions  of  the  problem  are 
reversed;  the  wheel  begins  to  turn  and  the  electrical 
energy  of  the  battery  is  transformed  into  energy  of 
mechanical  motion*  The  machine  is  now  an  electric 
motor.  From  this  experiment  of  Barlow  and  Faraday 
dates  the  beginning  of  all  practical  applications  of 
electrical  science. 

In  taking  up  any  scientific  study  it  is  necessary  to 
first  give  elementary  definitions  of  terms  and  phrases 
ordinarily  familiar,  and  to  acquaint  ourselves  with  the 
underlying  laws  of  the  science, 

There  are  two  things  which  can  be  said  to  exist  in  the 
physical  universe,  vh.^  Afatftr  and  Energy:  MatUr^  as 
the  embodiment  of  all  (an<iibie  things,  and  Energy  as  we 
can  appreciate  it  in  all  motmu  The  ordinary  idea  of 
matter  is  so  far  correct  as  to  require  no  further 
definition.  Energy  is  also  easily  recognized  and  may 
be  variously  defmed.  The  flying  bullet  has  energy  and 
the  faster  the  motion  the  more  the  energy.  Energy, 
then,  IS  due  to  motion  and  can  be  measured  in  terms  of  it. 
Again,  a  moving  body  strikes  a  second  body  at  rest,  and 
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the  latter,  if  free  to  move,  does  so,  while  the  former 
loses  part  of  its  motion.  The  second  body  now  has 
energy  in  virtue  of  its  motion,  and  we  observe  that 
energy  can  be  transferred  from  one  body  to  another. 
A  third  fact  is  gained  when  we  observe  that  if  a  moving 
body  is  stopped  by  an  obstacle,  as  a  hammer  by  the 
anvil,  both  bodies  become  heated,  and  the  greater  the 
energy  of  the  hammer  the  greater  the  heat  produced; 
and  further,  the  amount  of  heat  produced  is  an  exact 
measure  of  the  energy  expended,  or,  as  we  say,  of  the 
work  done.  This  brings  us  to  the  laws  of  energy  upon 
which  all  engineering  is  based,  and  a  thorough  under- 
standing of  which  would  save  many  an  industrious 
inventor  days  of  useless  toil.  The  first  law  is  that 
energy  is  indestructible  and  uncreatable  by  human 
agency.  By  this  law,  the  Law  of  the  Conservation  of 
Energy^  whenever  energy  seems  to  disappear  at  one 
point  we  must  look  for  it  elsewhere;  nor  rest  until  we 
find  its  exact  equivalent.  The  second  law  is  that  energy, 
while  indestructible,  may  be  transformed  into  many 
different  forms.  This  Law  of  Transformability  enables 
us  to  account  for  tlje  apparent  disappearance  of  energy. 
In  the  exo'^rim'^nt  above,  to  turn  the  uninfluenced  disc 
requires  only  the  small  amount  of  energy  necessary  to 
overcome  the  friction  of  the  air  and  axle  boxes,  and, 
neglecting  the  former,  the  slight  expenditure  is  accounted 
for  by  the  heating  of  the  latter.  Upon  placing  the  mag- 
net over  the  disc,  as  in  Fig.  i,  more  energy  is  required  to 
keep  the  disc  in  motion,  more  energy  is  consumed,  and 
the  added  amount  is  accounted  for  by  the  presence  in 
the  disc  of  a  current,  between  which  and  the  magnet 
a  force  of  attraction  exists;  moreover,  by  the  first  law 
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the  amount  of  energy  lodged  in  the  current  will  depenc! 
upon  that  expended  in  turning  the  disc,  over  and  above 
that  lost  in  frictional  heat. 

hi  all  measurements  some  unit  or  standard  must  be 
selected  in  terms  of  which  quantity  maybe  expressed; 

for  example,  the  foot,     the 
pound,     the      second,      the 
horse-power,  all    are    emits. 
There   are   two    systems  o£| 
units:  the  Absolute  and  the' 
Practical,     In   the  absolute 
system  all  quantilies  arc  ex- 
pressed in  terms  of  the  units 
of  Mass^  Length,  and    Time, 
Thus,  the  unit  of  length    is 
the  foot,  and  the  distance  from  the  eanh  lu  the  moun 
is  1,267,200,000  feet,  and  the  velocity  of  a  moving  tram 
may  be  88   feet  per  second  expressed    in    the  absolute 
system;  but  it  is  much  more  convenient  to  say  that  the 
moon  is  240,000  miles  away  and  that  the  train  moves  60  1 
miles   an    hour!     There    thus  arises  a   set   of  units    of 
convenient    multiples    of     the    corresponding    absolute 
units,  constituting  the  system  of  FritcHcal  Units.     The  J 
practical    units    with    which   we  shall  have   to  do,  are  ' 
those   of  magnetism  and  electricity,  but  before  taking 
them   up  alone,   we  will  see   in  what  way  they  depend 
upon  the  absolute  units  Qi  Length,  Mass,  and  lime.     The  j 
unit  of  length,  the  centimetre,  is  about  2/5  of  an  inch;  i 
that  of  mass^  the  gram,  about  a/ioco  of  a  pound;  and 
that  of  time,  the  second;  and  together  are  known  as  the 
C  Cr.  S,  system  of  measurement.     The  unit  of  Foree  is  1 
the  L>yni^  and  it  has  been  agreed  to  define  it  as  that  force  j 
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which,  acting  upon  unit  mass,  for  unit  time,  shall  increase 
its  velocity  by  i  centimetre  per  second,  /.  ^.,  if  upon  a  mass 
of  I  gram  at  rest,  a  force  of  i  dyne  be  allowed  to  act 
for  I  second,  at  the  end  of  the  second  the  gram  weight 
would  be  moving  at  the  rate  of  i  centimetre  per  sec- 
ond; at  the  end  of  thj  next  second  the  velocity  would 
be  I  centimetre  per  second  greater,  and  so  on  for  each 
succeeding  second,  so  the  Acceleration  is  said  to  be  i 
centimetre  per  second.  At  Paris  the  acceleration  of 
gravity  is  981  centimetres  per  second;  the  force  of  grav- 
ity is  therefore  981  dynes,  and  i  dyne  is  1/98 1  of  the 
force  of  gravity  at  Paris. 

The  more  important  magnetic  units  are: 
I.  Unit  of  Pole  Strength.  A  pole  of  unit  strength  is 
one  which  repels  with  unit  force  an  equal  pole  placed  at 
unit  distance.  Since  at  unit  distance  a  unit  pole  repels 
a  unit  pole  with  a  force  of  i  dyne,  a  pole  of  strength  M 
would  repel  unit  pole  with  a  force  of  M  dynes,  for  each 
unit  of  M  exerts  upon  the  unit  pole  a  force  of  i  dyne, 
and  there  are  M  units  in  J/.  Likewise  a  pole  of  strength 
Af  would  repel  a  pole  of  strength  M\  J/' times  as  strongly 
as  it  would  unit  pole,  so  we  can  say  that  at  unit  distance 
two  poles  J/,  M'  repel  each  other  with  a  force  of  MM' 
dynes,  or /  =  3/  x  A^'-  Now  if  the  distance  between  the 
two  poles  is  divided  by  2,  the  force /becomes  four  times 
as  strong;  if  by  3,  nine  times  as  strong,  and  so  on;  while  if 
the  distance  is  doubled/  becomes  but  1/4  as  great;  if 
trebled,  1/9  as  great,  etc.  By  whatever  amount  the  dis- 
tance, dy  is  affected,  the  force,  /,  is  affected  by  an  amount 
proportional  to  the  reciprocal  of  d*\  in  other  words,  the 
rate  at  which  /is  affected  by  moving  apart  the  poles  in 
question,  can  be  measured  by  multiplying  by  itself  the 
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rrii|iriMiil  nf  ihr  \\i\r  ,ii  whirh  .."is  ,\':o;roJ.  Hence  the 
liiW.  I  Ik*  lorn-  hrfwcru  I  wo  poios  Yar;t<  rircotly  as  the 
|iiim1im  I  nf  llir  piilr  stnni;ths,  ami  iiivcTScIy  as  the  square 
(it  llio  ilibtiiiK  r;    ni, 

wlu'iii  ihf  hi^ii  roircsponils  to  a  force  of  attraction 
mul  lliu    I    bit^ii  liMiiir  1)1  repulsion. 

4.  XIajiHfhi  lufixi,  II  ii  lire  pole  4\v..V  be  placed  in  a 
UMK^^^i^^  hrl»l,  !ln'  |>ole  wonlil  move  in  a  definite  direc- 
lUkU  «uid  Willi  tt  loll  *■  d«  iM-ndiii;;  upon  the  stren-th  of  the 
li^Ul  Tlir  lour  with  whiih  a  unit  [H»le  is  iiri;ed  along  is 
^  iuv»U»l'P  ot  llir  lif'hl  hlreii^th,  and  tliat  is  unit  tleld  in 
^hivK  UUtt  poir  ih  ai  tf  d  upon  with   unit  force.     It  is  to 

^^^^  I'aiatlay,  wlio    has    been    well    called 

^'^^^^^     the  **  I'rincc  of  ExperimeTHirs/*  that 
^^^^k    we  DWCT  the  development  of  this  sub- 
^^B  J»f4.      First,  in  order  lo  form  a  mental 
^^m  plttiire  of  a  magnetic  field,  he  consid- 
M    crt'd  It  lobe  lilled  with  imaginary  lines, 
^^r        whii'h  r  very  where  coincided  in  direc- 
itiHi   with  the  path   of  the  free  pole; 
lHi*i43   hd   called   lines  of    force.     He 
iMit  4  uniform   ntUl  of  unit  strength,  by 
'SVI  lH(>   I  liven  were  everywhere  evenly  dis- 
■>  ihftcti  tMiit  of  cross-section,  in  a  plane 
Tluit  each  Imc  in  any  field  repre- 
^J  Ihf    number  of    lines    per  unit  of 
*  (he  aiirength  of  the  fieh],     Fara- 
tt-  Hnes  certain  properties  which 
,^  ,  ,  x\    mrtny    ma^jnetic  and    elec tro- 
ll) He  considered  that  lines  of 
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force  tend  to  shorten  in  length,  hence  the  attraction 
between  magnets.  (2)  Lines  going  in  the  same  direction 
repel,  in  opposite  directions  attract  each  other,  hence 
N  poles  repel  N  poles,  but  attract  o  poles.  (3)  If  a 
conductor  be  made  to  cut  lines,  they  resist  its  motion 
just  as  rubber  bands  would.  The  result  of  forcing  a  con- 
ductor across  lines  is  to  produce  in  it  an  E.  M.  F.,  and 
this  phenomenon  is  called  Induction,  (4)  If  a  conductor 
carrying  a  current  be  placed  in  a  magnetic  field,  the  field 
acts  upon  that  due  to  the  current,  and  the  conductor 
moves  in  a  direction  depending  upon  the  direction  of  the 
current  and  the  lines  of  the  field;  by  this  motion,  how- 
ever, the  conductor  is  made  to  cut  lines  of  force,  and, 
therefore,  becomes  the  seat 
of  an  induced  E.  M.  F.  By  ^ 
the  law  of  the  conservation  ^^ 
of  energy,  given  above,  the  ""^^ 
induced  E.  M.  F.  is  opposed  Fig.  3. 

to     that    which     urges   the 

existing  current,  and  constitutes  the  all  important 
C.  E.  M.  F.  (counter  electromotive  force)  so  much 
heard   of   in   connection    with   motors. 

A  magnetic  pole  produces  about  it  a  magnetic  field, 
and  since  unit  pole  exerts  unit  force  at  unit  distance,  the 
field  at  unit  distance  must  be  of  unit  intensity;  /'.  ^., 
there  must  be  one  line  of  force  in  each  square  centimetre 
of  sectional  area.  There  will,  therefore,  from  unit  pole 
emanate  as  many  lines  as  there  are  square  centimetres  in 
the  surface  of  the  circumscribing  sphere  of  unit  radius 
(see  Fig.  2).  Now  the  number  of  square  centimetres  in 
the  surface  of  any  sphere  is 

4X  -J-  X  r\ 
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where  C,  d^  and  r  are  respectively  the  circumference, 
diameter,  and  radius  of  the  sphere,  all  expressed 
in  centimetres.  The  quotient  of  any  circle's  circum- 
ference by  its  diameter  is  the  number  3. 1416,  and  is 
designated  by  the  Greek  character,  ;r,  called  pi.  The 
area  over  any  sphere  is,  then,  4  ;r  r'  and  where  r  =  i,  as 
in  the  present  case,  it  is  simply  4  ;r  x  i  =  4  ;r,  which 
expresses  the  number  of  lines  due  to  unit  pole.  The 
number  of  lines  due  to  a  pole  of  strength  J/  is  4  ;r  M, 

3.  Permeability,  If  in  a  magnetic  field  there  be  placed 
a  bar  of  iron,  steel,  or  other  magnetic  metal,  at  the  ends 
of  the  bar  the  field  is  much  stronger  than  elsewhere  (see 
Fig-  3)>  showing  that  the  lines  of  force  converge  and 
flow  through  the  metal  in  preference  to  the  air.  This 
property  of  magnetic  **  conductivity  "  is  of  great  impor- 
tance, and  is  possessed  by  iron  and  its  modifications,  by 
nickel  and  cobalt.  Iron  and  steel,  however,  so  far  sur- 
pass nickel  and  cobalt  in  this  respect  as  to  be  the  only 
magnetic  metals  used  in  electromagnetic  machinery. 
Magnetic  conductivity,  to  distinguish  it  from  electric 
conductivity,  is  called  Permeability^  and  it  may  present 
itself  more  clearly  as  follows:  If  a  current  be  passed 
through  a  coil  of  wire  the  coil  becomes  an  electromagnet, 
and  through  the  space  inside  pass  a  certain  number  of 
lines  of  force,  which  we  will  call  5C.  If  the  internal  air 
space  be  now  filled  by  an  iron  core,  the  coil's  strength  as 
a  magnet  is  greatly  increased;  not  that  the  iron  has 
created  ^^ay  lines  of  force,  but  it  has  coaxed  many  of  the 
lines  which  otherwise  would  form  little  circles  about  the 
separate  wires,  to  be  gathered  into  it  and  pass  through 
the  entire  length  of  the  coil  to  manifest  themselves 
at  its  ends. 
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As  far,  then,  as  concerns  the  number  of  lines  passing 
through  a  given  space,  iron  has  in  effect  a  multiplying 
power,  and  this  power,  measured  by  dividing  the  num- 
ber of  lines  which  pass  through  the  iron,  by  the  number 
of  lines  which  pass  through  the  air  space  when  the 
iron  is  removed  (the  current  and  the  number  of  turns 
used  being  the  same  in  both  cases),  is  called  the  Penne- 
ability^  and  is  designated  by  the  Greek  letter  )l/,  mu. 

If  3C  is  the  number  of  lines  which  the  given  ampere- 
turns  will  send  through  air,  and  (R  is  the  number  after  the 
iron  is  inserted,  then  the  permeability, 

^=  3C 
and  this  is  the  formula  usually  given  in  books.  (B  and  3C 
are  respectively  the  number  of  lines  per  square  centi- 
metre in  iron  and  in  air;  but  where  the  same  cross- 
section  is  considered  in  both  cases,  as  above,  the  formula 
is  still  true  if  we  regard  (B  and  3C  as  the  total  lines  in 
the  given  section  under  the  two  conditions. 

The  permeability  of  air  remains  always  the  same,  /.  ^., 
the  number  of  lines  of  force  through  air  always  increases 
in  the  same  measure  as  the  magnetizing  force  producing 
them. 

The  following  table  gives  the  relation  between  JC,  (B 
and  PL  in  iron.  As  3C  increases  (B  does  not  increase  with 
the  same  rapidity,  and  hence  }x  decreases. 

When  (B  has  reached  such  a  value  that  any  increase  in 
JC  produces  comparatively  little  increase  in  (B,  the  iron  is 
said  to  be  saturated.  For  wrought  iron  this  is  about 
3C  =  105,  (B  =  17,000.  In  cast  iron  the  saturation  point 
is  much  lower,  JC  =  188,  Gi  =  10,000.  Above  theso 
values  it  is  unprofitable  to  force  the  magnetization. 
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Table  No.  i  (Square  Centimetre  Units).* 


ANNEALED  WROUGHT 

IRON. 

CAST  IRON. 

OC 

G^ 

/^ 

5C 

(B 

A^ 

1.66    I          5000 

3.000      ' 

5 

4,000 

800 

4 

9.000 

2,250      1 

10 

5,000 

500 

5 

10.000 

2.000    ! 

21.5 

6,000 

279 

S-5 

11.000 

1.692    1 

42 

7,000 

133 

8.5 

12.000 

1,412    j 

80 

8,000 

100 

13 

13.000 

1 ,083    i 

127 

9,000 

71 

17 

14,000 

823 

188 

10,000 

53 

28.5 

15.000 

526 

292 

11,000 

37 

50 

16.000 

320 

105 

17.000 

161 

200 

18,000 

90 

350 

19.000 

54 

i 

66C         1        20,000 

30 

1 
1 

It  can  be  seen  why  wrought  iron  is  to  be  preferred  to 
cast  iron  for  magnetic  purposes,  and  particularly  when 
the  cross-section  of  the  field  cores  is  to  be  a  minimum. 
The  best  grades  of  cast  steel  compare  very  favorably 
with  the  best  wrought  iron,  in  regard  to  permeability. 
Some  special  grades  of  steel  have  the  strength  and 
permeability  of  wrought  iron,  and,  being  handled  as 
easily  as  ca<5t  iron,  can  be  used  where  a  forging  would  be 
out  of  the  question.  Steel  castings  are  being  increas- 
ingly used  in  dynamo  and  motor  construction,  and  are 

♦S^c  S.  P.  Thompson's  Electromagnet,  p.  67. 

Note. — The  statement  that  JC  »»  i'«€  >»"*^n  »*  ^'  *""  '^*^^*^ 
air  is  no:  rigidly  true.     Whenever  a  piece  of  iro  1  ■  r  ^icd 
magretic  field,  the  metal  itself  becomes  a  magnet  vti 
opp.>*  the  existing  l"iel!  30-     Hence  the  actual 
iron  is  slightly  less  than  in  air. 
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especially  well  adapted  to  frames  of  intricate  shape. 
With  some  manufacturers  cast-iron  frames  are  cast 
over  laminated  wrought-iron  pole-heads;  with  others 
w^rought-iron  pole-heads  are  bolted  onto  the  cast-iron 
frame. 

The  terms  ampere,  volt,  and  ohm  are  familiar  to 
most  of  us,  as  they  occur  in  Ohm's  law.  If  a  wire  be 
connected  to  the  terminals  of  a  cell  a  current  flows. 
This  flow  is  not  instantaneous,  but  involves  time,  and  this 
fact  is  implicitly  stated  when  we  say  a  wire  has  resist- 
ance. By  increasing  the  length  of  a  wire,  we  increase 
its  resistance;  by  increasing  the  cross-section  of  the 
wire,  its  resistance  is  decreased  in  a  like  measure: 
whence  we  can  say  that  the  resistance  of  any  wire  varies 
directly  as  its  length  and  inversely  as  its  cross-section, 
or  since  its  cross-section  is  .7854  - d^^  ox  }^  -  n  -  ^', 
inversely  as  the  square  of  its  diameter  d;  t.  e.,  if  the 
length  is  doubled,  so  is  the  resistance,  but  if  the  diameter 
is  doubled,  the  cross-section  is  quadrupled,  and  the 
resistance  is  but  one-quarter  as  great.  With  all  solid 
conductors,  except  carbon,  the  resistance  rises  when  the 
temperature  does,  but  of  carbon  and  liquids,  the  reverse 
is  true.  Striking  examples  of  these  exceptions  are  met 
with  in  using  incandescent  lamps  and  water  boxes  for 
loading  dynamos  under  test.  On  either  of  these  devices 
the  current  will  creep  above  its  initial  value,  but  the 
effect  is  most  marked  on  the  water  box. 

The  practical  unit  of  resistance  is  the  Ohm  and  its 

fjmbol  (R  or  r.     As  defined  by  the  Electrical  Congress 

[. io  Chicago  in  1893,  it  is  as  follows:  **The  unit  of 

^11  be  known  as  the  International  Ohm,  and  is 

by  the  resistance  offered  to  an  unvarying 
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Ohm's  law,  to  be  analyzed  later,  gives  the  relation 
which  exists  between  /,  E,  and  R^  in  any  part  of  a  cir- 
cuit, and  in  words  states  that  the  rate  of  transfer  of 
electricity  in  any  part  of  a  circuit  is  directly  proportional 
to  the  difference  of  potential  between  the  points  taken, 
and  is  inversely  proportional  to  the  resistance  between 
these  points.  Since  E  •=^  I R^  the  "drop"  or  loss  of 
potential  along  a  line  can  be  found  if  /and  ^are  known. 

The  distinction  between  current,  7,  and  quantity  of  elec 
tricity  (denoted  by  0,  should  be  clearly  grasped.  The 
clerk  who  said  that  his  company  would  furnish  lighting 
at  one  cent  per  ampere  was  confusing  current  with  quan- 
Htyy  and  was  as  much  in  error  as  the  small  boy  would  be, 
should  he,  in  answer  to  the  question  as  to  ho^  far  he  had 
walked,  reply,  **  Four  miles  an  hour. "  The  unit  of  current, 
the  ampere,  we  have  defined;  the  unit  of  quantity  is  the 
Coulomb;  and  is  the  quantity  of  electricity  which  passes  any 
given  cross-section  of  a  conductor,  when  a  current  of  i 
ampere  flows  for  i  second,  1/2  ampere  for  2  seconds, 
or  2  amperes  flow  for  1/2  second,  and  so  on.  The  prac- 
tical unit  of  quantity  is  the  Ampere-Hour^  and  since  the 
hour  contains  3,600  seconds,  i  ampere-hour  is  equiva- 
lent to  3,600  coulombs. 

Electrical  power,  or  rate  of  doing  work,  depends  upon 
/  and  E^  and  is  equal  to  their  product.  This  may  be 
illustrated  by  the  analogy  of  water  pressure.  The  head 
of  water  corresponds  to  /,  and  the  pressure  in  the  pipe 
to  R^  and  just  as  the  power  of  the  water  in  the  pipe 
equals  the  head  of  water  x  pressure,  so  electrical  power 
=1  E  X  I.  Since  E  =.  I R  the  expression  for  watts  be- 
comes watts  zn  /  X  /  R  =  f^  R'  The  unit  of  electrical 
power  is  the  IVaU  (or  Kilowatt  =  1,000  watts),  and  its 


l6  TESTING    OF   DYNAMOS    AND    MOTORS. 

symbol,  -P,  although  IF  is  frequently  used.  Energy  is 
capacity  for  doing  work,  and  is  measured  in  the  same 
units.  The  amount  of  electrical  energy  consumed,  or 
work  done,  depends  upon  //Wand  p(nver;  i.  ^.,  upon  the 
number  of  seconds  and  the  work  done  in  one  second. 
The  unit  of  power,  or  working  rate,  we  have  seen  to 
be  the  watt;  the  unit  of  time,  the  second;  so  the  unit 
of  work  must  be  (rate  x  time)  watts  x  seconds,  or,  as 
we  may  say,  Watt-Seconds,  The  unit  most  used  is  larger 
than  this,  and  is  the  Watt-Hour,  The  watt-second  is 
called  the  Joule^  and  i  watt-hour  =  3,600  joules.  The 
same  distinction  that  has  been  made  between  the  ampere 
and  the  coulomb  must  be  observed  between  the  joule 
and  the  watt.  The  watt  is  the  unit  of  power,  or  is  the 
work  done  per  unit  of  time,  while  the  joule  is  a  given 
amount  of  work  irrespective  of  the  time  it  may  take 
to  do  it. 

Joules  =  Work  done  =  Power  x  Time  =  Watts  X  Sec- 
onds. The  mechanical  unit  of  work  is  the  work  done  in 
lifting  I  pound  through  i  foot  against  gravity,  and  when 
work  is  done  at  such  a  rate  that  550  pounds  are  lifted 
through  I  foot  in  i  second  the  rate  is  i  Horse  Poiver, 
which  is  the  mechanical  term  analogous  to  watt.  Now, 
the  amount  of  work  done  is  the  same  whether  550 
pounds  are  lifted  i  foot,  or  1,100  pounds  1/2  foot,  and 
it  does  not  matter  whether  the  work  is  done  in  i  second 
or  I  hour;  but  to  do  work  at  the  rate  of  i  HP,  the 
equivalent  of  550  pounds  must  be  lifted  through  i  foot  in 
I  second  of  time.  The  difference  between  work  and 
power,  watt-hours  and  watts,  cannot  be  too  carefully 
noted,  as  any  confusion  is  a  fruitful  source  of  error. 

The  values  of  the  practical  umts  of  E^  /,  and  R  have 
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been  given.  In  establishing  the  units  of  the  absolute 
system,  upon  which  the  practical  system  is  based,  use  is 
made  of  the  relation  existing  between  the  electric  current 
and  magnetism.  As  early  as  1819  Oersted  observed  that 
a  compass  needle  in  the  neighborhood  of  a  wire  carrying 
current  was  influenced  by  it,  tending  to  take  up  a  posi- 
tion at  right  angles  to  the  wire.  He  observed  also  that 
this  influence  was  increased  by  using  a  coil  of  many  turns; 
if  a  current  be  made  to  flow  through  ten  turns,  its  effect 
upon  the  needle  placed  at  the  centre  of  the  coil  is  ten 
times  that  of  one  turn.  Upon  this  fact  is  based  the  defl- 
nition  of  current,  as  follows:  Con- 
sider a  unit  pule  at  the  centre  of  a 
coil  of  a  single  turn  whose  radius 
is  unity  (see  Fig.  4).  The  length 
of  the  coil  is  3. 1416  x  diameter 
=  ;r  ^  =  2  ;r  r,  expressed  in  centi- 
metres. Since  we  assume  that  r  =  t, 
the  length  of  wire  is  2  ;r  centimetres. 
If  there  now  be  sent  around  the  coil  a  current  of  such 
strength  as  to  exert  upon  unit  pole  at  the  centre  a  force 
of  I  dyne  for  each  centimetre  of  wire  in  the  coil,  the 
current  is  said  to  have  unit  value.  There  are  2  n  units  of 
length  in  the  wire,  so  that  the  force  exerted  by  the  whole 
turn  is  2  ;r  dynes.  This  current  is  the  absolute  unit: 
the  practical  unit  or  International  Ampere  is  i/io  of  this 
current. 

Before  Oersted's  time  magnetic  fields  were  produced  by 
means  of  natural  magnets  only,  or  steel  magnets  charged 
from  them.  His  experiment  led  to  the  discovery  that 
a  piece  of  iron  or  steel  could  be  magnetized  by  means  of 
an  electric  current,  and  to  a  much  higher  degree  than  by 


Fig.  4. 
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the  old  method.  The  piece  to  be  magnetized  is  placed 
within  a  coil  of  wire,  and  a  heavy  current  sent  through 
the  coil.  By  means  of  Faraday's  conception  of  lines  of 
force  the  efifect  is  readily  understood.  He  supposed  that 
surrounding  every  electric  current  were  lines  of  force 
disposed  in  concentric  circles,  as  in  Fig.  5.  With  the 
current  passing  down  through  the  plane 
of  the  paper,  the  lines  pass  around  the 
wire  clockwise,  as  indicated  by  a  com- 
pass needle.  If  instead  of  one  there 
be  many  turns,  the  total  number  of 
lines  of  force  is  proportionately  greater. 
The  efifect  of  introducing  an  iron  core 
into  the  coil,  we  have  seen  above.  At 
either  end  of  such  an  electromagnet  the  field  is  very 
strong  (see  Fig  6).  Fig.  7  gives  a  still  better  form :  here 
the  magnetic  circuit  is  all  of  iron,  except  the  small  air 
space,  N  S.  The  relation  between  the  magnetizing 
force  =  current  X  turns  =  ampere  turns,  (usually 
designated  as  5  /)  and  the  resulting  number  of  lines, 
X,  due  to  the  coil  in  air,  is  as  follows: 


Fig.  5. 


OC  = 


^^'—  X  -^  =  1.26  X  -r-, 
10  Z  L 


where  3fC  is  the  number  of  lines  of  force  per  square  centi- 
metre, or  strength  of  field  due  to  the  ampere-turns  Si,  ex- 
clusive of  the  influence  of  the  iron,  and  Z  is  the  average 
length  of  the  magnetic  circuit.  The  cross-section  of  the 
circuit  does  not  enter  this  expression  because  the  path  is 
air  (before  the  ring  is  inserted),  and  since  the  permeability 
of  air  is  unity,  increasing  the  cross-section  does  not  in- 
crease the  capacity  for  lines  of  force,  but  simply  decreases 
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their  density.     As  soon  as  iron  is  introduced  into  the  coil 
the  multiplying  power  of  the  iron  becomes  an  important 

factor  and  interests   us   in  

(B,  the  field  strength  in  the 
iron,  rather  than  in  JC,  that 


'r 


Fig. 


air.     To  find  (B,  we  must  :rcr-jvUy4MimJ-gji^^ 


\n 

know  3C,  or  find  it  from  the 
above  formula.  For  exam- 
ple, if  5  and  7  centimetres 
are  respectively  the  inside 
and   outside    diameters  of 

the  ring,  the  average  diameter  will  be  6  centimetres  and 
the  average  path,  Z,  for  lines  of  force  6  tt  centimetres, 
or  18.8  centimetres  =  Z.  If  the  current  (/)  =  5  am- 
peres, and  the  number  of  turns  (^S)  =  50,  the  expression 
for  JC  becomes, 


JC  = 


1.26  X  50  X  5 
18.8 


=  16.7. 


Now  in  many  cases  to  get  (B  from  X  we  would  have 
to  know  the  permeability  (/i)  of  the  metal  in  question, 
but  since  all  samples  of  good  wrought 
iron  are  very  similar  in  magnetic  prop- 
erties, we  can  assume  that  Table  I.  gives 
close  enough  results,  and  from  it  derive 
the  value  of  (B  corresponding  to  any 
given  value  of  JC. 

Thus  for  3C  =  16.7,  we  see  (B  =  13,900. 
Where  the  magnetic  circuit  is  not  all 
iron,  but  is  part  air,  part  cast  iron  and 
part  wrought  iron,  as  in  some  actual 
machines,  the  JC  necessary  to  force  the  required  number 
of  lines  through  each  part  is  determined,  and  the  sum  of 
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direction,  attract,  and  if  flowing  in  opposite  directions, 
repel,  each  other.  The  explanation  lies  in  the  reaction  of 
the  magnetic  fields  surrounding  each  current  (see  Figs.  8 
and  9),  and  it  follows  from  Faraday's  conception  of  lines 
of  force  oppositely  directed  attracting  each  other,  that 
lines  of  force  cause  an  attraction  between  conductors. 
It  must  be  borne  in  mind,  however,  that  the  currents 
exert  the  attractive  force  and  not  the  conductors;  the 
latter  are  simply  dragged  along  with  the  currents. 

In  1831  Faraday  performed  an  experiment  which  sealed 
the  doom  of  all  chemical  sources  of  electricity  as  applied 
to  light  and  power.  He  discovered  Electromagnetic  Indue- 
Hon,  If  a  conductor  forming  part  of  a  closed  gal- 
vanometer circuit  be  made  to  cut  the  lines  of  force  of  a 
magnetic  field,  the  conductor  becomes  the  seat  of  a  cur- 
rent as  indicated  by  the  swing  of  the  galvanometer  needle. 
The  current  is  generated  only  while  the  conductor  is  in 
motion,  and  its  direction  depends  upon  that  of  the  motion. 
It  is  evident  that  the  cause  of  the  current  is  the  motion 
of  the  conductor,  and  the  sole  condition  necessary  is  that 
the  conductor  cut  lines  of  force.  Even  if  the  circuit  be 
open  there  is  still  present  the  force  tending  to  produce  a 
current.  This  force,  then,  fulfills  the  definition  of  an 
electromotive  force  in  that  it  causes  or  tends  to  cause  a 
flow  of  electric  current.  The  following  statement  is  then 
true :  There  is  an  E,  M.  F.  present  in  tilery  conductor  cut- 
ting lines  of  force.  Furthermore,  the  value  of  this 
E.  M.  F.  will  depend  upon  the  number  of  lines  cut  per 
unit  of  time,  and  this,  In  turn,  upon  the  lenj^th  of  the 
conductor,  the  field  strength,  and  the  rate  of  motion. 

Let  the  circuit  be  closed  through  the  unit  resistance 
already  given,  and  let  the  conductor  velocity  be  raised 
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until  a  current  of  one  ampere  flows,  the  E.  M.  F.  will 
now  be  one  volt.  The  volt  may  now  be  defined  in  terms 
of  the  number  of  lines  of  force  cut  per  second,  and  is  in 
fact  the  E.  M.  F.  generated  by  a  conductor  which  cuts 
100,000,000  lines  per  second.  Observe  that  the  length 
of  the  conductor  (its  resistance  being  supposed  zero), 
does  not  enter,  for  according  as  it  is  long  or  short  the 
velocity  is  correspondingly  less  or  greater,  the  area 
swept  through  and  the  number  of  lines  cut  remaining  the 
same.  The  absolute  or  C.  G.  S.  unit  of  E.  M.  F.  is  that 
produced  in  a  conductor  cutting  one  line  of  force  per 
second.  Having  now  the  absolute  units  of  current  and 
E.  M.  F.,  Ohm's  law  gives  the  corresponding  absolute 
unit  of  resistance, 

and  is  that  resistance  through  which  unit  E.  M.  F.  will 
urge  unit  current. 

Moving  a  conductor  in  a  magnetic  field  is  one  way  of 
obtaining  induction.  In  this  method,  the  conductor  is 
the  active  agent  and  cuts  the  lines  of  force.  A  second 
method  provides  a  moving  field,  and  here  the  lines  of 
force  are  active  and  cut  the  conductor.  If  two  coils  be 
placed  side  by  side,  and  a  variable  or  alternating  current 
be  sent  through  one  of  them,  there  will  be  produced  a 
variable  field  growing  stronger  and  extending  further  out 
as  the  current  strengthens,  and  closing  in  on  itself  as 
the  current  weakens.  This  variation  in  field  strength 
causes  lines  of  force  to  move  and  cut  the  conductors  of 
the  second  coil,  with  a  resulting  current  therein  if  its 
circuit  be  closed. 
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The  cutting  of  one  conductor  by  lines  of  force  due  to 
current  in  another  conductor  constitutes  what  is  called 
Mutual  Induction^  and  forms 
the  underlying  principle  up- 
on which  is  based  all  trans- 
former construction. 

The  lines  of  force  also  cut 
the  first  coil,  tending  to  pro- 
duce in  it  a  current  opposed  fig.  s. 
to  that  already  flowing;  this 

effect  is  known  as  self-induction^   and    to  it  is  due  the 
spark   seen  upon  breaking  a  field  circuit. 

Passing  from  the  abstract  theory  to  its  more  practical 
application,  the  experiment  of  the  disc  can  now  be  readily 
explained. 

Let  us  consider  the  disc  as  made  up  of  conductors 
radiating  from  the  axle  outward.  It  is  seen  at  once  that 
we  have  here  conductors  cutting  lines  of  force,  and  as 
the  conductors  pass  under  the  brush  (Fig.  i)  the  circuit 
is  closed  and  a  flow  of  current  results. 
The  maximum  current  would  be  obtained  by  using  a 

brush  long  enough 
to  include  all  the 
conductors  in  the 
field,  or  what  would 
be  the  same  in  ef- 
fect, have  several 
brushes  arranged 
Pjq  g  around  the   periph- 

ery of  the  disc  and 
connect  them  together.  It  may  be  noted  that  while  this 
explains  the  action  of  the  wheel,  it  does  not  answer  the 
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fundamental  question  as  to  why  an  E.  M.  F.  is  produced 
when  a  conductor  moves  in  a  magnetic  field.  This  ques- 
tion has  never  been  answered. 

We  have  now  all  the  elements  of 
a  dynamo,  and  need  only  to  assemble 
them.  In  the  first  place  there  must 
be  a  magnetic  field.  This  the  field 
coils  and  frame  provide,  for  the  fields 
are  simply  powerful  electromagnets 
whose  lines  of  force  flow  around  the 
frame  and  across  the  path  of  the  ar- 
mature wires.  To  secure  high  per- 
meability the  cores  C,  C\  Fig.  lo,  are 
made  of  wrought  iron  or  soft  steel; 
the  yoke  Y  V  is  preferably  of  the 
same  material.  -Pand  -P',  if  of  cast  iron,  are  of  relatively 
larger  cross-section,  for  since  cast  iron  is  less  permeable, 
there  must  be  more  square  centimetres  for  the  given 
number  of  lines  to  pass  through  than  in  the  wrought  iron 
cores.  In  passing  from  a  medium  of  high  to  one  of  lower 
permeability,  there  is  a  tendency  to  throHle  the  lines  of 
force  at  the  joint;  to  minimize  this 
effect,  some  makers  flange  the  good 
conductor,  as  in  Fig.  ii ;  others  prefer 
to  set  it  in  as  in  Fig.  12.  In  either 
case  the  idea  is  to  increase  the  cross- 
section  of  the  joint.  To  decrease 
magnetic  leakage  and  other  losses  in- 
btrtQtin  iron,  it  is  customary  to  build 
Ibe  armature  core  of  soft  sheet  iron.  The  permea- 
MilT  of  the  metal  part  of  the  circuit  depends  upon 
ljil#  ditgftt  of  saturation  to  which  the  metal  is  worked. 
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Fig.  12. 


Under  the  working  conditions  of  present-day  machines, 
the  number  of  lines  per  Siquare  centimetre  cross-section, 
1.  ^.,  the  induction  (B,  is  about  16,000  in  wrought  iron,  corre- 
sponding to  a  permeability  of  about  320.  This  means 
that  the  permeability  of  the  metal 
part  of  the  magnetic  circuit,  when  it 
is  carrying  the  necessary  number  of 
lines,  is  320  times  that  of  air.  By  far 
the  greater  portion  of  the  magnetiz- 
ing force,  3C,  is  employed  in  forcing 
the  lines  across  the  air  gap.  When 
(B  =  16,000  in  wrought  iron,  as  above, 
the  same  ampere-turns  would  send  the  same  magnetism 
through  320  inches  of  iron  as  through  i  inch  of  air. 

The  ne-\t  requirement  is  a  set  of  conductors  to  cut  the 
lines  of  force  of  the  field.  The  armature  fulfills  this 
requirement.  On  the  surface  of  an  iron  cylinder  are 
placed  conductors  which  cut  the  lines  twice  in  every 
revolution  of  the  cylinder.  Let  a^  b,  r,  d^  Fig.  13,  be  a 
coil  revolving  in  a  magnetic  field;  all  the  wires  in  </,  b, 
cut  upward  through  the  field,  and  their  several  K.  M. 
Fs.  are  in  the  same  direction — from  a  to  l>.  The  side 
Cj  d,  however,  cuts  downward,  and  its  resulting  E.  M. 
Fs.  are  in  the  direction  c  to  d,  opposed  to  those  in  a^  b, 
as  regards  a  point  in  space,  but  concurring  as  regards  the 
total  circuit  j,  b,  r,  d;  /.  <*.,  all  the  conductors  of  the  coil 
are  in  series  and  the  total  E.  M.  F.  is  the  sum  of  the 
separate  E.  M.  Fs.  in  each  wire.  When  the  plane  of  the 
coil  is  vertical,  the  motion  of  the  conductors  is  parallel  to 
the  direction  of  the  lines,  and  the  conductors  slide  along 
rather  than  cut  the  lines.  The  E.  M.  F.  is  therefore 
zero  when  the  plane  of  the  coil  is  vertical.     In  the  hori- 
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zontal  position  the  number  of  lines  cut  is  a  maximum, 
and  the  E.  .M.  F.  is  also  a  maximum.  The  E.  M.  F.  is 
reversed  in  each  side  of  the  coil  as  it  crosses  the  vertical 
plane,  for  here  one  side  ceases  to  cut  up  and  commences 
to  cut  down,  and  the  other  side  vice  versa. 

If  the  coil  be  a  closed  circuit  it  will  carry  a  current 
which  is  half  the  time  in  one  direction  and  half  in  the 
other,  constituting  what  is  called  an  alternating  current. 


If  instead  of  closing  the  armature  circuit  by  bringing 
its  +  and  —  ends  together,  we  bring  them  out  to  col- 
lector rings  to  w^hich  are  attached  also  the  terminals  of  an 
outside  circuit,  there  will  be  in  this  circuit  an  alternating 
E.  M.  F.,  the  number  of  single  alternations  per  second 
being  the  same  as  the  number  of  poles  multiplied  by 
the  number  of  revolutions  per  second.  A  set  of  such 
coils  properly  disposed  and  connected  to  collector  rings 
on  the  shaft  constitute  the  ordinary  alternating  current 
machine.  If  it  is  desired  to  have  the  line  E.  M.  F. 
direct,  /.  ^.,  always  in  the  same  direction,  there  must  be 
used  a  special  device  called  a  commutator.  In  Fig.  13, 
suppose  that  during  the  first  half  revolution  the  line 
E.  M.  F.  and  current  are  in  the  direction  of  the  arrows: 
unless  something  is  done  to  prevent  it  the  E  and  /  will 
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reverse  in  the  second  half  of  the  revolution.  If,  how- 
ever, as  the  coil  passes  through  the  zero  position  the 
terminals  of  the  coil  be  reversed  with  respect  to  the 
brushes,  this  will  keep  the  end  of  the  coil  which  corre- 
sponds to  the  right  side  of  thj  armature  always  in  contact 
with  brush  i«  and  the  same  side  of  the  line;  and  the  end 
of  the  coil  which  corresponds  to  the  left  side  in  contact 
with  brush  2,  thus  keeping  the  E.  M.  F.  on  the  line 
always  in  the  same  direction.  Effecting  this  change  is, 
as  the  name  implies,  the  duty  of  the  commutator,  and 
the  fundamental  distinction  between  the  direct  and  the 
alternating  current  machine  is  that  the  former  has  a 
commutator,  while  the  latter  has  not. 

On  direcfc  current  machines,  brushes  are  set  with  due 
regard  to  the  neutral  or  non-sparking  points,  and  occupy 
a  position  midway  between  pole  pieces,  unless  for 
mechanical  reasons  the  armature  connecting  wires  are 
given  a  lead  so  as  to  bring  the  brushes  elsewhere.  On 
bipolars  these  points  are  diametrically  opposite,  but  on 
multipolars  the  angle  to  be  included  between  brushes 
equals  the  quotient  obtained  by  dividing  360**,  the  cir- 
cumference of  the  armature,  by  the  number  of  poles. 
On  an  alternator,  the  brushes  are  placed  in  any  position 
easy  of  access. 

The  principle  of  the  production  of  an  K.  M.  F.  by  con- 
ductors cutting  lines  by  force  was  known  twenty  years 
before  the  construction  of  a  machine  that  could  be  fairly 
said  to  resemble  the  modern  dynamo.  In  1856  Siemens 
of  Berlin  patented  his  shuttle-wound  drum  armature. 
The  winding  consisted  of  a  single  coil  connected  to  a  two- 
part  commutator.  Its  action  can  be  followed  by  the  aid 
of  Fig.  14.     We  learned  above  that  when  the  conductors 
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slide  along  the  lines  of  force  they  give  rise  to  no  E.  M.  F., 
or  the  E.  M.  F.  is  o,  and  this  value  corresponds  to  posi- 
tion a  in  Fig.  14.  Now,  as  the  conductor  leaves  the 
neutral  field,  it  becomes  the  seat  of  an  E.  M.  F.  which 
increases  and  becomes  greatest  when  the  conductors  cut 
the  lines  at  right  angles,  and  this  condition  is  represented 
by  point  b.  With  each  revolution  the  E.  M.  F.  rises  to 
a  maximum,  falls  to  zero,  rises  to  an  opposite  maximum, 
when  the  coil  cuts  the  lines  upward,  and  again  falls  to  zero. 
In  Fig.  14  let  a  e  represent  the  time  of  one  revolution. 


Fig.  14. 

Then  one-quarter  of  the  length  a  e  will  represent  one- 
quarter  revolution.  Starting  at  a  with  the  coil  at  the 
neutral  line,  the  E.  M.  F.  rises  to  a  positive  maximum  h 
in  one-quarter  revolution,  falls  to  zero  at  c,  rises  to  a 
negative  maximum  at  d  {i.  r,  E.  M.  F.  is  reversed),  and 
again  returns  to  zero  after  one  complete  revolution.  Fi^;. 
15  shows  the  effect  of  using  the  commutator.  The  part 
of  the  curve  c  d  e  has  been  reversed  so  that  both  maxima 
are  of  the  same  polarity,  in  the  outside  circuit,  and  now 
occur  at  b  and  d.  The  internal  armature  changes  remain 
as  before,  but  the  character  of  the  line  E.  M.  F.  has  been 
changed  from  alternating  to  pulsating. 

The  defect  of  the  Siemens  machine  is  that  its  E.  M.  F. 
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is  too  unsteady.  But  if  a  second  coil  be  placed  at  right 
angles  to  the  first,  it  will  have  its  greatest  E.  M.  F.  when 
that  of  the  first  coil  is  zero,  the  two  coils  being  always 
just  a  quarter  revolution  apart.  These  facts  are  shown 
in  the  dotted  line  of  Fig.  15.  The  E.  M.  F.  in  each  coil 
still  fluctuates  between  zero  and  a  maximum,  but  the  line 
E.  M.  F.  does  not  fall  below  ^,  though  the  fluctuation 
is  still  marked.  The  resultant  E.  M.  F.  is  shown  by  the 
curve  Ab  Bb'  etc.  Each  additional  coil  narrows  the 
range  of  variation,  so  that  although  each  coil  has  its  rise 


Fig.  15. 


and  fall  of  E.  M.  F.,  the  E.  M.  F.  at  the  brushes  is  prac- 
tically constant. 

E.  M.  F.  is  dependent  upon  speed,  number  of  armature 
conductors,  and  field  strength.  Increase  any  of  these 
and  the  E.  M.  F.  is  increased.  Constancy  of  speed  de- 
pends upon  the  engine  (and  perhaps  belt  or  clutch),  and 
can  be  closely  regulated  from  no  load  to  full  load.  The 
number  of  conductors  on  a  given  armature  is  fixed. 
The  production  and  maintenance  of  the  magnetic  field  is 
the  remaining  factor.  There  are  four  distinct  methods 
of  excitation,  and  a  fifth,  which  is  a  combination  of  two 
others,  i.  Excitation  from  permanent  magnets;  2.  so- 
called  separate  excitation;  3.  series;  4.  shunt;  5.  com- 
pound (C  jr.)  /.  ^.,  part  series,   part  shunt  excitation. 
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The  first  method  has  its  only  present  practical  appli- 
cation in  the  familiar  magneto  machine,  provided  with  a 
steel  horseshoe  magnet.  The  second  method  consists  in 
connecting  the  field  winding  to  some  external  source  of 
supply — batteries,  or  to  another  machine.  Batteries  are 
out  of  the  question,  and  to  presuppose  another  machine 
is  to  again  raise  the  question  of  excitation.  Separate 
excitation  is  adapted  to  testing-room  practice  on  account 

of  its  steadiness  and  indepen- 
r^     ^TTTTTi  dence.     It  also    meets   the  re- 

vZy  U\J\)o  I  quirements  of  special  cases 
outside,  and  is  most  seen 
where   machines  feed  into   the 

■^ ^ ^0^ — '     same  ifus  bars;    here  all   fields 

Fig.   i6.  connect   directly   to   the   bars, 

and  each  machine  may  be  re- 
garded as  separately  excited  till  its  own  switch  is  closed. 
The  third  method  is  shown  in  Fig.  i6.  Armature, 
field,  and  line  are  in  series,  and  the  total  current  passes 
through  the  exciting  coils.  But  few  turns  are  therefore 
needed  to  produce  the  required  ampere-turns,  and  the 
coils  are  of  heavy  wire  to  minimize  losses  incidental  to 
all  wires  carrying  current. 

Shunt  machines  form  the  fourth  type.  As  the  name 
implies,  the  field  winding  is  a  shunt  to  something,  and 
in  fact  does  shunt  the  line.  On  isolated  machines  the 
field  connection  is  made  below  the  line  switch,  so  that 
upon  opening  the  latter  the  field  is  not  broken.  On 
starting  up,  a  slight  E.  M.  F.  exists,  due  to  the  residual 
field,  and  a  small  current  therefore  flows  around  the  field 
coils,  increasing  their  magnetization;  this  in  turn  raises 
the  E.  M.  F,,  till  finally  it  reaches  its  normal  value  for  the 
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givea  speed.  The  final  field  current  equals  the  E.  M..  F. 
at  the  terminals,  divided  by  the  resistance  of  the  field 
circuit;  anything  which  lowers  the  E.  M.  F.  lowers  the 
field  ampere-turns,  this  reacting  again  on  the  E.  M.  F. 
We  have  learned  that  current  /,  passing  through  a 
resistance,  R^  expends  energy  at  the  rate  of  P  R  watts 
per  second,  and  that  the  loss  of  potential  is  I R,  This 
loss  of  potential  takes  place  in  the  armature  as  well  as  in 
the  rest  of  the  circuit.  As  the  load  increases,  the  arma- 
ture loss  increases,  the  terminal  voltage  decreases,  and 
with  it  the  field  current,  whose  weakening  causes  a 
further  decrease  in  E.  M.  F.  At  full  load  the  voltage  is 
then  lowest,  at  no  load  it  is  highest,  while  on  a  series 
machine  the  reverse  is  true. 

The  compound-wound  dynamo  is  the  shunt  and  series 
machine  in  one;  on  open  circuit  it  is  shunt  excited, 
while  on  full  load  the  series  winding  has  its  greatest 
effect.  Compound- wound  machines  have  two  methods 
of  connecting,  viz. :  long  shunt  and  short  shunt.  In 
the*  long-shunt  connection,  as  given  in  Fig.  17,  the 
shunt  winding  is  connected 
to  the  machine's  terminals 
and  hence  outside  the  series 
windings.  When  the  line 
switch  is  open  the  E.  M.  F. 
is  that  due  to  the  shunt  field 
plus  a  small  amount  due  to 
the  series  field.  In  the  short- 
shunt  connections  of  Fig.  18 
the  shunt  winding  excludes  the  series,  and  the  latter  is 
entirely  idle  on  open  circuit.  The  two  types  require 
slightly  different  calculations  in  designing,  but  are  identi- 
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cal  in  action.  If  the  coils  are  properly  proportioned  the 
gain  in  the  series  field,  as  the  load  goes  on,  balances  the 
loss  in  the  shunt  field,  and  from  no  load  up  to  the  point 
where    the  field    cores    become 


mmn 


saturated,  the  terminal  E.  M.  F. 


/"^  I  ^Toop,  remains  constant.     Any  further 

VsZy      \J\)Uo  I     increase   in   load  will  lower  the 


>^-^<-4f 


Fig.  i8. 


E.  M.  F.,  because  not  only  does 
armature  reaction  set  in,  but  the 
increased  current  raises  the 
/  /^  loss,  without  appreciably 
strengthening  the  already  saturated  field. 

There  are  three  sources  of  loss  in  a  dynamo  or  motor, 
viz.,  mechanical,  electrical,  and  *magnetic.  The  first 
comprises  the  frictional  losses  in  the  bearings,  brushes, 
and  belts.  In  the  second  are  found  the  /'^  losses  of 
armature  and  fields;  their  value  is  easily  calculable,  and 
in  well-designed  machines  is  not  large.  The  third  source 
of  loss  is  in  the  magnetic  circuit,  and  the  component 
factors  are  not  so  easily  separated.  In  general,  magiletic 
losses  are  due  to  a  change  in  the  quantity  or  direction  of 
magnetic  flow  setting  up  molecular  friction  or  inducing 
currents;  in  either  case  the  product  is  heat,  and  rep- 
resents lost  energy.  Thus  the  field  current  fluctuates 
within  narrow  limits,  and  the  iron  accordingly  gains  or 
loses  magnetization,  molecular  friction  ensues,  and  heat 
is  produced.  In  the  pole-heads  this  action  is  strongest, 
and  is  most  marked  in  machines  having  lug  armatures. 
The  lugs  are  concentrators  of  lines  of  force,  and  sweep 
across  the  polar  faces  very  much  the  same  as  one  might 
do  with  a  brush.  The  effect  can  even  be  detected  with 
the  hand  by  feeling  the  polar  horns  on  a  machine  in  ser- 
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Frn.   19. 


vice.  On  a  dynamo  the  leading  horns,  while  on  a  motor 
the  trailing  horns,  become  heated.  The  most  serious 
magnetic  loss  is  due  to  eddy  currents  in  the  armature  core 
and  pole-heads.  Considering  the  armature  to  be  made  up 
of  concentric  cylinders  of  metal,  as  indicated  in  Fig.  19, 
it  is  virtually  composed  of  layers  of  con- 
ductors on  closed  circuit,  revolving  in  a 
powerful  magnetic  field.  Were  the  ar- 
mature  core  solid,  in  it  would  flow  a  cur- 
rent giving  rise  to  much  heating  of  the 
core  itself.  Fortunately  this  trouble 
can  be  avoided  by  building  up  the  ar- 
mature of  thin  sheet  iron  plates.  The 
resistance  of  so  many  joints  prevents  any  serious  flow  of 
current.  Another  magnetic  loss  is  due  to  a  modification 
of  the  magnetic  field  by  the  armature.  The  armature  is 
a  huge  electromagnet  with  its  poles  at  the  neutral  line, 

and  therefore  with  its  poles  approxi- 
^'         mately  at  right  angles  to  those  of  the 

field.     The  armature  tends  to  send  its 
_^N       lines   of  force  up  and  down  like  the 

line   a    b.    Fig.    20,     while    the    field 

would  send   its  own  straight  across, 
6"  like  the  line  c  d.     Either  alone  would 

Fig.  20  have  its  way,  but  the  resultant  of  the 

forces  is  in  the  direction  of  the  dotted 
line  e  /,  and  this  marks  the  diameter  on  which  are  set 
the  brushes  of  a  bipolar  machine.  This  armature  effect  is 
known  as  cross-induction^  and  its  effect  upon  the  position  of 
the  neutral  point  is  plainly  seen  in  the  necessity  of  shifting 
the  brushes  on  most  machines.  Now  the  shifting  of  the 
neutral  line  is  in  such  a  direction  that  like  poles  of  field 
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and  armature  are  brought  nearer  together,  and  the  arma- 
ture ampere-turns  strive  to  force  a  flow  of  magnetism 
through  the  same  magnetic  circuit  as  the  field  ampere- 
turns,  but  in  the  opposite  direction.  Hence  the  arma- 
ture exerts  a  demagnetizing  effect,  with  the  result  that 
the  field  current  must  be  increased  to  make  it  up,  and 
this  means  an  additional  /•  R  loss  in  the  field  wind- 
ing. This  effect  is  called  back  induction^  and  in  machine 
design  allowance  is  made  for  it  by  providing  additional 
field  winding.  The  lamination  relieves  the  magnetic 
troubles  as  far  as  they  can  be  relieved.  In  alternators 
the  pole-heads  are  laminated  as  well  as  the  armature 
cores. 

The  extent  to  which  these  many  losses  are  done  away 
with  determines  the  Efficiency  of  the  machine.  If  we  could 
get  out  of  a  machine  all  the  work  which  we  put  into  it, 
we  could  say  the  machine  had  an  efficiency  of  one  hun- 
dred per  cent.  But  such  a  thing  is  impossible,  as  in  any 
machine  part  of  the  power  given  to  it  is  always  wasted  in 
friction,  and  in  electrical  machines  we  must  add  to  this 
electrical  and  magnetic  losses.  Of  the  energy  given  to 
an  electrical  machine  we  can  reclaim  only  a  fraction, 
and  the  value  of  this  fraction  expresses  the  efficiency. 
The  term  eflficiency  is  accepted  in  either  of  two  senses — 
Electrical  Efficiency  or  Commercial  Efficiency,  The 
electrical  efficiency  is  gotten  by  dividing  the  electrical 
energy  available  by  the  total  electrical  energy  generated 
by  the  machine,  and  takes  into  account  only  the  /'  R 
losses.  The  commercial  efficiency  is  had  by  dividing  the 
total  energy  gotten  out  of  the  machine  by  the  total  energy 
put  into  it,  and  includes  all  the  various  losses.  Cal 
E^  and  I^  the  E.  M.  F.  anH  rnrrent  respectivelv 
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line,  and  E^  and  /,  the  total  E.  M.  F.  and  current  of  the 
machine,  the  expression  for  electrical  efficiency  is 


Elect.  E.  = 


or  watts  produced  divided  by  watts  taken  out.  The  special 
form  which  this  expression  takes  depends  upon  the  type 
of  the  machine.     The  formula  for  commercial  efficiency  is 


Com.  Eff.  = 


where  7v  is  the  energy  taken  out  electrically  and  IV 
is  the  energy  put  in  mechanically  by  the  steam  engine. 
To  compare  them  they  must  be  reduced  to  the  same 
units. 


CHAPTER  II. 

ELEMENTS  OF   THE   MOTOR. 

If  the  terminals  of  a  dynamo  be  connected  to  a 
source  of  current,  the  machine  becomes  a  motor,  trans- 
forming the  electrical  energy  drawn  from  the  line  into 
mechanical  energy  at  the  pulley.  Motors  are  classi- 
fied in  the  same  manner  as  are  dynamos,  and  the  same 
general  principles  of  dynamo  design  and  regulation 
enable  us  to  anticipate  and  explain  motor  action  under 
like  conditions.  The  fundamental  fact  which  makes 
electric  motors  possible,  is  the  following:  If  a  conductor 
carrying  a  current  be  placed  in  a  magnetic  fields  it  will  be 
impelled  in  such  a  direction  that  the  E,  M.  F,  induced  in  it  by 
this  motion  will  oppose  the  flow  of  current  already  existing 
in  the  conductor.  This  law  states  that  there  will  be 
motion^  and  also  gives  the  direction  of  this  motion.  The 
conditions  to  be  fulfilled  are  then,  a  magnetic  field,  con- 
ductors in  this  field,  carrying  a  current  and  free  to 
move.  The  same  machine  that  is  used  as  a  dynamo  fills 
these  requirements  of  the  motor.  Let  us  take  a  machine 
with  separately  excited  or  permanent  fields,  and  investi- 
gate its  action.  If  the  brushes  be  connected  to  a  battery 
a  current  flows  through  the  armature.  Let  N  and  S 
(Fig.  2i)  be  the  fields,  and  --/,  the  armature.  With 
fields  the  same  as  when  the  machine  is  used  as  a 
dynamo,    let   the    positive    brush   (/.    ^.,    the    positive 
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Fig.   21. 


dynamo  brush)  be  connected  to  the  positive  pole  of  the 
battery.  The  direction  of  the  current  will  then  be  the 
reverse  to  what  it  was  in  the  dynamo,  and  the  direction 
of  rotation  of  the  armature  the  same  as  that  of  the 
dynamo,  for  the  E.  M.  F.  thus  induced  will  tend  to  set 
up  a  current  opposed 
to  the  existing  one. 
If,  then,  a  machine  be 
so  connected  as  to 
have  its  fields  of  a 
given  polarity,  and  its 
brushes  of  constant 
polarity,  /.  ^.,  the 
same  brush  always 
positive  on  the  dy- 
namo,  and   when   on 

a  motor  connected  to  the  positive  side  of  the  circuit — 
the  direction  of  rotation  is  the  same  whatever  be  the 
machine's  nature.  In  other  words,  if  in  the  two  cases 
the  field  current  flow  in  the  same  direction  while  the 
armature  current  flows  in  opposite  directions,  the  direc- 
tion of  rotation  will,  in  the  motor,  be  the  same  as  in  the 
dynamo.  This  explains  why  shunt  machines  run  in  the 
same,  but  series  machines  in  opposite  directions,  when 
their  nature  is  changed  but  the  connections  left  the 
same. 

The  E.  M.  F.  to  which  we  have  referred  as  oppos- 
ing the  existing  flow  of  armature  current,  is  called  the 
Counter  E,  M,  /^,  and  is  of  fundamental  importance  in 
motor  theory.  It  is  a  source  of  confusion,  unless  properly 
understood,  and  some  misguided  inventors  have  vainly 
endeavored  to  devise  motors  without  any  C.  E.   M.  F., 
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supposing  its  presence  to  be  a  detriment  to  the  machine. 
A  very  little  consideration  shows  that  whether  a  help  or 
a  hindrance,  its  presence  is  unavoidable,  and  an  arma- 
ture wound  to  have  no  C.  E.  M.  F.,  would  have  no  power 
of  motion;  for,  to  deprive  an  armature  of  its  counter  is 
to  deprive  it  of  its  ability  to  generate  voltage  when  run 
as  a  dynamo  in  a  magnetic  field,  its  C.  E.  M.  F.  being 
nothing  other  than  the  dynamo  property  of  a  motor.  To 
construct  such  an  armature  its  conductors  must  be  so 
wound  that  any  tendency  of  one  conductor  to  generate  an 
E.  M.  F.  is  met  by  the  tendency  of  some  other  conductor 
with  which  it  is  in  series  to  generate  an  equal  but  oppo- 
site E.  M.  F.  To  run  such  an  armature  as  a  motor  would 
be  impossible,  because  the  flow  of  current  through  it 
would  be  so  disposed  that  one-half  the  conductors  would 
attract  a  pole  piece,  the  other  half  repel  it;  and  the 
equal  but  opposite  tendencies  to  rotate  the  armature 
would  neutralize  each  other  and  there  would  be  no 
motion  at  all.  In  every  conductor  moving  in  a  magnetic 
field  an  E.  M.  F.  is  produced;  that  this  E.  M.  F.  must 
oppose  the  motor  current,  can  be  easily  seen,  for  suppose 
it  to  assist  the  current:  as  the  speed  and  induced  E.  M.  F. 
increased,  the  current  and,  with  it,  the  power  would 
increase  also.  That  is  to  say,  the  motor  would  con- 
tribute to  its  own  driving  power,  and  would  do  the  same 
work  at  the  pulley  with  less  and  less  demand  upon  the 
line,  and  finally,  the  line  supply  might  be  dispensed  with 
altogether.  This  is  absurd,  and  theory  as  well  as  experi- 
ence indicates  that  the  induced  E.  M.  V.  will  oppose  the 
impressed  or  line  E.  M.  F.  Furthermore,  as  we  shall 
learn,  the  higher  this  C.  E.  M.  F.  becomes,  the  greater 
is  the  efficiency  of  the  motor. 
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The  power  given  to  the  motor  equals  the  product  of 
the  armature  current  and  the  impressed  E.  M.  F.  or, 

Watts  consumed  =  E  i^. 
This  is  divided  into  two  parts:  that  which  is  wasted  as 
heat  in  the  armature,  and  that  which  is  transformed  into 
mechanical  power,  and  does  work  at  the  pulley.  We 
may,  then,  write:  IVatts  consumed  =  watts  transformed 
+  watts  wasted  in  heat.  The  heat  waste  is  due  to  mag- 
netic and  electric  losses,  but  until  we  take  up  commercial 
efficiency  the  latter  only  will  be  considered,  and  these  in 
the  armature  alone.  The  electric  loss  we  know  to  equal 
i*  r^  =  /  X  the  E.  M.  F.  necessary  to  urge  the  given  cur- 
rent through  the  ohmic  resistance  r.  of  the  armature, 
and  since  the  total  watts  consumed  =  E  i^  the  watts 
transformed  must  equal  the  difference  between  the  two, 
or,  in  other  words,  is  the  product  of  the  current  by  that 
part  of  the  impressed  E.  M.  F.  not  expended  in  overcom- 
ing ohmic  resistance.     Wc  may  then  write, 

E  i^  =  watts  transformed  -j-  /'^  r^,  (1) 

whence, 

Watts  transformed  =  Ei^  —  i\  r^  =  4  {E  —  u  r^),    (2) 
Now, 

E  --e 
U  = » 

where  e,  is  the  C.  E.  M.  F. ;  clearing  of  fractions  we  get 
t\r^  =z  E  --  e,  and  substituting  this  in  the  expression  for 
watts  transformed,  we  have, 

Watts  transformed  =  /^  (E  —  E  '\-  e)  =  i\  e,        (3) 
which    shows    that    (barring    other    losses)    the   watts 
transformed  into  mechanical  power    equal    the  product 
of   the   current    and    the   C.   E.   M.   F.      The   equation 
JS  —  ^  =  /^  r„  shows  how  far  the  C.  E.  M.  F.  falls  below 
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the  impressed,  and  that  the  difference  is  smaller  the  lower 
the  armature  resistance.  If  it  were  possible  to  construct 
an  armature  of  zero  resistance,  e  would  equal  Ey  and  for 
all  loads  the  electrical  efficiency  would  be  loo  per  cent. 
The  expression  for  the  electrical  efficiency  is 

—  watts    transformed  _  ei^  __  e  r^  v 

^*  watts  consumed      '^  Ei^'^  E^ 

showing  the  efficiency  to  increase   as  the  C.  E.  M.  F. 

approaches  the  impressed.      Two  questions  here  arise 

(a)  With  what  current  does  a  motor  do  most  work  in 


least  time?  (^)  With  what  current  does  it  work  most 
efficiently?  The  first  may  be  solved  as  follows:  Sub- 
stituting W  for  watts  transformed,  in  equation  (2),  we 
have, 

W^  Eu^i\r,\ 
whence, 


'•  = 


E±  VE'-^r^l^ 


2  r^ 


(6) 


and  the  question  is,  for  what  value  of  t\  will  /Fbe  a  max- 
imum. Let  us  represent  the  relation  between  s\  and  J^ 
by  a  diagram,  Fig.  22,  in  which  the  values  of  /Fare  laid 
off  on  the  vertical  scale,  and  the  corresponding  values 
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of  t\  on  the  horizontal  scale.  If  in  equation  (5)  we 
begin  at  zero,  and  give  gradually  increasing  values  to 
Jr,  and,  with  the  knowledge  of  E  and  r^,  work  out  the 
corresponding  values  of  4,  the  points  on  /^,  and  IV,  will, 
if  projected  as  indicated  by  the  dotted  lines,  give  a  series 
of  intersections  whose  path  will  be  the  curve  a  c  d.  For 
every  value  of  IV  there  will  be  two  values  of  t\.  When 
ly  =  o,  equation  (5)  becomes, 


/* 

_E±  V^" 

•• 

2  r 

and  the  two  values  of 

t\  are, 

and 

'*a   = 

_2  E  _    E 
2  ''.         rj 

/'     - 

E-E 

The  o  value  corresponds  to  open  circuit,  and  is  repre- 
sented by  the  point  a;  the  value 

E^ 

means  that  the  armature  is  blocked  so  that  it  cannot 
turn,  and  is  represented  by  the  point  fi.  At  c  the  two 
values  of  [Fare  identical,  and  here  we  find  the  maximum 
value  for  fV,     This  condition  is  fulfilled  when 


and  from  this  we  get  by  equation  (5) 


in  = 
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or  one-half  its  maximum  value.     But 


.       E- 

E       E- 
2r„           r. 

-  f 

> 

that  the  exp 

ressit 

1/2  E 

f'=      E    = 

50  5«- 

therefore 


ciency  becomes 

(6) 

That  is  to  say,  a  motor  works  fastest  at  an  electrical 
efficiency  of  50  <^.  As  a  rule  motors  are  designed  for 
a  much  higher  efficiency  than  50  $^,  and  to  run  them  at  so 
low  a  figure  might  require  excessive  current  overload. 
For  a  long  time  this  efficiency  of  maximum  activity  was 
mistaken  for  the  highest  attainable  efficiency,  and  it  was 
declared  that  motor  efficiency  could  not  exceed  this 
value.  This  is  manifestly  an  error,  as  electrical  efficien- 
cies of  90  ^  and  95  ^  are  commonly  attained  in  motors 
of  to-day.  On  the  other  hand,  as  the  efficiency  in- 
creases, work  per  minune  decreases,  and  to  meet  the 
demands  of  traffic  it  is  found  more  profitable  to  run  at 
higher  outputs  per  minute  and  lower  efficiencies  (80  ^ 
to  90  ^), 

Thus  far  we  have  had  to  do  with  electrical  efficiency 
only,  and  have  confined  our  attention  to  I  ^jR  losses.  The 
commercial  efficiency  takes  into  account  frictional  and 
other  losses,  and  is  of  more  practical  importance.  It  can 
be  found  as  follows:  Ascertain  at  what  speed  the  arma- 
ture turns  when  loaded,  and  call  the  current  flowing,  4. 
Next  determine  the  current,   i'^  necessary  to  turn  the 
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armature  free  and  at  the  same  speed.  With  load,  the 
current  doing  useful  work  is,  /»  —  /\,  and  the  expression 
for  commercial  efficiency  becomes, 


Remembering  that, 


where  r^  is  the  armature  resistance,  we  get. 


i 


Vc  =  -F> 


*  _  e E  —  e^  ^  e  r^i\ 


E      E  -  e       "  E^^eE        " 

''a 

e{E-e  -  r^i'^ 


(7) 


E  {E^c)       ' 
The  commercial  efficiency  for  maximum  activity,  is, 

'  2E  ^    ^         E    ' 

The  maximum  commercial  efficiency  is  a  more  complex 
question,  as  it  involves /',^  and  r^,  as  well  as  the  C.  E.  M.  F. 
If  in  equation  (7),  r^  and  E  be  given,  the  value  of  4,  cor- 
responding to  maximum  efficiency,  can  be  found.*  The 
condition  is  that 


E-e=  ^uEi\  (8) 

or  that 

e  —  E  —  ^E  r^ 

To  illustrate:  a  motor   has  an   impressed  E.  M.  F.  {E) 

♦  For  a  full  discussion,  see  Kapp's  Electrical  Transmission  of  Energy ^ 
4th  cd..  pages  155  to  157. 
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of  no  volts.     Running  free,  the  armature  takes  {i\)  5 

amperes.     Armature  resistance  (rj  =  .35  ohm.  Wiiat 

is   the  maximum    commercial    efficiency?     From  equa- 
tion (8) 

no  -  ^  =  v^.3S  X  1 10  X  5 
whence,    ^  =  96   volts  =  C.  E.  M.  F. 
Now, 

E  —  e         T4 
!»  c=  =  —  =  40  amperes. 

Therefore  the  maximum  electrical  efficiency  is 
c  06 

and  maximum  commercial  efficiency,  by  equation  (7),  is 

T/e  =  76.6  i. 
While  the  HP  available  at  the  pulley  is, 

HP  =  5.1. 
The  reason  the  efficiency  is  so  low  is  that  the  armature 
resistance  is  so  high;    let  i\  be  lowered  to  .2  ohm,  and 
we  have 

Vc  =  86.3  ^. 
HP  =  7.1. 

Torque, — It  is  a  familiar  fact  that  between  unlike  poles 
of  neighboring  magnets  a  force  of  attraction  exists.  If 
the  magnets  be  crossed  at  right  angles  to  each  other,  and 
one  of  them  be  free  to  rotate,  it  will  do  so  until  the 
unlike  poles  are  as  near  together  as  possible.  The 
relation  between  the  armature  and  fields  of  a  motor  is 
similar  to  this.      The  armature  is  an  electromagnet  with 
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its  poles  midway  between  those  of  the  field,  resulting 
in  an  attraction  of  unlike  poles  of  armature  and  field. 
As  soon  as  a  coil  reaches  a  position  where  it  would  natu- 
rally remain  at  rest,  its  current  is  reversed,  its  former 
relative  polarity  restored,  and  continuous  rotation  ensues. 
The  force  with  which  the  armature  tends  to  turn  is  meas- 
ured by  the  product  of  the  pole  strengths  of  field  and 
armature,  and  will  vary  as  this  product  varies.  If  we  can 
assume  the  field  poles  to  remain  constant,  the  turning 
force  will  vary  as  the  armature  current  varies.  This  all- 
important  turning  force  is  called  Torque^  and  its  value 
has  been  mathematically  proven  to  be, 

where  -A'' is  the  total  number  of  lines  of  force  crossing  the 
air  gap,  C  is  the  number  of  conductors  on  the  armature, 
and  /»  equals  the  current  in  each  conductor  or  one-half  the 
current  in  the  armature.  In  so  many  words  torque  or 
twisting  force  is  nothing  more  than  a  force  acting  with  a 
leverage  in  the  same  way  as  a  man,  with  the  force  of  his 
own  weight,  can,  with  a  crowbar  as  a  lever,  move  a  weight 
many  times  greater  than  his  own.  In  the  case  of  an 
armature  the  force  acting  is  the  force  of  attraction 
between  the  armature  current  and  the  lines  of  force  of 
the  field,  and  the  leverage  with  which  it  acts  is  the  dis- 
tance from  the  centre  of  the  armature  core  to  the  con- 
ductors. If  the  force  of  attraction  is  measured  by  the 
product  of  field  lines  and  armature  current,  it  is  obvious 
that  increasing  either  of  these  will  increase  the  turning 
power  of  the  armature:  this  the  above  formula  tells  us, 
for  if  W  or  C  or  i»  is  increased,  the  value  of  the  frac- 
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tion  is  also.  The  work  put  into  an  armature  can 
be  expressed  as  equal  to  the  speed  of  the  arma- 
ture multiplied  by  its  torque,  or  IV  =z  6.2S  x  n  x  T, 
If  the  amount  of  work,  W^  is  kept  the  same,  as  the  speed 
rises  the  torque  falls,  and,  could  the  armature  attain  the 
impossibility  of  having  e  =  E,  there  would  be  no  current, 
hence  no  torque;  there  would  be  no  work  put  into  the 
motor  and  none  taken  out.  When  the  current  is  first 
turned  into  a  motor  the  torque  is  greatest,  for  torque 
depends  upon  the  current,  and  just  before  starting,  whea 
the  C.  E.  M.  F.  is  zero,  the  current  is  greatest  for  a 
given  mechanical  load.  When  running  free  the  arma- 
ture speed  is  highest,  and  e  approaches,  but  never  reaches, 
E.  One  sometimes  hears  the  statement  that  the  C.  E. 
M.  F.  could  only  equal  the  impressed  were  the  speed 
infinite:  this  is  an  error,  for  with  any  field  strength  an 
infinite  armature  speed  would  produce  an  infinite  E.M.F. 
The  formula  for  the  E.  M.  F.  of  a  dynamo  is  E  —  N  C 
n  -T-  100,000,000.  Since  C.  E.  M.  F.  is  only  the  dynamo 
E.  M.  F.  of  a  motor  for  that  speed  and  excitation,  this 
expression  is  good  for  the  C.  E.  M.  F.  of  a  motor,  and 
leaving  off  the  100,000,000,  which  serves  to  reduce 
C.  G.  S.  units  to  volts,  we  can  write  as  the  C.  E.  M.  F. 
of  any  motor  e  ^  N  C  n.  Dividing  both  sides  of  this 
equation  by  the  same  term  does  not  alter  its  value,  so  we. 
divide  by  iV  C  to  get  n  on  one  side  alone; 

_j__  ^   N  Cji 
NC       '  N'C   ' 


leaving 

n  = 


WC'  (»<» 
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an  expression  for  speed,  which  does  not  contain  torque, 
showing  the  torque  to  be  independent  of  the  speed. 
Again,  this  formula  shows  that  if  N  is  kept  the  same, 
the  field  a  series  field,  or  separately  excited,  the  denomi- 
nator of  the  fraction  becomes  a  fixed  number,  or, 
as  we  say,  a  constant,  and  the  value  of  the  fraction  can 
only  be  varied  by  varying  the  numerator  e.  In  other 
words  Con  any  given  armature  is  a  fixed  number;  if  we 
fix  N^  then  n  depends  upon  e  and  varies  with  it  in  direct 
proportion,  i.  e,,  the  speed  of  any  motor  armature  is  pro- 
portional to  its  C.  E.  M.  F.,  and  if  the  armature  and  field 
resistances  are  low,  n  is  also  proportional  to  Ey  the 
impressed  or  line  voltage.  If  these  resistances  are  high, 
the  loss  of  voltage  through  them  cannot  be  neglected, 
and  n  cannot  be  said  to  vary  directly  as  E,  but  directly 
as  E  less  the  internal  loss,  which  difference  is  ^  the 
C.  E.  M.  F.  In  other  words  if  with  an  impressed 
E.  M.  F.,  iff  =  500,  we  get  a  speed  //  =  200,  a  voltage  of 
1,000  will  not  give  a  speed  of  400,  and  to  know  what  speed 
it  will  give  we  must  assume  same  current  value  at  which 
both  tests  are  to  be  run,  and  know  the  value  of  internal  re- 
sistance. Let  /  =  30  amperes,  and  let  ;-  =  10  ohms  (an 
exaggerated  case).  In  the  first  test,  then,  the  internal 
loss  of  voltage  =  /  r  =  10  x  30  =  300,  and  the  speed  of 
200  revolutions  is  really  due  to  200  volts,  or  i  revolution 
per  volt.  In  the  second  case  the  current,  /,  and  re- 
sistance, r,  are  the  same  as  before,  so  the  volts  lost,  = 
i  r^  must  be  the  same,  or  300.  This  leaves  700  volts  to 
cause  motion,  and  at  i  revolution  per  volt  this  would 
correspond  to  a  speed  of  700  revolutions.  If  we  assume 
r  =  3  Ji  ohms,  the  loss  in  both  tests  is  100  volts,  and  rais- 
ing E  from  500  to  1,000  raises  n  from  200  to  450,  while  if 
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r  =  I  ohm,  n  will  increase  only  from  200  to  412,  or  very 
nearly  proportionally  to  E.     Now  in  the  formula 

anything  which  increases  the  denominator  of  the  fraction 
decreases  the  value  of  the  fraction,  /.  ^.,  decreases  n;  this 
shows  us,  then,  that  if  we  increase  N  or  C,  keeping  e  the 
same,  we  will  decrease  «,  and  vice  versa.  Theory  here 
predicts  what  is  every  day  practiced,  viz. :  that  to  speed 
up  a  motor  we  weaken  its  field.  The  physical  explanation 
of  this  fact  is,  that  in  weakening  the  field  the  armature 
cannot  generate  as  high  a  C.  E.  M.  F.,  hence  a  larger 
current  flows  through  the  armature  and  its  speed  rises. 
That  weakening  the  field  on  a  motor  will  raise  the  speed 
is  true  of  all  recent  types  of  motor,  but  it  is  a  remarkable 
fact  that  where  a  motor  runs  at  an  efficiency  of  less  than 
50  ^,  strengthening  the  field  will  raise  the  speed, 
and  weakening  the  field  lower  the  speed.  The  explana- 
tion is  as  follows:  For  a  motor  to  run  at  normal  load 
with  an  electric  efficiency  of  less  than  50  ^,  means 
that  the  internal  resistance  must  be  so  high,  that  of  the 
total  E.  M.  F.  applied  to  the  motor  terminals  over  half 
is  wasted  in  urging  the  current  through  this  resistance, 
and  less  than  half  is  left  to  cause  motion.  To  run  a 
motor  at  a  certain  speed  requires  a  certain  amount  of 
work,  and  to  run  it  above  or  below  this  speed  requires 
more  or  less  work  respectively;  now  the  effect  of  weaken- 
ing the  field  is  to  lower  the  C.  E.  M.  F.  and  to  raise  the 
current  through  the  armature,  and  this  ought  to  raise  the 
speed,  but  if  the  resistance  is  high,  the  increased  current 
causes  so  large  a  loss  in  voltage  that  although  the  motor 
draws  more  energy  from  the  line  than  before,  there  is  less 
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available  for  motion,  so  that  with  decreased  energy  the 
motor  must  run  slower.  An  example  will  help  us.  Let 
/  =  30,  and  r  =  lo,  and  at  a  given  field  strength  let  there 
be  a  given  speed.  E^  as  before,  =  500.  Volts  lost  = 
ir=:$o  X  10  =  300.  Useful  volts  =  500  —  300  =  200.  • 
If  useful  £  =  200,  and  1  =  30,  the  watts  expended  in 
motion  =  £  (useful)  X  /  =  200  x  30  =  6,000  watts. 
Now  let  the  field  be  weakened  till  /  =  35,  then,  volts 
lost  =  I  r  =  35  X  10  =  350.  Useful  volts  =  150,  and 
useful  energy  =  useful  £  x  t  ^  150  x  35  =  5,250,  as 
against  6,000,  so  the  speed  must  fall.  If  r  =  i,  then, 
lost  and  useful  volts  at  30  amperes  are  30  and  470  respec- 
tively, and  at  35  amperes,  35  and  465,  and  the  useful 
energy  at  30  amperes  is  14,100  watts,  wffile  that  at  35 
amperes  is  16,275.  So  the  effect  in  one  case  is  to  decrease 
the  useful  energy  and  in  the  other  to  increase  it,  the 
speed  varying  accordingly.  Upon  this  fact  depends  the 
action  of  the  Thomson  wattmeter. 

The  question  of  speed  regulation  is  important  in 
motor  work.  Viewed  from  this  standpoint  there  are 
two  general  classes  of  motors,  (i)  traction  and  (2)  sta- 
tionary motors.  In  the  first  class  a  large  initial  torque  is 
required  and  variable  speed  under  easy  control.  The  sec- 
ond class  in  almost  all  cases  calls  for  constant  speed  under 
all  loads.  Another  classification  regards  the  nature  of 
the  circuit  upon  which  the  motor  is  to  be  used :  (i)  motors 
on  constant  potential  (C.  P.)  mains,  (2)  constant  current 
motors.  In  the  first  all  the  motors  are  in  parallel,  /.  ^., 
the  total  current  flowing  divides  among  the  motor  circuits, 
and  each  circuit,  supplied  with  the  full  line  voltage,  is 
independent  of  the  other  circuits;  whereas  with  constant 
current  motors  there  is  but  one  circuit,  and  the  total  cur- 
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rent  passes  successively  out  of  one  motor  into  another,  so 
that  any  unusual  action  on  the  part  of  one  may  affect  all. 

The  usual  classification  is  based  upon  the  style  of  field 
excitation:— (i)  separately  excited,  (2)  series,  (3)  shunt, 
'(4)  compound.  The  series  motor  is  represented  in  street- 
car work;  the  shunt  motor  in  stationary  work,  where 
small  speed  variations  are  unimportant.  Compound- 
wound  motors  are  used  where  automatic  speed  regula- 
tion is  desired  under  variations  of  load.  The  behavior 
of  each  type  may  be  briefly  outlined  as  follows: 

Separately  excited  motors  have  a  field  independent  of 
the  armature  current.  As  the  load  increases  so  does  the 
armature  current,  and  with  it  the  torque,  while  the  speed 
gradually  falls  off.  As  the  armature  reaction  increases  it 
may  be  necessary  to  give  the  brushes  a  negative  or  back- 
ward lead,  thus  increasing  the  demagnetizing  effect  upon 
the  field.  This  weakening  of  the  field  tends  to  increase 
the  speed,  so  that  such  a  motor  with  strong  armature  re- 
action will  regulate  fairly  well  for  speed  within  certain 
limits.  Whether  it  is  necessary  or  not  to  shift  the 
brushes,  the  demagnetizing  effect  of  the  armature  in- 
creases as  its  current  does,  for  it  radiates  more  lines  of 
force,  and  care  must  be  taken  that  the  armature  does  not 
overpower  the  fields  and  reverse  the  direction  of  rota- 
tion. Warning  of  this  is  given  by  destructive  sparking 
and  an  abnormal  increase  in  the  current. 

The  series  motor  is  adapted  to  railway  sevice  where  it 
is  often  necessary  to  start  a  heavy  car  on  a  grade.  On 
closing  the  circuit  the  field  and  armature  currents  rise 
immediately  to  a  value  controlled  by  the  resistance  in 
circuit,  and  the  torque  is  very  great.  Sometimes  this 
resistance  is  in  a  separate  coil  alone,  and  sometimes  the 
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fields  are  in  sections  whose  resistance,  when  in  series,  is 
almost  sufficient  to  limit  the  initial  current  to  a  safe 
value.  With  fields  in  series  their  ampere-turns  are 
greatest  and  provide  the  torque  so  much  needed  at 
starting.  As  the  motor  acquires  speed  the  current 
decreases,  on  account  of  the  C.  E.  M.  F.,  and  with  it 
the  torque,  to  which  it  remains  very  nearly  propor- 
tional. Speed  regulation  is  obtained  either  by  throw- 
ing the  field  coils  from  simple  series  to  different 
combinations  of  series  rnd  multiple,  as  in  the  old  Edison 
system,  or  by  cutting  out  or  shunting  part  of  the  field 
ampere-turns  as  in  more  recent  types.  In  the  method 
of  commutated  fields  a  special  switch  is  used,  by  the 
turning  of  whose  handle  the  different  combinations  are 
effected.  In  the  more  recent  methods  of  control,  the 
car  is  started  with  motors  in  series,  and  by  steps  they  are 
thrown  into  multiple,  thereby  increasing  not  only  the 
speed  control,  but  economy  in  service— a  point  to  be 
considered  later. 

Shunt  motors  have  a  wide  scope  of  work,  being  very 
generally  used  for  isolated  motor  work  and  for  shop 
service  on  constant  potential  lighting  mains.  The  fields 
are  so  connected  that  they  are  charged  before  the  arma- 
ture circuit  is  closed.  These  precautions  are  necessary 
because  the  field  in  shunt  with  the  armature  is  of  high 
resistance  and  self-induction,  so  that  not  only  is  the 
armature  virtually  a  short  circuit  across  it,  but  even 
under  the  best  conditions  its  induction  would  prevent  its 
acquiring  full  strength  immediately.  Were  no  precau- 
tion taken,  the  switch  closed  across  field  and  armature 
at  the  same  time,  and  the  machine  left  to  pick  up  a 
C.  E.  M.  F.  as  best  it  could,  trouble  would  ensue  before 
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the  rush  of  current  could  be  checked.  Even  when  the 
fields  are  connected  above  the  switch  so  as  to  give  the 
required  field  strength  before  closing  the  armature  cir- 
cuit, it  is  necessary  to  close  the  armature  circuit  through 
a  resistance,  and  then  to  cut  the  resistance  out  after  the 
speed  is  up. 

Variations  of  load  on  a  shunt  motor  fed  from  constant 
potential  mains  produce  slight  speed  variations,  the 
regulation  being  analogous  to  regulation  for  E.  M.  F. 
in  a  shunt  dynamo  run  at  constant  speed.  The  action  is 
as  follows:  the  work  depends  upon  the  product  of  the 
speed  and  torque^  and  the  torque  depends  upon  the  product 
of  the  pole  strengths  of  armature  and  field.  The  arma- 
ture pole  strength  depends  upon  the  current,  and  in 
order  to  increase  this  the  C.  E.  M.  F.  must  be  lowered; 
this  requires  a  decrease  in  either  speed  or  field  strength. 
As  a  matter  of  fact  both  effects  take  place.  The  added 
load  on  the  pulley  slows  up  the  armature,  the  C.  E.  M.  F. 
falls,  and  a  larger  current  flows.  With  the  increased  cur* 
rent  the  armature  reaction  is  increased,  and  the  weaken- 
ing of  the  field  raises  the  speed.  The  decrease  in  speed, 
however,  is  not  entirely  compensated  for,  and  the  motor 
gradually  slows  down.  Still  another  effect  which  pre- 
vents compensation  from  being  complete,  is  that  the  lost 
voltage  in  the  armature  increases,  thus  decreasing  the 
E.  M.  F.  effective  in  producing  rotation.  Armatures  of 
no  resistance  would,  aside  from  their  own  reaction,  regu- 
late for  constant  speed  on  a  motor  just  as  they  would 
for  constant  E.  M.  F.  on  a  dynamo.  Hand  regulation 
may  be  resorted  to,  either  in  raising  the  impressed 
E.  M.  F.,  or  in  weakening  the  fields. 

This  gradual  weakening  of  the  field  as  load  increases 
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is  automatically  attained  in  the  differentially  connected 
compound-wound  motor.  In  this,  the  shunt  winding  is 
made  strong  enough  to  always  control  the  polarity  of  the 
field,  and  the  series  winding,  instead  of  assisting  the 
shunt,  as  in  a  compound-wound  generator,  opposes  it. 
The  windings  are  so  proportioned  that  the  weakening 
effect  of  the  series  coils  just  compensates  for  the  fall  in 
speed  due  to  increased  load.  By  this  means  is  secured 
a  constant  speed  for  wide  variation  of  load.  The  regula- 
tion is  perfect,  however,  only  when  the  difference  of 
potential  across  the  mains  is  that  for  which  the  motor 
is  designed.  Such  a  motor  must  be  started  in  the  same 
manner  as  a  shunt  motor,  otherwise  the  strong  initial 
series  field  would  overpower  the  shunt  field  and  reverse 
the  direction  of  rotation.  Another  device  which  would 
give  the  motor  the  advantage  of  great  starting  power 
would  be  to  temporarily  reverse  the  series  field  while 
starting,  making  it  agree  with  the  shunt,  and  after  full 
speed  is  attained  and  the  armature  current  falls  to  its 
normal  value,  to  successively  short  circuit  and  reverse 
the  series  coil,  restoring  it  to  its  normal  condition  of 
opposing  the  shunt  winding. 

The  efficiency  of  the  compound-wound  motor  is  lower 
than  that  of  the  compound-wound  generator  or  any  other 
generator,  for  more  energy  is  expended  in  the  field  to 
produce  a  given  magnetization,  some  of  the  lines  of  force 
being  always  neutralized. 

There  are  various  mechanical  devices  for  speed  regula- 
tion, none  of  which,  however,  approach  the  differential 
compound-wound  motor  in  point  of  merit.  We  have 
seen  that  with  increasing  load,  motor  brushes  require 
greater    and    greater    backward    or   negative    lead,    as 
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opposed  to  the  forward  or  positive  lead  of  generator 
brushes.  This  is  so  because. the  lead  depends  upon  the 
armature  reaction.  If  the  motor  field.polarity  and 
direction  of  rotation  concur  with  that  of  the  dynamo,  the 
direction  of  the  motor  armature  current  is  opposite  to 
that  of  the  dynamo.  This  reverses  the  armature  polar- 
ity, and  with  it  the  field  distortion,  making  the  neutral 
line  recede  instead  of  advance,  and  necessitating  the 
backward  lead.  Hence  the  trailing  pole  corners  are 
strengthened  by  the  distortion,  become  the  seat  of  eddy 
currents,  and  grow  warm.  Again,  in  the  motor  the  arma- 
ture and  whatever  resisting  force  is  attached  to  it  is 
pulled  around  by  the  conductors;  while  in  a  generator 
the  engine  must  turn  the  armature  and  pull  the  conduc- 
tors around  against  the  drag  of  the  magnetic  field. 

Continuous  current  generators  can  in  all  cases  be  used 
as  motors,  though  some  are  better  adapted  than  others. 
Small  motors  cannot  always  be  profitably  used  as  self- 
exciting  generators,  because,  while  in  a  motor  the  field  is 
independent  of  the  armature,  and  the  exciting  energy 
comes  from  without,  and  whatever  amount  may  be 
needed  to  overcome  the  reluctance  of  the  magnetic 
circuit  is  furnished  over  and  above  what  is  needed  for 
the  armature,  in  a  generator  the  exciting  energy  must  be 
supplied  by  the  armature,  and  if  the  reluctance  be  high, 
the  energy  demanded  by  the  field  may  exceed  the  total 
output  of  the  machine.  In  small  motors  the  air  gap  is 
very  wide  relative  to  the  size  of  the  machine,  so  that  the 
magnetic  reluctance  is  large. 

To  have  the  same  rotation,  the  relation  of  armature 
and  field  polarity  must  in  the  motor  be  the  reverse  of 
that  in  the  generator.      A  series  motor  and  generator  run 


ELEMENTS   OF    THE   MOTOR,  55 

in  opposite  directions  for  given  connections,  and  to  have 
them  turn  in  the  same  direction,  either  the  field  or  arma- 
ture terminals  must  be  reversed  when  the  nature  of  the 
machine  is  reversed.  The  shunt  dynamo  and  motor  run  in 
the  same  direction  for  given  connections,  while  the  direc- 
tion of  rotation  of  a  compound-wound  motor  will  depend 
upon  the  relative  strength  of  series  and  shunt  windings. 
These  points  will  be  explained  elsewhere.  The  ease  with 
which  a  shunt  machine  may  be  reversed  is  illustrated 
where  several  are  in  multiple  on  the  same  bus-bars.  If 
for  any  reason  the  voltage  on  one  machine  falls  far  below 
that  on  the  others,  it  will  not  only  lose  its  own  load,  but 
will  absorb  energy  from  the  others  and  run  as  a  motor, 
and  since  the  rotation  is  the  same  there  will  be  no  violent 
demonstration.  The  brushes  will  spark  some,  the  oppo- 
site side  of  the  belt  will  become  slack,  and  the  ammeter 
needle  will  go  to  zero  and  will  reverse,  or  rise  again, 
according  as  it  is  of  the  Weston  or  Edison  type.  In  any 
case,  whether  the  machine  runs  as  a  motor  or  not  can  he 
ascertained  by  strengthening  its  field  and  watching  the 
ammeter.  If  the  current  rises,  the  machine  is  a  dynamo, 
but  if  it  falls,  a  motor.  In  the  latter  case  the  field  can 
be  gradually  strengthened  till  the  machine  loses  its  load 
as  a  motor,  when  the  ammeter  will  register  zero,  and  if 
the  field  is  further  strengthened  the  needle  will  rise, 
showing  the  machine  to  be  now  acquiring  load  as  a  gen- 
erator. It  is  partly  on  account  of  this  liability  to  rever- 
sal that  shunt  dynamos  have  been  superseded  by 
compound  machines  on  street  railway  service,  where  the 
load  fluctuations  are  very  violent  and  between  wide 
limits. 
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CHAPTER  III. 
ohm's  law. 
Ohm's  law  in  its  original  form  is 

where  /is  the  current  flowing  in  the  conductor,  E  the 
potential  difference  at  the  terminals,  and  R  the  con- 
ductor's resistance.  To  better  comprehend  all  that  this 
laWy  in  its  various  forms,  means,  let  us  see  upon  what 
foundation  it  rests.  In  words  it  can  be  stated  thus:  In 
any  circuit  containing  only  ohmic  resistance^  the  value 
of  the  current  in  amperes  is  expressed  by  the  fraction 
whose  numerator  is  the  fall  of  potential  throughout  the 
circuit,  and  whose  denominator  is  the  resistance  therein. 
In  formulating  such  a  law  we  seek  for  an  expression 
which  shall  give  the  relation  between  the  current,  volt- 
age, and  resistance  of  a  circuit,  and  at  the  time  of  Ohm's 
investigation  it  is  likely  that  he  did  not  know  but  that 
there  were  other  factors  than  E  and  R  to  modify  the 
current  value.  Current  first  attracts  the  attention  of 
the  investigator,  because  it  is  the  current's  actions  that 
are  manifest  to  us:  It  does  the  work,  or  is  the  **  vehicle 
of  energy."     When  we  see  a  coil,  around  which  a  current 
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flows,  suck  up  a  piece  of  iron,  the  presence  of  a  current 
suggests  itself  to  us  rather  than  the  voltage  to  which 
it  is  due,  for  we  can  more  readily  form  an  idea  of 
current  flow  than  of  the  voltage  causing  it.  This  may 
have  influenced  Ohm  in  expressing  his  law  as 


instead  of 


'=!• 


R=  ^otE=zIR, 


neither  of  which  latter  forms  conveys  the  same  physical 
meaning  as  the  original.  Having  satisfied  ourselves  as 
to  a  definition  of  current,  we  next  investigate  voltage, 
the  agent  causing  this  current,  and  ascertain  the  quanti- 
tative relation  existing  between  the  two — if  ^  is  increased 
what  change  takes  place  in  the  value  of  /?  If  E  is 
decreased,  how  is  /affected?  Ohm  did  not  know  but  that 
doubling  E  might  treble  or  square  /,  until  he  experi- 
mentally proved  that  any  change  in  E  caused  a  like 
change  in  I;  if  E  were  doubled  /  was  doubled;  if  E 
were  halved,  so  was  /,  and  this  fact  is  stated  by  saying 
that  /  varies  directly  as  £. 

The  law  now  is  in  reality  complete  for  a  given  con- 
ductor, for  we  have  found  the  relation  existing  between 
E  and  /.  It  was  early  observed,  however,  that  the  value 
of  /  for  a  given  E  in  conductors  of  similar  dimensions, 
but  of  different  substances,  is  not  the  same;  nor  for 
various  sized  conductors  of  the  s;inie  substance.  This 
modifying  property  which  a  conductor  has  by  virtue  of 
its  form  and  nature,  is  termed  resisfauie^  and  its  study  has 
been  fruitful  of  valuable  results.  In  experimenting  Ohm 
found  that  by  increasing  th^  *  decreasing  the 
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cross-section  of  a  conductor,  the  current  was  decreased, 
and  vice  versa.  This  sounds  reasonable,  because  in  in- 
creasing the  length,  the  given  E.  M.  F.  has  a  longer  path 
through  which  to  urge  the  current  of  electricity,  and  in 
decreasing  the  cross-section  the  path  becomes  smaller.  In 
either  case  the  E.  M.  F.  meets  more  obstruction  in  forcing 
the  electricity  through,  and  therefore  cannot  do  so  at  so 
fast  a  rate.  This  is  what  is  meant  by  saying  that  the  con- 
ductivity of  a  wire  decreases  or  the  resistance  increases 
with  the  length,  the  reverse  being  true  for  changes  in 
the  cross-sections.  Now,  were  the  dimensions  all  that 
influence  the  resistance  of  a  conductor,  we  might  formu- 
late a  law  showing  the  relation  between  these  properties, 
and  containing  only  these,  but  it  is  an  established  fact 
that  a  conductor's  resistance  is  modified  by  its  nature  or 
the  substance  of  which  the  conductor  is  composed;  /.  ^., 
the  dimensions  in  all  cases  being  the  same,  a  silver  wire 
will  have  less  resistance  than  a  copper  one;  an  iron  wire 
more  than  a  copper  one,  the  difference  perhaps  being 
due  to  diflFerence  in  the  molecular  structure  of  the 
bodies. 

To  talk  intelligently  about  this  property,  known  Sisspf- 
cific  conductivity^  we  must  have  some  standard  to  which  we 
can  refer.  The  standard  generally  accepted  is  pure 
copper.  If  a  pure  copper  wire  of  given  dimensions  has 
a  certain  capacity  for  carrying  current,  and  another  wire 
of  similar  dimensions  but  of  different  substance  has 
twice  the  capacity  of  the  first,  the  specific  conductivity 
of  the  latter  is  2.  This  2  is  fixed  for  the  given  substance, 
being  dependent  solely  upon  the  material  of  the  sub- 
stance, and  hence  it  is  a  constant.  For  the  same  metal 
referred  to  copper  this  constant  is  of  course  always  the 
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same;  but  for  different  substances,  or  for  the  same 
substance  in  a  different  degree  of  purity,  it  varies, 
and  is  commonly  designated  as  K.  When  K  occurs  in 
a  formula  we  know  that  it  represents  a  number  which  we 
must  either  get  from  tables  compiled  from  the  experi- 
ments of  others,  or  determine  it  ourselves. 

Now  that  we  know  all  the  modifying  factors,  we  must 
determine  the  exact  extent  to  which  resistance  depends 
upon  each.  The  relation  of  R  to  /and  E  is  contained 
in  the  definition  of  resistance  and  in  Ohm's  law,  as 
already  given  in  the  form,  current  value  varies  directly  as 
the  E.  M.  F.J  i.  <f.,  when  the  E.  M.  F  increases,  the  cur- 
rent value  increases  at  the  same  rate.  The  relation  sought 
is:  the  cur  re  fit  value  varies  inversely  as  the  resistance  of 
the  conductor^  i,  e.^  when  the  resistance  increases,  the  cur- 
rent value  decreases  at  the  same  rate.  To  make  this 
plainer,  conductivity  is  defined  as  the  property  of  a  wire 
to  carry  current,  and  resistance  as  the  property ^f  check- 
ing back  current  and  preventing  its  rising  to  an  infinite 
value  for  a  finite  E.  M.  F.  Anything  that  increases  the 
resistance,  then,  decreases  the  conductivity,  and  this 
fact  is  expressed  by  saying  that  conductivity  is  the  recip- 
rocal  of  resistance;  or,  mathematically, 

Cond.  =  - —  , 
Res. 

where  it  can  be  seen  that  increasing  the  resistance 
increases  the  fraction's  denominator,  thereby  decreasing 
the  fraction's  value  and  the  conductivity  to  which  it  is 
equal. 

Let  us  now  suppose  a  current  to  be  flowing  in  a  con- 
dactor  of  a   certain   resistance;   let   this   resistance  be 
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doubled.  What  do  we  mean  by  doubling  R  ?  Since  R 
is  the  power  of  checking  back  /,  and  this  power  is  doubled, 
we  simply  mean  that  R  is  increased  until  /  is  halved. 
When  I  falls  to  half  its  first  value  R  is  doubled.  This 
takes  place  when  either  the  length,  Z,  of  the  conductor 
is  doubled  or  its  cross-section,  A,  halved.  So  we  may 
write 

where  K  is  the  specific  conductivity  above  explained. 
Bearing  in  mind  this  definition  of  R,  Ohm  found  that 
in  every  case  the  number  expressing  the  current  strength 
was  equal  to  the  number  obtained  by  dividing  the  **  drop  " 
between  two  points  by  the  resistance  between  them,  all 
being  expressed  in  proper  units.  In  practical  units,  it 
is  as  follows:  To  find  the  amperes  flowing  in  a  circuit, 
divide  the  difference  of  potential,  as  indicated  by  a  volt- 
meter placed  between  any  two  points,  by  the  ohms  resist- 
ance between  those  points,  or 

^  "   R  ' 

\i  E  ^=^  10,  and  ^  =  2,  then 

_        -£"  10 

/  =  -— -  =      -  r=  5  amperes. 
i\  2 

To  retain  Ohm's  law  in  this,  its  original  form,  we  think 
first  of  the  current,  /,  as  that  with  which  we  have  to  do 
primarily;  next  of  E.  M.  F.,  E,  or  that  which  causes  the 
current  flow,  and  last  of  resistance,  R,  as  that  which 
hinders  it.  We  remember  that  the  value  of  /  is  ex- 
pressed by  a  fraction,  and  to  increase  the  value  of  a 
fraction   we    increase    the    numerator   or  decrease   the 
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denominator,  so  that  to  increase  /  we  increase  E  or 
decrease  R^  since  E  is  the  numerator  and  E  the 
denominator.  The  law  of  the  circuit  is  then  expressed 
by  the  fraction. 

Ohm's  law  in  this,  its  simplest  form,  is  found  to  hold 
good  only  on  circuits  where  there  is  no  source  of 
C.  E.  M.  F.  Thus,  if  two  equal  batteries  be  connected 
in  opposition,  /  is  not  equal  to 

E 

but  is  o.  So  also  if  there  is  a  running  motor  in  circuit, 
the  current  value  depends  much  more  upon  the  C.  E. 
M.  F.  of  the  motor  than  upon  its  internal  resistance, 
which  is  made  as  low  as  possible.  Another  example  of 
C.  E.  M.  F.  is  seen  in  the  arc  of  an  arc  lamp.  The  pri- 
mary of  a  transformer,  or  any  device  wherein  self-induc- 
tion takes  place,  is  an  example,  for  self-induction  always 
gives  rise  to  a  C.  E.  M.  F.  In  many  cases  the  self-induc- 
tion lasts  but  a  fraction  of  a  second,  and  /  soon  rises  to 
the  value  called  for  by  Ohm's  law — a  shunt  field  winding 
for  example.  Since  self-induction  takes  place  in  a  coil  of 
any  kind,  a  circuit  to  be  practically  free  from  it  must 
consist  of  straight  conductors.  In  some  cases  it  is  nec- 
essary to  neutralize  this  self-induction  by  means  of  an 
equal  and  opposite  induction,  as  in  resistance  boxes  and 
in  the  resistance  coils  of  a  Wheatstone  bridge,  where  the 
wire  is  doubled  in  the  middle  and  then  wound  back  on 
itself.  The  effect  is  to  have  the  current  pass  through 
half  the  coil  right-handed,  and  through  the  other  half 
left-handed,  with  the  result  that  the  opposing  tendencies 
balance  each  other  and  there  is  no  magnetic  effect. 
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We  lay  stress  on  the  fact  that  Ohm*s  law  in  its  simple 
form  holds  good  only  in  non-inductive  circuits.  On  a 
circuit  containing  an  electromagnet,  the  law  applies  only 
after  the  current  has  become  steady.  On  a  circuit  con- 
taining a  running  motor,  the  expression  of  the  law  must 
be  modified.  In  a  circuit  containing  only  ohmic  resist- 
ance, if  we  double  the  voltage  we  double  the  current, 
but  where  there  is  a  running  motor  whose  mechanical 
load  is  kept  constant,  the  effect  of  doubling  the  voltage 
is  to  increase  the  motor's  speed,  its  current  remaining 
almost  the  same.  If  the  voltage  of  the  dynamo  is  E^  and 
the  C.  E.  M.  F.  of  the  motor  is  ^,  that  part  of  the 
dynamo  E.  M.  F.  which  drops  through  the  ohmic  resist- 
ance of  this  circuit  is  E  —  ^,  or  the  difference  between 
the  impressed  and  C.  E.  M.  F.  But  we  shall  see  later 
that  this  drop  due  to  ohmic  resistance  is  /  R^  where  /  is 
the  current  and  R  the  ohmic  resistance  of  the  circuit; 
these  two  values,  being  identical,  equal  each  other,  and 
we  have  E  —  e=^  I R,  whence,  as  we  shall  see  presently, 


R      ' 
calling  -ff  —  ^,  E\  we  get 

the  simpler  form.  The  impressed  voltage  equals  the 
drop  due  to  resistance  plus  the  motor's  C.  E.  M  F.,or 
^  =  If  +  IR',  therefore  e  =  E  -  I R,  or  to  get  the  C.  E. 
M.  F.  of  a  motor,  subtract  the  drop  due  to  internal 
resistance  of  the  motor  from  the  impressed  E.  M.  F., 
as  measured  by  a  voltmeter  at  the  motor  terminals. 
On  a  series  motor  this  internal  drop  =  /  (r,  +  rj,  where 
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Tf  and  r»  are  the  resistances  of  field  and  armature 
respectively.  For  a  shunt  machine  the  drop  across  field 
and  armature  circuits  is  the  same,  and  can  be  figured 
from  either  thus,  internal  drop  =  I^  r„  where  /»  is  the 
armature  current.  On  compound-wound  machines  with 
the  long  shunt  connection,  the  drop  is  /»  (r^  +  r,)  where 
Tg  is  the  series  field  resistance.  In  the  case  of  the  short 
shunt  (see  Fig.  18)  the  series  field  current  exceeds  the 
armature  current  since  it  includes  that  of  the  shunt 
field.  The  series  field  drop  is  therefore  slightly  increased, 
though  not  appreciably  when  /^  is  large. 

When  the  circuit  contains  an  induction  coil,  the  action 
upon  applying  voltage  is  as  follows:  Upon  closing  the 
circuit  a  small  current  passes  through;  it  throws  out 
lines  of  force  which  cut  neighboring  conductors  and  set 
up  in  them  an  E.  M.  F.  opposed  to  the  impressed  E.  M. 
F.,  and  whose  magnitude  depends  upon  the  rate  of  cur- 
rent variation,  the  number  of  turns  in  the  coil,  and  upon 
the  magnetic  quality  of  the  core.  When  /  reaches  its 
final  value  the  magnetic  field  is  fully  established,  the  lines 
of  force  become  stationary,  the  C.  E.  M.  F.  becomes  o, 
and  /then,  and  only  then,  equals 

E 

It  can  now  be  more  plainly  seen  that  under  conditions 
where  the  current  strength  varies  through  such  coils,  the 
ohmic  resistance  is  not  the  only  hindrance  to  be  over- 
come, and  that  Ohm's  law  as  first  expressed  will  no 
longer  give  the  true  relation  between  /  and  E.  The 
original  expression  must  then  be  changed  in  problems 
which   involve   alternating   currents,  where    the  greater 
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part  of  the  effective  resistance  is  due  to  self-induction. 
Calling  To  the  ohmic  resistance  of  the  circuit,  and  rj  that 
due  to  the  induction  (sometimes  called  spurious  resist- 
ance), then  we  may  write 

but  even  here  it  must  be  remembered  that  rj  has  not 
a  constant  value,  but  varies  ifrom  o  to  a  maximum  for 
every  alternation  of  the  current.  There  may  be  taken, 
however,  a  mean  value  which  shall  represent  its  effective 
value. 
To  revert  to   the  consideration  of  the  formula 

we  here  assume  that  E  and  R  are  given,  and  that  we  wish 

to  find  /.     If  this  form  can  be  retained  in  mind  there  is 

httle  difficulty  in  deriving  from  it  the  expression   for  E 

when  /  and  R  are  known,  and  for  R  when  E  and  /are 

known.     /  can  be  written 

I 
—  > 

I 

for  dividing  a  quantity  by  unity  does  not  alter  its  value. 
The  law  can  then  be  written 

l-'R' 
which  is   but  another  way  of  writing  the    proportion, 
/ :  I  \\  E  \  R.       Multiplying   means    together   and    ex- 
tremes together,  we  get,  E  y,  i  =:  I  x  R,  or  E  =  I R, 
which  gives  E  when  /and  R  are  known. 

Next,  take  the  form  E  X  i  =  /  X  R;  from  a  rule  in 
arithmetic,  if  we  have  two  products  equal  to  each  other, 
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one  can  be  taken  as  the  means,  the  other  as  the  extremes  of 
a  proportion,  hence,  R  :  i  \\  E  :  I^  which  can  be  written 

R      E 

I 


7' 


or,  simply, 


.=f. 


which  gives  R  when  /and  J? are  known. 

The  same  result  can  be  gotten  by  a  method  of  common- 
sense  analysis.     We  start  with 

which  is  to  say,  if  we  divide  E  into  R  parts,  each  part 
will  be  equal  to  /;  therefore 

/  =  one  ^th  of  ^  =  ^  of  ^  =  -^  X  ^. 

If  one  ^th  of  E  equals  /,  R  -^ths,  or  all  oi  E,  =  R  times 
as  much  as  one  -^th,  or  R  times  /;  i,  ^.^  E  =  R  /,  or  the 
drop  of  potential  between  any  two  points  of  a  circuit 
equals  the  product  of  the  current  by  the  resistance  in- 
cluded.    Again,  from 

E 

r' 

wt  have  E  =  /  R  as  above,  or  /  times  R  equals  E,     If  / 

times  R  :=:  Ey 

I  E 

R  =  one  /th  oi  E  =  J  X    E  =    y  » 

or  the  resistance  between  any  two  points  of  a  circuit 
«^ual$  the  drop  of  potential  between  those  points  divided 
br  the  current  flowing. 

Re^i&tance  has  been  spoken  of  as  a  sort  of  obstruction 


/  = 
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to  the  current,  very  much  as  we  speak  of  friction  in  a 
water  pipe,  or  that  caused  by  the  pebbles  in  a  river  bed. 
There  are  many  points  of  similarity,  and  perhaps  the 
term  electrical  friction  could  be  correctly  used.  We  will 
close  this  discussion  of  Ohm's  law  by  looking  at  it  from 
another  standpoint: 

The  fact  or  law  of  the  transformation  of  energy  from 
one  form  into  another  has  already  been  spoken  of.  It  is 
also  true,  so  far  as  can  be  determined,  that  a  material 
agent  is  always  active  in  such  transformations.  It  has 
been  observed  that'when  current  flows  in  a  conductora 
certain  amount  of  heat  is  developed.  This  shows  that  a 
certain  amo<int  of  electrical  energy  is  being  transformed 
into  the  energy  of  heat.  Careful  experiment  shows  that 
the  amount  of  electrical  energy  so  transformed  equals 
/•  R,  where  /  is  the  current  flowing,  and  R  the  resist- 
ance of  the  portion  of  the  circuit  investigated.  This  law 
is  due  to  Joule,  and  is  called  by  his  name.  To  illustrate 
the  law,  if  /  =  12  amperes,  and  -^  =  10  ohms,  the 
energy  lost  in  heat  =  12'  x  10  —  1,440  watts.  (We 
say  energy  lost  because  ordinarily  it  is  unavailable  for 
any  useful  purpose.)  If  Ji  be  doubled  the  energy  lost  = 
12*  X  20  =  2,880  watts.  If  R  be  halved  the  energy  lost 
=  12*  X  5  =  720  watte,  and  so  on.  The  energy  trans- 
formed is,  then,  directly  proportional  to  R,  and  R  may  be 
called  the  conductor* s  property,  by  virtue  of  which  it  can  trans- 
form electrical  energy  into  heat  energy.  This  property  would 
naturally  have  different  values  in  different  substances, 
/.  r,  each  substance  has  its  own  specific  resistance,  etc., 
and  resistance  may  be  regarded  as  a  measure  of  one  of 
the  fundamental  properties  of  conductors. 


.    / 


CHAPTER  IV. 

MEASUREMENT   OF   CURRENT. 

In  Studying  the  factors  involved  in  an  electric  circuit, 
no  better  order  can  be  selected  than-  that  in  which  they 
occur  in  Ohm's  law.  We  shall  then  take  up  in  succession, 
Current  Strength,  Electromotive  Force,  and  Resistance, 
and  consider  in  a  common-sense  way  the  methods  em- 
ployed in  their  measurement  along  the  most  practical 
lines  of  industrial  work. 

To  do  quantitative  work  of  any  kind,  there  must  be 
chosen  proper  units  in  terms  of  which  operations  and 
results  can  be  expressed.  The  universally  adopted  units 
of  current  strength,  E.  M.  F.,  and  resistance  are  the 
ampere^  volt,  and  ohm,  which  have  already  been  briefly 
defined.  The  practical  basis  upon  which  the  unit  of  cur- 
rent strength  is  founded  is  the  amount  of  metal  which 
the  current  will  deposit  from  a  solution  of  the  metal  per 
unit  of  time.  When  a  current  is  passed  through  a  solution 
of  a  salt  of  any  metal,  the  salt  is  decomposed  and  the 
metal  deposited  upon  the  negative  plate  or  cathode.  The 
amount  deposited  depends  upon  the  metal,  the  current 
strength,  and  in  lesser  measure  upon  the  nature  of  the 
solution.  That  current  which  deposits  from  a  solution 
of  silver  nitrate  .001118  grams  of  metallic  silver,  or  from 
a   solution    of  copper  sulphate   .000329    grams    metallic 
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copper,  per  second,  is  of  unit  strength,  and  is  called  the 
ampere. 

The  deposition  of  metals  is  one  of  the  most  popular 
and  most  reliable  methods  of  measuring  current  strength, 
and  is  used  a  great  deal  in  calibrating  and  standardizing 
the  higher  grades  of  galvanometers,  ammeters,  and 
shunts.  In  every-day  work  it  is  customary  to  employ 
the  method  of  copper  deposition,  as  it  requires  the  use  of 
neither  expensive  apparatus  nor  of  chemically  pure  silver, 
which  is  hard  to  get. 

The  apparatus  required  for  the  copper  method  consists 
of  a  pair  of  scales,  a  timepiece,  copper 
plates  fitted  to  a  wooden  support  which 
holds  them  in  place  in  a  bath  of  copper 
sulphate,  and  the  means  for  cleaning  and 
drying  the  plates.  Fig.  23  shows  a  very 
simple  and  cheaply  made  voltameter.  V  is 
a  glass  vessel  containing  the  solution  of 
copper  sulphate  (blue  vitriol).  T'  is  a 
wooden  cover  provided  with  holes  to  receive  the  wires 
connected  with  the  plates  P.  The  plates  are  drawn  up 
snug  into  slots  to  prevent  turning,  and  are  joined  to  the 
circuit  by  the  connectors  C,  which  are  of  the  ordinary 
type.  It  is  usual  to  make  the  anode  heavier  than  the 
cathode,  for  deposition  is  carried  on  at  its  expense. 

The  chemical  action  in  the  voltameter  is  simple.  The 
current  entering  at  the  anode  causes  the  copper  of  this 
plate  to  pass  into  solution,  and  a  progressive  interchange 
of  copper  in  the  molecules  of  the  solution  between  the 
two  plates  presumably  takes  place,  and  metallic  copper 
is  deposited  on  the  cathode  where  the  current  leaves  the 
Toltameter.     It  would  naturally  be   expected    that   the 
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gain  of  the  one  would  exactly  equal  the  loss  of  the  other, 
and  this  is  true,  excepting  that  the  formation  of  by-prod- 
ucts in  the  solution  makes  the  anode's  loss  exceed  the 
cathode's  gain,  and  it  is  for  this  reason  that  the  cathode's 
gain  in  weight  is  alone  used  in  estimating  current  value. 

In  preparing  the  voltameter  for  use,  the  copper  plates 
(called  electrodes)  must  first  be  cleaned,  dried,  and 
weighed.  In  cleaning,  all  dirt  and  oxides,  shown  by 
discoloration,  are  removed  with  a  scratch  brush;  the 
plates  are  then  put  through  a  series  of  baths,  whose  order 
and  composition  are  variously  given  by  different  writers. 
The  following  commendable  course  is  given  by  Stewart 
and  Gee  in  their  Laboratory  Manual : 

Bath  No.  I.  Alkaline  liquid  for  cleansing  copper:  i 
part,  by  weight,  of  caustic  soda;  lo  parts,  by  weight, 
of  water. 

Bath  No.  2.  Acid  solution :  i  part,  by  volume,  strong 
sulphuric  acid;   lo  parts,  by  volume,  water. 

Bath  No.  3.  Dipping  liquid :  equal  volumes  commer- 
cial nitric  acid  (or  that  left  from  battery  fluid)  and  water. 

Bath  No.  4.  Brightening  liquid :  100  parts,  by  volume, 
strong  nitric  acid;  i  part,  by  volume,  strong  hydro- 
chloric acid. 

Enough  of  these  solutions  should  be  prepared  to  com- 
pletely cover  the  copper  plates.  No.  i  being  placed  in 
a  porcelain  evaporating  dish,  the  others  in  glass  beakers. 
The  plate  is  first  washed  under  the  tap,  rubbing  the 
plate  well  with  a  rag.  It  is  then  boiled  in  (alkaline) 
liquid  No.  i.  This  will  cause  discoloration,  due  to 
oxidation.  From  this  point  on,  the  plate  should  not  be 
touched  with  the  fingers.  After  boiling  until  the  discol- 
oration is  pronounced,  raise  the  plate  with  a  lifter  and 
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wash  under  the  tap;  then  remove  it  and  place  it  in  liquid 
No.  2  long  enough  to  enable  the  acid  to  dissolve  the  dark 
colored  oxide.  Wash  again  with  water  (distilled  water 
preferred),  and  place  in  liquid  No.  3  for  about  fifteen 
seconds,  after  which  it  is  washed  again  and  dipped  for 
a  few  seconds  in  liquid  No.  4.  As  this  liquid  is  very 
strong,  the  plate  should  be  washed  quickly  and  thor- 
oughly in  distilled  water.  Should  it  now  fail  to  present 
a  bright  clean  surface,  the  process  must  be  repeated. 
Once  bright,  the  plates  are  kept  in  a  dilute  solution  of 
copper  sulphate  until  desired  for  use. 

The  solution  in  the  depositing  bath  is  made  by  dis- 
solving 100  grams  of  copper  sulphate  in  500  cubic  centi- 
metres of  water  (or  17^^  ounces  in  one  pint).  Before 
weighing,  the  plates  are  thoroughly  dried  either  by 
placing  them  in  a  vessel  containinj^  chloride  of  lime, 
which  in  a  short  time  will  absorb  all  moisture,  or  by 
heating,  care  being  taken  that  the  plates  are  not 
touched  by  the  fingers  or  otherwise  soiled.  To  prevent 
rusting,  and  thereby  to  save  much  work  on  future 
occasions,  the  plates,  when  not  in  use,  are  kept  in  a  box 
containing  a  dish  of  chloride  of  lime. 

Before  proceeding  with  a  measurement  we  will  build 
up  the  formula  to  be  used.  We  have  defined  the  ampere 
as  that  current  which  will  deposit  .0:^0329  ^raiii  of 
copper  per  second;  as  it  is  impracticable  to  deal  with 
a  current  that  flows  for  but  i  second,  it  is  allowed  to 
flow  for  an  hour  or  more,  when  the  deposition  which 
takes  place  in  i  second  is  gotten  by  dividing  the  total 
deposition  by  the  number  of  seconds.  This  value  of 
deposition,  made  by  the  unknown  current  in  i  second 
divided  by  .000329,  gives  the  value  of  the  unknown  cur- 
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rent  expressed  in  amperes.  If  /  is  the  current  to  be 
measured,  K^  the  electro-chemical  equivalent  of  copper 
(/.  ^.,  the  .000329  gram  deposited  by  i  ampere  in  i 
second),  and  fF,  the  weight  of  the  copper  deposited  by 
current  /  in  /  seconds,  then  IV  ^  K 1 1  =  weight  depos- 
ited by  I  ampere  in  i  second  X  the  number  of  amperes,  /, 
X  the  number  of  seconds,  /.     From  W  =•  K I  ty  we  get, 

or  the  unknown  current  equals  the  total  weight  deposited 
divided  by  the  weight  which  i  ampere  will  deposit  in  the 
allotted  time. 

To  conduct  a  test  the  voltameter  is  connected  up  so 
that  the  current  enters  at  the  heavier  plate, — anode, — 
and  leaves  at  the  lighter  one,  or  cathode.  A  current 
indicator  and  a  variable  resistance  are  placed  in  series 
with  the  bath.  The  object  of  the  test  is  to  measure  the 
current  flowing  through  the  voltameter,  with  a  view, 
generally,  of  standardizing  some  ammeter  or  galvanom- 
eter. The  current  indicator  need  not  be  calibrated, 
but  by  means  of  tlie  variable  resistance  the  needle  is 
kept  at  one  spot  throughout  the  test.  Preliminary  to  the 
test  it  is  well  to  use  a  pair  of  little  test  plates  to  insure 
that  deposition  takes  place  in  the  rij^ht  direction,  also  it  is 
well  to  secure  approximately  the  current  to  be  used,  with 
the  voltameter  short-circuited,  and  thereby  avoid  the 
errvir  incident  to  adjustment.  All  being  ready,  the  switch 
ia  closed  and  the  time  carefully  noted.  It  is  not  well  for 
the  current  to  exceed  a  density  of  .08  ampere  per  square 
centimetre  (.5  ampere  for  square  inch),  as  the  deposi- 
tion  then  goes  on   too   rapidly,    and  the   cjpper  granu- 
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lates  and  falls  to  the  bottom  as  a  sort  of  "mud,"  or 
black   powder. 

The  form  of  voltameter  just  described  is  capable 
of  giving  results  with  an  error  of  from  i  ji^  to  4  ^, 
according  to  the  experimenter's  skill.  When  more 
accurate  work  is  desired,  the  spiral  coil  form  may 
be  used.  This  has  the  advantage  that  it  is  easier 
to  manipulate,  and  has  a 
normal  error  of  but  0.3  j^. 
The  following  description  is 
taken  from  a  paper  read  by 
Professor  H.  J.  Ryan  before 
the  American  Institute  of 
Electrical  Engineers,  May, 
1889:  Two  copper  wires  are 
selected  whose  size  and 
length  are  determined  by 
the  current  to  be  measured. 
They  are  first  cleaned  by 
fastening  one  end  in  a  vise,  F'g.  24. 

and   carefully  sand-papering 

the  surface.  The  wire  is  then  coiled  on  a  cylinder*  care 
being  taken  that  it  does  not  touch  the  hands  at  any  time. 
The  cathode  is  made  into  a  smaller  coil  than  the  anode, 
hence  is  lighter.  Fig.  24  shows  the  final  appearance 
when  mounted.  On  block  A,  a  glass  vessel  /\  is  placed ; 
7* and  T^  are  two  binding  posts  serving  as  terminals  and 
also  holding  supports,  r,,  r^,  to  which  are  attached  the 
two  coils  hanging  one  inside  the  other,  but  not  touching. 
Before  use,  the  coils  are  chemically  cleaned  as  fol- 
lows: After  polishing,  the  gain  coil  is  washed  by  plung- 
ing it  into  a  jar  of  water  containing  a  little  sulphuric  acid. 
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It  is  then  rolled  on  filter  or  blotting  paper  to  remove  all 
but  a  film  of  water.  The  coil  is  then  dipped  in  95  % 
alcohol,  removed,  and  the  excess  of  alcohol  allowed 
to  drip  back  into  the  jar.  By  again  rolling  the  coil  on 
clean  filter  or  blotting  paper,  nothing  but  a  mere  film 
of  alcohol  remains,  and  that  is  thoroughly  evaporated 
in  a  few  moments,  leaving  the  coil  entirely  dry.  Coils 
that  have  become  corroded  can  be  rapidly  cleaned  by 
plunging  into  a  mixture  of  100  parts  strong  nitric  acid, 
I  part  hydrochloric  acid,  and  then  proceeding  as 
already  directed.  At  the  end  of  the  deposit  the  gain 
coils  are  immediately  removed  and  plunged  first  into 
clean  water,  then  into  the  acidulated  water,  from  which 
they  are  dried  by  means  of  the  alcohol.  When  dry  they 
are  ready  to  be  weighed.  The  copper  sulphate,  water, 
and  acid  need  not  necessarily  be  chemically  pure.  The 
density  of  the  voltameter  solution  should  not  be  less  than 
1. 1,  nor  more  than  1. 18,  referred  to  water.  A  voltameter 
of  the  above  type  suitable  for  measuring  currents  up  to 
4  amperes  has  a  gain  coil  of  No.  16  B.  &  S.  wire,  2  1/2 
metres  (8.2  feet)  long.  For  heavier  currents  two  or 
more  voltameters  can  be  placed  in  parallel. 

The  voltameter  cannot  be  used  to  measure  alternat- 
ing currents,  for  any  tendency  to  deposit  on  one  plate  is 
met  at  the  next  alternation  by  a  counter  tendency  to 
deposit  on  the  other.  Nor  is  the  method  applicable  to 
industrial  work  where  the  current  value  must  be  read  at 
a  glance.  It  is,  however,  a  most  valuable  method  in  a 
laboratory  or  testing  room,  for  calibrating  instruments 
which  in  turn  are  to  be  used  as  standards. 

To  standardize  an  ammeter  it  is  connected  in  series 
with  the  voltameter,  as  shown  in  Fig.  25,  wliere  B  is  the 
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soorcc  of  currenr,  G  the  meter  to  be  standardized,  j?  a 
variable  resistance.  A"  a  key  for  closing  the  circuit,  and 
Jk^  a   key   for    short-circuiting  the   voltameter   V.      In 
making  the  test,  T  is  first   short- 
circoited  and   M  adjusted   till    the  B 

reading  on  £7  is  a  little  above  the       I    I'lMl 
desired     value,    and    then     A\    is  I 

opened.     This   precaution    reduces     r-Lj  (^ 

the  error  due  to  a  variation  in  the     LJ   . — J^^  J 

current.      The    test  plates,    above       (  ^   [  |    y    j  ( 
referred  to,  can  be  profitably  i3sed,  Fic,  35. 

^n\\  [Bay  indicate  the   current  to  be 

Sowing  the  wrong  way  ;  if  necessary,  the  battery  leads 
can  be  reversed,  and  this  may  necessitate  reirersing  Cs 

aJs   to  right    its   deflection.      Everything  adjusted,  A', 

opened,  A' closed,  and  the  time  noted. 

If  the  instrument  under  calibration  is  one  with  a  needle 
and  scale,  such  as  the  Weston  type,  several  points  on  the 
scale  can  be  determined  and  the  intermediate  values 
interpolated,  or  a  curve*can  be  plotted  giving  true  current 
values  and  their  corresponding  scale  readings.  If  <?  is  a 
tangent  galvanometer,  it  is  usual  to  determine  what 
current  causes  a  deflection  of  45°,  and  the  current 
ralue  corresiiundlng  to  any  other  deflection  can  be 
figiired  from  the  formula  /  ^  A"  tan  a,  where  a  is  the 
deflection,  /  the  current  to  be  iound,  and  A'  that  value 
of  /  giving  a  45^  deflection.  The  formula  /  =  A'  tan 
a  is  the  equation  of  the  tangent  galvanometer,  and  in 
words  may  be  stated  thus:  The  current  passing  through 
a  tangent  galvanometer  is  equal  to  the  tangent  of  the 
angle  of  deflection  multiplied  by  a  constant  The  angle, 
rf,  is  read  on  the  instrument  itself,  its  tangent  is  gotteii 
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from  a  table  of  tangents.  The  constant,  K^  which  has 
been  defined,  is  called  the  constant  of  the  galvanometer, 
and  is  different  for  different  instruments.  The  factors 
upon  which  it  depends  are  the  number  of  turns  of  wire  in 
the  coils,  the  coil's  average  diameter,  and  the  horizontal 
component  of  the  earth's  magnetic  field.  Why  this  is  true 
can  in  a  measure  be  gathered  from  the  following  brief 
outline  of  galvanometer  principle  placed  here  for  those 
readers  to  whom  it  may  not  be  familiar.  Every  magnet  has 
lines  of  force,  or  a  field,  and  any  magnetic  needle  placed 
near  the  magnet  will  take  up  a  position  from  which  it  will 
resist  being  turned.  The  magnetic  field,  then,  has  a 
directing  force  over  the  needle,  and  holds  it  in  a  position^ 
to  give  the  longest  metal  path  to  the  lines  of  force. 
Now,  the  earth  is  a  huge  magnet,  having  lines  of  force 
with  definite  direction,  and  these  lines  exert  a  directing 
or  guiding  force  on  all  magnetic  materials.  If  a  needle 
be  suspended  or  pivoted  in  air,  it  takes  up  a  position: 
depending  upon  the  direction  of  the  earth's  lines  at  that 
place;  and  on  galvanometers  having  only  the  earth's  field 
as  a  directing  force,  the  frame  of  the  instrument  must  be 
turned  until  the  earth's  magnetic  influence  holds  the 
needle  over  the  zero  mark.  If  a  magnet  be  brought 
near  the  needle,  it  will  leave  its  zero  position  and  take 
up  a  new  one  where  the  directing  force  and  opposing 
deflecting  force  balance  each  other.  If  the  magnet  be 
removed,  the  needle  ought  to  resume  its  original  posi- 
tion. Now  replace  the  magnet  by  an  electromagnet, 
/.  ^.,  wind  around  the  needle  turns  of  wire  capable  of 
carrying  a  current,  and  we  have  a  galvanometer.  Next 
send  a  current  through  the  coils  and  the  needle  deflects; 
increase     the    current    and     the     deflection     increases. 


MEASUREMENT   OF   CURRENT.  79 

Weaken  the  directing  force  by  opposing  a  magnet  to  the 
earth's  field,  and  the  deflection  increases.  Decrease  the 
diameter  of  the  coils,  bringing  the  current  nearer  to 
the  needle,  and  the  deflection  becomes  greater;  increase 
this  diameter  and  the  reverse  is  true.  Anything  which 
increases  the  directing  force  or  decreases  the  deflecting 
force,  lessens  the  deflection,  and,  vice  vcrsa^  to  decrease 
the  directing  force  or  increase  the  deflecting  force 
increases  the  deflection. 

The  earth's  lines  of  force  do  not  run  parallel  to  the 
surface  except  at  the  equator,  while  at  the  poles  they 
run  perpendicular  to  the  surface.  At  places  between  the 
poles  and  equator  the  lines  run  at  an  angle  to  the  earth's 
surface,  and  therefore  have  two  effects  upon  a  suspended 
needle :  one  is  a  vertical  pull  which  tries  to  make  the 
needle  dip ;  the  other,  which  is  the  one  we  have 
most  to  do  with,  acts  upon  the  needle  horizontally,  and 
is  known  as  the  horizontal  component  of  the  earth's 
magnetism. 

Since  the  earth's  field  has  a  slight  cyclic  and,  indeed, 
daily  variation,  K^  in  the  strictest  sense,  does  not  remain 
constant;  but  as  it  is  influenced  vastly  more  by  the 
proximity  of  masses  of  iron  or  steel,  it  may  be  regarded 
as  constant  so  far  as  the  earth  is  concerned.  The  value 
of  A' is  found  as  follows:  in  the  above  voltametric  test 
adjust  the  needle  to  a  deflection  of  45^,  and  by  means  of 
the  voltameter  determine  what  current  causes  this  deflec- 
tion. The  tangent  of  45^  =  i,  hence  the  above  expres- 
sion becomes,  /  =  A'  X  i  =  A' ;  but  /  is  the  current 
which  gives  a  deflection  of  45°;  therefore  A'  has  the  same 
value  as  /.  For  any  other  deflection  /  and  K  have 
different  values.     While  this  form  of  the  experiment  is 
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simplest  and  best,  because  the  needle  is  most  sensitive  in 
this  part  of  the  scale,  and  tangent  45**  =  i,  any  other 
angle  can  be  used  in  determining  J^. 

A  serious  deviation  from  the  above  law  indicates  either 
an  imperfection  in  the  instrument,  the  presence  of  some 
outside  influence,  or  lack  of  adjustment  of  the  coils  to  the 
magnetic  meridian,  /.  e.,  direction  in  which  the  needle 
points  when  influenced  only  by  the  earth.  This  latter 
adjustment  is  secured  by  moving  the  instrument  until  the 
same  deflection  on  opposite  sides  of  o  is  gotten  upon 
reversing  the  galvanometer  current.  If  the  galvanom- 
eter is  of  the  reflecting  type,  /.  ^.,  with  mirror  and 
telescope,  or  lamp,  and  scale,  it  is  not  feasible  to  obtain 
a  deflection  of  45^,  so  that  the  deflection  is  not  read  in 
degrees  at  all,  but  in  terms  of  the  scale  divisions.  The 
value  of  one  scale  division  depends  upon  the  distance  of 
the  scale  from  the  mirror.  The  farther  off  the  scale,  the 
greater  the  number  of  divisions  through  which  a  given 
deflecting  force  will  cause  the  needle  to  throw  the  ray  of 
light.  This  distance,  then,  sliould  be  fixed  once  for  all. 
Another  factor  of  great  importance  in  determining  the 
value  of  a  division  is  the  damping  or  directing  magnet, 
which  is  free  to  turn  or  slide  up  and  down  on  a  rod  above 
the  instrument.  The  directing  force  of  this  magnet  can 
be  made  so  strong  as  to  render  the  needle  independent  of 
outside  disturbing  fields. 

If  these  points  remain  fixed,  their  absolute  distance  need 
not  be  known,  it  being  customary  to  determine  what  cur- 
rent causes  a  deflection  of  100  or  200  scale  divisions.  With 
the  scale  at  least  3  feet  from  the  mirror,  we  can  assume, 
without  sensible  error,  that  tlie  current  is  proportional  to 
the  deflection  as  read  on  the  scale,  so  tliat  with  tlie  cur- 
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rent  value  of  one  point  determined,  all  others  can  be 
figured  out.  Thus,  suppose  the  current  for  loo  divisions 
is  .05  =  5/100  ampere,  what  is  the  current  for  45 
divisions?  The  proportion  is  .05  :  jc  : :  100  :  45, 
whence  x  =  .0225  ampere.  Or,  if  100  divisions  be  due 
to  .05  ampere,  i  division  is  due  to  i/ioo  of  5/100 
ampere  =  5/10,000,  and  45  divisions  would  be  due  to  45 
times  this,  or  225/10,000  =  .0225  ampere. 

Most  reflecting  galvanometers  are  extremely  sensitive, 
and  but  a  suggestion  of  current  will  throw  the  ray  off  the 
scale.  By  shunting  the  instru- 
ment, however,  it  may  be  used 
to  measure  currents  many 
thousands  of  times  its  own  ca- 
pacity. For  practical  meas- 
urements of  current  it  is  usual 
to  set  up  these  instruments  to 
read  from  a  reliable  standard 
shunt     of    known    resistance. 

The  theory  of  the  shunt  is  briefly  as  follows:  Let  r,  r^ 
be  the  resistances  of  the  two  branches  included  between 
A  and  B  of  Fig.  26.  The  fall  of  potential  from  A  to  B  \s 
the  same  along  either  branch.  Let  /be  the  total  current 
and  /,  and  /,  the  currents  in  r,  and  r,,  respectively. 
/  =  / ,  -f-  /*,  and,  from  Ohm's  law,  the  drop  from 
A  to  B  r=  i\  r,.  But  it  also  =  /.,  r,.  Therefore, 
/,  r,  =  /,  r, ,  and  we  have  an  equality  of  two  products, 
whence  from  arithmetic  we  get,  i\  :  t\  ; ;  /',  :  r,.  That  is 
to  say,  the  currents  in  the  two  branches  are  to  each 
other,  inversely,  as  the  resistances  of  these  branches. 
For  example,  let  r^  be  the  resistance  of  the  branch, 
including  the  galvanometer,  G,  Fig.  27,   and  r,  that  of 


32 


TESTING    OF    DYNAMOS   AND   MOTORS. 


shunt  box,  5,  then,  /,  :  /^  ; '.  ^g  :  r,,  whence  taking  prod- 
uct of  means  and  extremes  and  solving  for  z^,  we  get 


,,  =  ,.- 


If  r  y  and  r,  are  known,  and  /^  is  measured,  /,  is  also 
determined,  and  since  7  =  /^  +  /,,  the  current  in  the 
external  circuit  is  known.     Since 

to  get  i^  we  need  not  know  the  absolute  value  of  either 
r,  or  r^,  but  only  their  ratio,  or  the  value  of  the  fraction 


Furthermore,  it  is  convenient  to  have  this  fraction  a 
simple  one,  such  a  i/io,  i/ioo,  i/iooo.  This  makes  the 
shunt  current  lo,  loo,  or  i,ooo  times  as  great  as  that  read 
on  the  galvanometer,  and  the  total  current  lo  -j-  i,  loo  -j- 
I,  or  i,ooo  +  I  times  the  galvanometer  current.  Now 
this,  while  vastly  better  than  any  haphazard  value,  can 
be  improved  upon.  Thus,  instead  of  i/io,  i/ioo,  etc., 
put  1/9,  1/99,  1/999.  The  shunt 
current  is  now,  9,  99,  and  999 
times  (according  to  shunt  used) 
as  great  as  the  galvanometer  cur- 
rent, while  the  total,  or  line, 
current  is  9  +  i  =10  times,  99  + 
I  =  100  times,  or  999  +  1  =  1,000 
times,  the  galvanometer  current 
With  this  arrangement  the  val 
read  on  the  scale  is  i/io,  i/ioo,  or  1/1,000  o%J^^_h 
current,  /,  and   G  becomes  direct  reac 


Fig.  27. 
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In  accordance  with  this  theory,  the  finer  instnimenis 
are  (iroirided  with  a  shunt  box,  which  has  resistances 
bearing  the  ratios  1/9,  1/99  and  1/999  to  that  of  the 
galvanometer.  Each  box  can  be  used  only  with  its  own 
galvanometer,  or  one  similar  in  all  respects,  and,  in  very 
line  work,  only  at  temperatures  approximating  liiat  at 
which  it  was  standardized. 

In  the  calibration  of  a  sensitive  galvanometer,  intended 
for  current  measurements^  the  constant  is  determined  by 
use  of  shunt  and  vulLameler,  It 
can  be  then  used  on  any  direct 
Lurrent  circuit,  and  with  any 
shunt  box  whose  resistance  is 
kntjwn.  The  connections  for 
the  test  are  shown  in  Fig,  2S, 
where  <P  is  a  galvanometer  of 
known  or  easily  determined  re- 
sistance^  S,  the  shunt,  also  of  known  resistance,  in  muUi- 
ple  with  G;  V  is  the  voltameter,  K^  its  cut-out  switch, 
r^a  battery  or  other  current  source  whose  voltage  can 
be  varied  within  wide  limits ;  j?  is  a  variable  resistance 
for  further  adjustment,  r  and  r  resistances  in  series 
'with  G,  On  high  resistance  galvanometers  intended  for 
^measuring  current,  voltage,  and  resistance,  r,  r*  is  gen- 
eral ly  divided  into  two  boxes,  one  of  which  has  a  constant 
Talue  of  75,000  or  100,000  ohms,  the  other  a  variable  one 
of  lOvOoo  to  15,000, 

Suppose  our  scale  has  200  divisions,  and  it  is  desired  to 
ftlibrate  it  throughout.     Call  G*%  resistance  1,000  ohms; 
nI  r*s  105,000,  making  a  total   of  106,000  ohms  in   G^'s 
Let  the  shunt  resistance,  *V,  be  .  1  ohm  (i/io). 
A' and  K  and  adjust  R  until  G'%  needle  deflects 
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200.  To  avoid  exceeding  the  current  carrying  capacity 
of  Sj  it  should  be  protected  by  a  fuse  or  short-circuiting 
switch ;  and  it  is  well  to  have  in  circuit  a  current  indicator 
as  a  guide  to  preliminary  adjustment.  If  it  is  impossible 
to  get  a  deflection  of  200  by  means  of  J^,  r  may  be 
decreased  or  the  resistance  of  the  shunt  increased.  Cir- 
cumstances dictate  the  position  of  the  directing  magnet, 
and  where  the  instrument  is  set  up  amid  disturbing 
external  influences,  it  is  not  well  to  move  it  far  from 
the  needle.  The  proper  deflection  secured,  K^  is  opened, 
time  noted,  ^quickly  readjusted,  if  necessary,  and  the 
deflection  of  200  maintained  for  about  an  hour.  The 
current  value  is  determined  by  the  method  of  weighing 
as  already  explained.  Suppose  this,  /,  to  have  been  20 
amperes.  The  problem  now  is  to  find  the  value  of  ^*s 
current.  We  have  as  data,  /  =  20  amperes;  resistance 
of  galvanometer  circuit  =  106,000  ohms;  resistance  of 
6'=  .1  ohm.  From  the  theory  of  shunts  already  out- 
lined, we  get  the  proportion,  /g  :  /«  I ;  .  i  :  106,000,  whence 

•  —  •        -^       __  •  ' 

*  "~   ■  106,000  ~~   "  1,060,000* 

also,  /g  +  /'a  =  /  =  20  amperes,  or  /,  =  20  —  /^ 
Substituting  this  value  of  /,  in  the  expression, 

I 
'  1,060,000 

we  have 

f    =  (20  —  /„)  — =  — 2 —    * 

^       ^  *^^  1,060,000         1,060,000 

Multiplying  the  quantities  on  both  sides  of  the  equality 
sign  by  1,060,000  and  we  get,  1,060,000  i^  =  20  —  /^ 
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20 

or  1,060,001  /*   =  20,  and  /*   =   — amperes 

'  *  '  *       1,060,001 

through  the  galvanometer  circuit.  Expressed  decimally, 
this  is  .0000189  ampere,  or  that  current  which,  passing 
through  G^  under  existing  circumstances,  causes  a  deflec- 
tion of  200  scale  divisions,  and  is  commonly  accepted  as 
the  instrumental  constant  of  the  galvanometer.  If  there 
are  no  variable  external  influences  (such  as  heavy  ma- 
chines under  test,  passing  cars  or  trains,  traveling  cranes, 
elevators,  etc.),  and  the  instrument  is  carefully  set  up 
with  scale  at  a  proper  distance,  we  are  safe  in  assuming 
that  if  .0000189  ampere  deflects  the  needle  200  divisions, 
1/200  part  of  it  will  cause  a  deflection  of  i  division. 
This  would  be  .000000094  ampere,  and  more  properly 
constitutes  the  constant  of  the  instrument.  To  elimi- 
nate errors  of  adjustment  and  observation  it  is  well  to 
experimentally  ^yi  at  least  three  points  on  each  side  of  o. 

In  setting  up  a  galvanometer  calibrated  elsewhere,  and 
with  the  same  shunt,  5,  it  is  unnecessary  to  repeat  the 
entire  calibration.  Before  removal,  a  portable  instru- 
ment, such  as  a  Weston  milliammeter,  can  be  placed  in 
circuit  and  the  indication  corresponding  to  several  points 
on  the  galvanometer  scale  marked  on  the  scale  of  the 
Weston  instrument.  Then  upon  resetting  the  galvan- 
ometer the  current  can  be  adjusted  by  this  indicator, 
and  the  deflection  on  G*%  scale  adjusted  to  the  proper 
value  by  the  controlling  magnet. 

We  found  .000000094  ampere  in  the  galvanometer  cir- 
cuit to  cause  a  deflection  of  i  division,  and  this  we  called 
later  the  instrumental  constant.  With  the  .  i  ohm  shunt  a 
deflection  of  200  corresponded  to  a  current  of  20  amperes 
in  the  outside  circuit;  this  makes  a  deflection  of  i  division 
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correspond  to  an  external  current  of  .i  ampere,  and  this 
we  call  the  working  constant.  For  example,  a  deflection 
of  47  indicates  a  current  of  47X.1  =  4.7  amperes. 

From  the  instrumental  constant  can  be  determined  the 
working  constant  of  any  other  shunt,  without  using  the 
voltameter.  Suppose  we  use  a  .25  ohm  shunt:  with 
the  same  current  as  before,  the  ray  is  thrown  quite  off 
the  scale,  and  the  deflection  must  be  reduced  to  be  read- 
able. This  done,  let  us  inquire  what  line  current  a  de- 
flection of  200  indicates.  From  the  theory  of  the  shunt 
given  above,  we  have, 

galvanometer  current  :  shunt  current  ; ;  shunt  resist- 
ance :  galvanometer  resistance,  or,  /^  :  /„  1 1  .25  :  106,000, 
whence 

.25  .        I 

*  ■         106,000  424,000 

For  a  deflection  of  200  we  have  seen  that  /^  =  .0000189 
ampere,  and  substituting  this  in  the  expression  for  /^ 
we  get, 

.0000180  = —  , 

^       424,000 

or  i\  =  .0000189  X  424,000  =  8.0136  amperes,  the  shunt 
current;  this  added  to  /^  =  .0000189  ampere,  gives  the 
line  current.  Practically  speaking,  the  following  propor- 
tion holds  good,  20  :  8  ;  I  .25  :  .1.  Showing  that  when 
the  resistance  in  the  galvanometer  circuit  is  so  great  that 
the  galvanometer  current  can  be  neglected,  we  may  say 
that  for  the  same  deflection,  with  two  different  shunts, 
the  line  currents  are  inversely  as  the  resistance  of  the 
shunts.  Thus  with  a  shunt  of  .03  ohm  a  deflection  of 
200  indicates  what  current?  Here  we  have  20  :  .r  ]', 
.03  :  .1,    or    .03.V    =     2,    whence   .v    =    66.66    amperes. 
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More  exactly  it  is  66.69,  which  is  approximat-ely  the  same. 
With  such  a  galvanometer  and  its  circuit  resistance 
undisturbed,  it  is  a  simple  matter  to  use  any  shunt  of 
known  resistance. 

Another  way  of  altering  the  range  of  readings,  is  to 
leave  5  the   same,  and  vary  the   galvanometer   circuit 
resistance.     Let  us  suppose  that  this  resistance  is  to  be 
reduced.     Since  more  current  will  now  flow  in  G,  for  a 
given  line  current,  the  deflection  will  be  greater.     The 
following  is  a  simple  way  to  proceed:     Adjust  the  line 
current  so  that  the  deflection  shall  be,  say,  50  divisions, 
showing  the  line  current  to  be  5  amperes.     Then  cut  out 
resistance  from  6^*s  circuit  till  the  deflection  is  100.     A 
deflection  of  100  now  corresponds  to  5,  and  200  to  10, 
amperes.     This  assumes  the  line  current  to  have  been 
kept    constant    throughout.     We   can,    however,    verify 
results  by  checking  up.     Since  the  galvanometer  current 
can  be  neglected, the  drop  through  the  shunt  is  .  i  x  5  =  .5 
volts.     If  we  are  to  produce  a  deflection  of  100,  the  galvan- 
ometer current  required  for  this,  is,  .000000094  x  100  = 
.0000094  ampere,  .000000094  ampere  being  the  current 
to  deflect  the  ray  i  division.     Since  a  potential  difference 
of  .5  volt  is  applied  to  G's  circuit,  we  have  by  Ohm's  law, 

.0000094  =  --    , 

where  x  is  the  galvanometer  circuit  resistance  under  the 
new  conditions.  Solving  for  .v,  we  find  x  =  53, 191  ohms, 
and  the  first  resistance,  106,000  ohms,  must  be  reduced  to 
this  value.  If  experiment  and  theory  fail  to  check  up  very 
closely,  it  indicates  either  an  error  in  the  determination  of 
the  galvanometer  constant,  or  inaccuracy  in  the  resistance 
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boxes.  Here  again  we  see  the  same  rough  proportionality 
as  before :  halving  the  galvanometer  circuit  resistance  has 
doubled  the  deflection  due  to  a  given  current.  A  third 
way  of  increasing  the  reading  range  is  to  draw  out  the 
scale  till  its  o  occupies  the  loo  or  200  point.  On  a 
properly  adjusted  instrument  with  correct  constant,  this 
introduces  no  error. 

Thus  far  we  have  assumed  the  controlling  magnet  to 

occupy  a  constant  position,  a  condition  hard  to  secure. 

g  Fig.  29  gives  connections  for 

a    method    of    setting    up   a 

galvanometer  independent  of 

'""'''^^^ n  all  local   conditions,  and  one 

kY WiJ      popular  in  actual  practice.     G 

I  D  I I  d'I I  :-    ^ 1 ^4.^-   ,..uu     ^ 


is  a  galvanometer  with   a  di- 
Pj^  recting  magnet.     ^  is  a  vari- 

able, and  R'  a  constant  resist- 
ance. ^  is  a  standard  cell  whose  voltage  is  accurately 
known,  and  A'  a  key.  Resistance,  r,  completes  the 
battery  circuit,  and  the  galvanometer  reads  the  drop  of 
potential  off  a  known  fraction  of  r.  This  resistance,  r, 
must  be  so  hi<»;h  as  to  produce  no  perceptible  effect  upon 
the  cell's  terminal  voltage  when  the  circuit  is  closed. 
Let  /-  be  10,000  ohms,  and  the  E.  M.  F.  of  the  cell,  a 
Danicll,  i  volt.  If  the  resistance  of  the  galvanometer 
circuit  is  hij^h,  it  can  be  placed  as  a  shunt  across  any 
part  of  the  box  without  affecting  the  resistance  of  the 
battery  circuit.  The  drop  of  potential  through  any  por- 
tion of  the  box  is  pri^portional  to  the  resistance  of  this 
portion:  this  enables  us  to  apply  to  the  galvanometer  cir- 
cuit atiy  fraction  of  tlie  cell's  K.  M.  F.,  by  simply  taking 
the  drop  from   that   same  fraction  of  /*.     T*        '  *    the 
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resistance  included  be  i,ooo  ohms  (=.  i/io  of  10,000),  or 
i/io  of  the  box;  then  the  potential  difference  applied  to 
Cs  circuit  is  i/io  volt.     Should  we  do  away  with  a  high 
resistance  galvanometer,  and  with  R  and  R\  and  suppose 
the  galvanometer  circuit  resistance  to  be  but  100  ohms,  it 
will,  when  shunted  across  any  part  of  r,  perceptibly  lower 
the  resistance  between  the  points  included,  and  the  pre- 
vious condition  no  longer  exists :  the  current  is  increased, 
and  the  potential  difference  at  the  galvanometer  terminals 
no  longer  bears  the  same  ratio  to  the  total  voltage  oif  the 
cell  that  the  included  resistance  of  the  box  does  to  the 
total  resistance.     With  a  high  resistance  galvanometer  cir- 
cuit,of  10,000  ohms  and  upward,  the  effect  upon  the  circuit 
can  be  neglected.     In  the  connections  considered  above, 
the  galvanometer  resistance  was  1,000  ohms,  and  R  and  R' 
respectively  5,000  and  4,000  ohms,  making  the  total  gal- 
vanometer circuit  resistance  10,000  ohms.     With  a  current 
of  .0000188  ampere  (corresponding  to  a  deflection  of  200), 
the  potential  difference  through  the  circuit  is  by  Ohm's 
law,  £  =  I R,  =  .0000188  X  10,000    =  .188  volt.     This 
may    be    called    the    working    voltage    constant.     The 
instrumental  voltage  constant  is  .000000094  x  1,000  = 
.000094  volt.     That  is  to  say,  if  .000094  volt  be  applied 
to  the  galvanometer  terminals,  a  deflection  of  one  division 
will  result.   '  We  now  place  the  galvanometer  circuit  across 
2/10  of  the  box,  and  have  .2  volt  applied  to  this  circuit. 
This  should  produce  a  deflection  of  213  divisions.     For  if 
200  divisions  are  due  to.  188  volt,  i  division  is  due  to 
1/200  of  .188  volt,   or  .188/200   =   .00094  volt,   and   if 
.00094  volt  causes  a  deflection  of  i,  .2  volt  will  cause  a 
deflection  =  .2  -4-  .00094  =  212.7,  practically   213   divi- 
sions.    Having  .2  volt  on  the  galvanometer  circuit,  it  only 
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remains  to  adjust,  by  means  of  the  controlling  magnet,  the 
deflection  to  213.  This  must  be  done  by  raising  or  lower- 
ering  the  magnet,  and  not  by  rotating  it.  To  test  the 
adjustment,  reverse  the  current  through  the  galvanom- 
eter circuit:  the  deflections  on  opposite  sides  of  o  should 
be  equal. 

The  galvanometer  adjusted,  any  standard  shunt  can  be 
used,  and  the  scale  indications  calculated  as  in  the  last 
case.  For  example,  with  a  .01  ohm  shunt  we  have  the 
proportion  .01  :  10,000  [  *  .0000188  :  x^  where  x  is  the 
current  in  the  shunt.  Whence,  by  arithmetic,  x  =  18.8 
amperes.  A  deflection  of  200,  then,  corresponds  to  a 
current  of  18.8  amperes,  100  divisions  to  9.4  amperes. 

If  nothing  is  known  regarding  the  galvanometer  save 
its  resistance,  the  method  just  described  can  be  used  as 
follows,  to  set  it  up  and  calibrate  it,  and  without  recourse 
to  a  voltameter.  The  galvanometer  circuit  is  placed 
across  a  part  of  the  box  r,  say  i/io  of  it,  and  the  con- 
trolling magnet  adjusted  to  give  a  certain  deflection,  say 
100.  With  the  resistance  of  the  galvanometer  circuit 
known,  its  current  is  found  by  Ohm's  law,  and  from  this 
current  both  the  voltage  and  current  constant  are  deter- 
mined. If  it  is  desired  not  to  disturb  the  magnet,  the 
resistance  of  /^'  can  be  varied  until  the  deflection 
sought  is  gotten.  This  is  allowable  only  so*  long  as  the 
resistance  of  the  galvanometer  circuit  is  not  reduced  too 
much,  and  to  avoid  this  condition  it  is  customary  to 
have  R  so  high  as  to  avoid  error,  even  though  ^'  be  all 
cut  out. 

The  range  for  which  a  galvanometer  is  adjusted  to 
read  current  should  not  be  so  great  as  to  make  the 
lower  readings  inaccurate.     As  a  guarc*  ic 
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galtanometer  must  be  so  adjusted  that  the  maximum  cur- 
rent in  the  shunt  corresponds   to   the   highest  possible 
deflection.     If  under  this  condition   the  lower  readings 
are  still  liable  to  error  of  observation,  it  is  best  to  divide 
the  readings  into  two  parts — either  using  two  shunts  or 
two  adjustments  of  the  galvanometer.     In  setting  up  the 
instrument  it  is  desirable  to  know  the  current  range  as 
well  as  resistance  of  at  least   one  shunt,  so  that  some 
estimate  can  be  made  of  the  potential  difference  to  which 
the  galvanometer  is  to  be  subjected.     Suppose  shunt  No. 
I  to  have  a  resistance  of  .001  ohm,  and  a  carrying  capac- 
ity of  100  amperes:    100  amperes  X  .001  ohm  =  i  volt, 
which  is  to  be  impressed  upon  the  galvanometer  circuit 
at  full  load.    For  a  minimum  load  of  i  ampere,  the  poten- 
tial diflference   impressed   will  be   i  x  .001  =  .001  volt. 
The  conditions  must  be  such  that .  i  volt  will  give  a  deflec- 
tion of  say  300  scale  divisions.     This  can  be  secured  by 
shifting  the   magnet  and  varying  the   resistance    in  R\ 
while  the  galvanometer   includes  1,000  ohms  in  r.     One 
ampere  will  now  give  a  deflection  of  3  divisions,  or  i/ioo 
of  what  100  amperes  give.    Having  made  the  scale  direct- 
reading  for  one  shunt,  the  readings  for  the  other  shunt 
are  a  matter  of  calculation.     Thus,  if  the  rcristance  of 
Xo.   2   be   half  that  of  No.  i,  and   of  twice  its  current 
capacity,  it  will  require  the  full  200  amperes  to  give  the 
full  deflection   of  300   divisions.       This   gives   us   i  1/2 
divisions  per   ampere,  and  this  shunt  can    be    used    for 
currents  between    100  and  200  amperes  with    the  same 
degree  of  accuracy  as  No.  i  can  for  those  between  i  and 
100  amperes. 

Standard   shunts  are   furnished   with   a   guarantee    of 
their  resistance  at  a  given  temperature,  and  tables  show- 
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and  care  must   be  taken   that   these   terminals  do   not 
make  a  bad  joint  in  the  main  circuit,  for  this  would  be 
equivalent  to  increasing 
the    shunt's     resistance.  /T 

In  testing  the   shunt  by        ji^  '  ^^^ 

the  standard  cell  and  re-      J' 
sistance  box,  there  should  Fig.  30. 

be    provided     a     3-way 

switch,  by  which  the  galvanometer  can  be  shifted  alter- 
nately to  the  standard  cell  and  to  the  shunt.  Through- 
out this  test,  as  in  all  others,  readings  should  be  taken 
on  both  sides  of  o. 

In  ammeter  calibration  it  is  usual  to  have  one  man 
look  after  the  galvanometer,  while  an  assistant  varies  the 
current  strength  as  required  and  marks  the  deflection  of 
the  needle  if  the  scale  is  ungraduated,  or  reads  out  the 
deflection  on  a  graduated  scale.  The  galvanometer  man 
makes  a  record,  in  parallel  columns,  of  the  galvanometer 
and  corresponding  ammeter  readings,  and  these  can  be 
plotted  as  a  curve  for  future  reference.  If  the  variation 
exceeds  20  or  25  ^  the  instrument  should  be  returned 
to  the  maker  for  correction. 

In  graduating  new  ammeters  they  are  all  joined  in  series. 
The  current  is  adjusted  to  the  proper  value  by  the  galva- 
nometer, and  this  is  marked  under  the  needle  of  the  meter; 
the  next  highest  current  is  then  secured  and  the  marking 
repeated,  and  so  on  to  the  limit  of  the  scale.  If  of  differ- 
ent current  capacities,  switches  must  be  provided  to  cut 
out  each  instrument  when  its  limit  is  reached.  Ammeters 
of  very  different  capacity  may  have  scale  cards  of  the 
same  size,  the  divisions  of  the  higher  reading  meter  being 
close  together  and  more  in  number.     If  a  150-ampere  card 
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have  every  tenth  graduation  elongated  and  numbered. 
It  can  be  used  on  a  15 -amperemeter  without  further 
change,  the  smaller  divisions  now  indicating  tenths  of  an 
ampere.  On  meters  used  for  large  currents  it  is  custo- 
mary for  the  makers  to  furnish  a  shunt  to  be  used  with 
it.  The  ammeter  terminals  go  to  the  shunt  which  is  in 
the  main  circuit,  and  the  card  is  scaled  off  as  before. 
Although  but  a  small  current  goes  through  the  meter  its 
needle  indicates  the  main  circuit  current  In  the  finer 
Woston  meters  the  shunt  is  contained  within,  but  on  the 
station  instruments  the  shunt  is  a  separate  device,  the 
meter  itself  appearing  more  like  a  voltmeter.  An 
observer  may  be  puzzled  by  the  presence  alone  of  two 
small  rtexible  cords  on  an  instrument  registering  perhaps 
i»o^K^  or  3,000  amperes,  the  shunt  in  most  cases  not  being 
iu  si^Ut.  Where  commercial  ammeters  are  turned  out 
lu  viuantilies,  the  galvanometer  is  replaced  by  a  standard- 
i/A'vl  u\eler  which  is  recalibrated  at  regular  intervals  by 
llu"  jkialvauvMueler  and  shunt.  By  means  of  this  second- 
aiv  >iLuularvl»  calibrating  can  be  done  rapidly.  Readings 
above  I  ampere  are  taken  in  steps  ascending  and  de- 
bv  vMuhn^,  the  t\vv>  sets  of  readings  differing  more  or  less 
av  V  v'uliuiki  a>  uvM\  vK>es  or  does  not  enter  into  the  working 
|i.o  I  v^l  \\w  owtiument.  The  descending  readings  will 
l»v  lo^hv'i  \\\M\  the  ascending  ones  for  the  same  current, 
on  av  V  v»v»ui  v'l  ihv*  lexivhud  mavjnetization  of  the  iron.  The 
vlv  >*v  vn\iiiui  u\i\lo\^^  are  inrtuenced  not  only  by  the  cur- 
ixui,  U\\\  U\  Uvc  lav  I  thai  the  iron  is  more  strongly 
iu.iv;iu  1 1  V  vi  al  Ou'  U\\\e  they  are  taken.  If  the  current  is 
kv  i»i  vx'vv.lau^  ivu  ^vMUv*  m\\i\  and  the  instrument  tapped 
VMiU  i!u  iuvv:>  ^  Ou  uccxllc  w  jU  rclnrn  to  tlie  ascending 
vKilvviivMv  ivM  Ov.\l   v^owni  vahic        The  nunhanica!   fric- 
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tion  of  moving  parts  also  has  its  influence  upon  the 
ascending  and  descending  readings,  and  in  the  rougher 
forms  of  instrument  the  needle  often  fails  to  return  to 
o  after  the  circuit  is  opened. 

In  instruments  depending  for  action  upon  springs, 
permanent  magnets,  electromagnets  without  iron  cores, 
and  the  heating  and  consequent  expansion  of  wires, 
errors  due  to  residual  magnetism  are  absent.  In  the 
well-known  Weston  instruments,  the  directing  force  is  a 
permanent  magnet,  two  delicate  springs  the  restraining 
force,  and  a  coil,  free  to  turn  on  jeweled  bearings,  the 
deflecting  force.  The  permanent  magnet  produces  a 
strong  magnetic  field  and  protects  the  needle  from 
external  disturbing  fields.  When  handled  with  care,  they 
should  show  no  variation  even  after  months  of  use. 

The  Ayrton  and  Perry  instruments  are  examples  of 
the  electromagnetic  type  whose  deflecting  and  directing 
forces  both  depend  upon  the  working  current.  The 
Cardew  instruments  depend  upon  the  elongation  of  a 
wire  when  heated  by  a  current.  As  the  wire  expands  it 
actuates  a  roller  to  which  is  attached  the  index. 

Ammeters  of  any  sort,  like  galvanometers,  may  have 
their  capacity  increased  by  means  of  a  shunt.  The 
resistance  of  this  shunt  depends  upon  the  multiplying 
power  it  is  desired  to  give  the  meter,  and  is  measured  by 
the  quotient 

where  R,  is  the  shunt  resistance,  R^  that  of  the  galvan- 
ometer, and  n  the  desired  multiplying  power,  or  the  num- 
ber of  times  the  meter's  capacity  is  to  be  multiplied.     7^hat 


i 
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this  is  SO  can  be  seen  from  the  following:  We  have 
learned  elsewhere  that  the  ratio  of  the  currents  in  the 
branches  of  a  divided  circuit  is  the  inverse  ratio  of  the 
resistance  of  those  branches.  If  in  Fig.  31  i^  /„  indi- 
cate the  currents,  r,  r^  the 
resistances  of  the  branches, 
then  /,  :  /,  ::  r,  :  r„  or  we 
may  write  it, 

A.  =  J^. 


Fig.  31. 


Let    the   main   current  be 
40  amperes,  and  suppose  we 

wish  30  amperes  to  go  through  the  shunt  and  10  through 

the  meter;  then, 

-^  =  —  ;  but  -T^  =  -^; 
^       30  /,        r, 


therefore, 

^       30 

where  r,  =  galvanometer  resistance,  and  r,  that  of  the 
shunt.  If  10  amperes  is  the  meter  or  galvanometer  read- 
ing, when  40  amperes  are  in  the  line,  the  multiplier  is  4. 
Taking  the  formula  above, 


.j«kI  substituting  for  ^g  its  value  3  ^„  we  get 

■  «  —   I    ' 

Uivkling  through  by  -^,  we  have 

3 
I  =  > 

«  —  I 

wh^iH;^^  «  -^  X  =  3  and  «  =  4,  as  above. 
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Take  now  a  general  case.  What  must  R^  be  to  have 
i/«of  the  line  current  go  through  the  meter  C??  For  this 
purpose  the  combined  conductivity  of  galvanometer  and 
shunt  must  be  known.  To  get  a  wire's  conductivity,  we 
divide  i  by  the  wire's  resistance,  and  in  this  case 

-i  ""'^  k 

are  the  respective  conductivities  of  the  galvanometer  or 
meter,  and  of  the  shunt,  and 

their  combined  conductivity.  The  line  current  is  the 
sum  of  the  branch  currents,  and  the  current  in  any 
branch  divided  by  the  total  or  line  current  equals  the  con- 
ductivity of  the  branch  divided  by  the  total  conductivity, 
hence,  if  /^  is  the  line  current,  and  i/n  of  this  goes 
through  the  ammeter,  the  following  proportion  is  true: 


/,:/. 


Ji, 


Jig  /?, 


or 


I 


^. 


whence,    ^g  -j-  ^,  =  ;/   J^^;    subtracting  ^,  from   both 
sides,  we  have,  I^g  =  //  ^^  —  J^„  or  /^g  =  ^,  (//  —  i)  and 

■       //  —  I 

as  above.     If  n  is  to  equal   lo,  then  ^g  =  1/9  J^^,  etc. 
We  must  distinguish  between  the  condition  that  a  certain 
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fraction  of  the  whole  current  shall  pass  through  the 
ammeter,  and  the  condition  that  the  shunt  current  shall 
be  a  certain  number  of  times  greater  than  that  in  the 
meter;  in  the  above  case  where  n  =  lo,  the  main  current 
is  lo  times,  and  the  shunt  current  9  times,  that  in  the 
meter. 

The  effect  of  shunting  an  instrument  is  to  decrease  the 
total  resistance  of  the  circuit  and  thereby  increase  the 
total  current.  In  ammeter  work  this  effect  is  negligible, 
but  in  galvanometer  work  a  compensating  resistance  is 
put  in  circuit.  If  the  galvanometer  resistance  is  R^  and 
that  of  the  shunt  R^,  their  multiple  resistance  is 

R^  R^  _  R^  R^ 

-R^J^r:  ^""^  ^»  -  'R^+~R'^ 

is  the  resistance  of  the  compensating  coil.  This  coil  is 
used  only  in  very  delicate  work,  for  ordinarily  the 
resistance  in  circuit  is  so  high  that  any  small  variation 
can  be  neglected. 

To  shunt  an  ammeter,  and  increase  its  capacity  by  any 
desired  amount,  is  a  very  simple  operation,  and  can  be 
done  without  previous  calculation.  Suppose  we  have  a 
loo-ampere  ammeter,  and  we  wish  to  use  it  for  reading  as 
high  as  500  amperes.  The  meter  must  carry  one-fifth 
and  the  shunt  four-fifths  the  total  current.  The  wire  to 
be  used  in  shunting  must  carry  400  amperes  without 
heating.  In  Fig.  32,  A  and  /?  are  the  terminals  to  the 
meter,  A',  to  which  the  shunt,  S,  is  to  be  attached.  One 
end  of  5  is  fixed  at  A,  and  tlie  other  end  is  left  free  to 
slide  through  a  clamp  at  />'.  nef(^ro  connecting  S  to  B^ 
adjust  the  current  at  100  anijH^ros,  then  insert  .S",  and 
draw   it  through  until   the  reading  falls   to  20.      If  this  is 
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Fig.  32. 


done  quickly  we  can  assume  that  the  current  has  not 
varied  during  the  operation.     Otherwise  we  must  place 
between  S  and   B  a 
switch,  which  can  be 
repeatedly  opened,  to 

insure  that  the  deflec-        , 

tion  is  always  100 
when  the  whole  cur- 
rent flows  through 
A\  and  that  it  is  20  when  5  is  in  circuit.  To  get  the 
line  current  we  have  now  only  to  multiply  the  meter 
current  by  5.  The  strong  point  in  favor  of  this  most 
practical  method  is  that  no  resistance  values  need  be 
known. 

If  circumstances  call  for  a  predetermination  of  the 
shunt  resistance,  that  of  A  must  be  known.  Knowing 
this,  and  the  proposed  relation  of  5's  current  to  y^"s,  S 
can  be  figured.  Suppose  that  with  a  200-amperemetcr, 
whose  resistance  is  .002  ohm,  we  are  to  measure  a  current 
of  500  amperes.  5  must,  then,  carry  300  amperes,  and 
the  relation  of  A%  current  to  5's,  is 

Ifj  __  200  _  2 

The  ratio  of  the  respective  resistances  rtiust  then,  be 
3: 2  or 

whence  the  proportion,  7^':  I^\\  R^  :  R;,^  and  substi- 
tuting the  known  value,  we  have,  2  :  3  1'.^.  :  .002,  or 
^.  =  .00133  ohm.      All  resistance   must    be   measured 


r^^^ 
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from  post  to  post,  so  that  the  joints  may  be  common  to 
both  paths,  otherwise  an  error  may  be  introduced. 

In  place  of  a  shunt,  a  second  ammeter  may  be  used 
in  multiple  with  the  first.  In  such  a  case,  although  the 
carrying  capacity  of  the  meters  in  multiple  may  exceed 
the  current  to  be  read,  it  does  not  follow  that  each  will 
take  its  proper  share;  one  needle  may  swing  off  its  scale 

and  the  other  read 
low.  In  order  that 
the  meters  may  read 
proportional  parts  of 
the  total  current, 
their  resistances 
must  be  inversely 
proportional  to  their 
current  capacities. 
For  example  in  Fig.  33  let  A  and  A^  be  two  meters 
of  100  and  300  amperes  capacity  respectively,  and 
the  current  to  be  read  400  amperes.  If  ^*s  resistance  is. 
three  times  --//s,  each  will  read  its  full  capacity,  and  the 
sum  will  be  400.  If  A*s  resistance  is  twice  ^/s,  A  will 
take  133  amperes,  throwing  its  needle  off  the  scale,  while 
A^  will  take  but  266  amperes,  two-thirds  of  its  capacity. 
To  rectify  matters  a  resistance  A'  must  be  put  in  series 
with  .-/j  and  of  such  value  as  to  establish  the  proper  rela- 
tion between  the  two  readings.  This  can  be  done  either 
experimentally  or  by  calculation.  If  A  measures  .004 
ohm,  and  .-/,  .002  ohm,  the  resistance  necessary  to  put  in 
with  A  is  .002  ohm,  for  since  .-/'s  capacity  is  but  one-third 
--//s,  its  resistance  must  be  three  times  .-/.'s  to  have  the 
current  divide  proportionately.  It"  .-/*s  is  .004,  and  we 
add  i?  =  .C02,  we  get  .006  ^^  3  \  .oc.:\  which  is  what 
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wc  wish.     By  proportion  we  have,    loo  :  300  I ;  .002  : 
{x  -|-  .004)  where    x  is  the  value  of  /^.      Multiplying 
together  the  means  and  the  extremes  we  get 
{x  -j-  .004)  100  =  300  X  .002.. 
100  X  -\-  .4  =  .6,  and  x  =  .002  ohm. 
If  the  adjustment  is  made  experimentally  with  the  meters 
in  circuit,  /^  is  varied  till  A's  reading  is  three  times  that 
on.^,,  and  this  ratio  should  hold  on  all  parts  of  the  scale. 
Laws  demonstrated  for  two  wires  or  meters  in  multiple 
hold  for  any  number  in  multiple.     Suppose  it  is  desired  to 
replace  one  wire  carrying  10  amperes  by  three  wires  which 
shall  carry  7,  2,  and  i  amperes  respectively,  what  must  be 
their  resistances?    Calling  the  conductivity  of  the  com- 
bined wires  10,  that  of  the  separate  wires  must  be  7/10, 
2/10,  and  i/io  respectively.     Their  resistances  must  be 
in  the  same  ratio  as  the  reciprocals  of  the  conductivities, 
or  as  10/7  :  10/2  :  lo/i,  which   is   1.4  :  5  :  10.     No  par- 
ticular values  can  be  given  as  answers  to  the  problem 
thus  stated,  since  any  three  resistances  which  are  to  each 
other  as  1.4  :  5  :  10,  will  cause  the  current   to  divide  in 
the  proper  ratio,  but  if   we  modify  the  proposition   by 
assuming  the  resistance  of  the  original  wire  to  be  known, 
the  resistance  of  each  branch  can  be  determined.     Thus, 
if  we  assume  the  resistance  of  the   single  wire  to  be  2 
ohms,  then  with  a  current  of  10  amperes,  the  potential 
difference  across  their  common  junction  will  be  (/  x  ^  = 
10  X  2)  20  volts.     Since  the  fall  of  potential  alonjj^  each 
of  tire  branches  is  to  be  20  volts,  the  resistance  of  each 
will  be  20  divided  by  the  respective  currents.     Thus  the 
7-ampere  branch  must  have  a  resistance  of  20/7  ohms,  = 
2.86  ohms;  the  2-anipere  branch,  20/2    =    10   ohms,  and 
the  last  20/1  =  20  ohms. 


pose  we  are  given  three  concuct'-rs  of  2.  3,  ar.d  4  ohms  r^ 
spectively;  when   connected  in  muliipie  on  the  line,  ho 
will  the  current  divide  among  them?     Suppose  the  lin 
current  to  be  10  amperes,  with  the  resistances  2,  3,  and  4^^ 
the  conductivities  will  be  1/2,  1/3,  and  1/4  respectively,  ^^ 
and  their  combined  conductivity   1/2   +   1/3  -|-  1/4  = 
13/12;  the  multiple  resistance,  being  the  reciprocal   of 
this,  is  12/13  of  an  ohm.      With  a  current  of  10  amperes 
the  potential  difference  across  their  junction  is  12/13    x 
10  =  9.23  volts.     The  respective  currents  will  now  be, 

/j  =  ?i?^  =  4.61  amperes;  t\  =  ?^^  =  3- ©7, 
2  3 

and  /,  =  ?^_^  =  2.31  amperes, 
4 

and  their  sum  9.99  amperes,  very  nearly  10  amperes,  the 
current  conditioned.  This  is  as  convenient  a  method  as 
any  for  solving  problems  of  this  character,  though  gen- 
eral results  may  be  derived  from  abstract  theory  and 
formulae  obtained,  in  which  we  need  only  to  substitute  the 
values  given.  Thus  for  the  multiple  resistance  of  three 
wires  the  formula  is, 


^  ^  +  ^  ^  +  ^.  ^ 

where  r„  r^,  and  r,  are  the  respective  resistances  of  the 
three  wires.     Substituting  above,  we  get, 

R  -  ^  ^3X4 ^]2^^  ^^^^^ 

2X3  +  3X4  +  2X4         13 

Circumstances  sometimes  arise  wh 
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ammeter  must  be  sent  away  for  repairs,  and  some  tempo- 
rary expedient  must  be  resorted  to  for  replacing  it.  The 
most  practicable  plan  is  to  use  a  voltmeter  in  connection- 
with  a  known  resistance.  In  anticipation  of  this,  a  piece 
of  copper  conductor  should  be  placed  in  circuit  with  the 
ammeter  and  Che  drop  across  it  taken  for  different  cur- 
rent values.  Where  the  voltmeter  is  too  high  reading, 
its  calibrating  coil  can  be  used.  The  method  is  not  to  be 
recommended  for  extensive  testing  rooms,  where  the 
range  of  current  to  be  read  is  large,  nor  is  it  capable  of 
great  accuracy,  but  for  a  single  machine  it  suffices  to 
keep  the  current  constant 
during  a  heat  test,  and  is 
especially  well  adapted  to 
testing  series  machines, 
where  the  series  coil  can  be 
used  as  the  standard  resist- 
ance. Fig.  34  shows  the 
connections  for  using  a 
single  voltmeter  to  read 
both  current  and  voltage  in  a  street  railway  motor  test. 
Vis  the  voltmeter,  C,  one  terminal  of  the  calibrating  coil, 
its  other  terminal  being  in  common  with  the  liigh  voltage 
terminal  at  5,  T'is  the  trolley,  G  the  ground,  F  the 
motor  field,  A  the  armature,  and  i?  the  resistance  by 
means  of  which  we  are  to  read  the  current.  When  the 
full  line  connection  is  made,  the  hig'n  voltage  coil  is  in 
action  and  the  instrument  reads  tne  voltage  of  the  line. 
With  the  dotted  connection,  the  calibrating  coil  gives  the 
dropout.  Care  must  be  taken  in  making  connections 
that  the  calibrating  coil  is  not  subjected  to  the  full  line 
Toltage. 


.4 
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The  mechuds  of  current  measurement  so  far  given  have' 
been  those  bycopper  deposition^  by  the  shunted  galvanom- 
eter, the  ammeter^  and  the  voltmeterj  indirect,  but  none 
of  these  have  a  universal  application.     Deposition  cannot 
be  used  at  all  for  alternating  currents,  while  galvanometers 

and  meters  must  have 
special  features  to  fit 
them   for   this   work,  i 
Instruments    depend- 
ing upon  the  heating 
and    coinsequent     ex« 
pansion  of  wires  may 
be   used;    also    tlu^sc 
depending    upon    the 
attraction  of  a  solen- 
oid   upon   a   piece  of 
soft  iron  free  to  move 
in   a   magnetic    field. 
T  h  e    Ca  rd  e  w    i  n  st  r u- 
ments  are  types  of  the 
furmtir,     the    Edison^ 
Westinghouse    and 
Thomson- Houston  of 
the   latter. 
The  ideal  instrument   for  use  in  alternating  work   is 
the  Siemens   dynamometer.     The   folhjwing  description 
is  adapted  from  Ayr  ton's  '*  Practical  Electricity."     The 
instrument  belongs  to  the  class  of  spring  control  meters 
and  its  principle  is  essentially  that  of  the  electric  motor, 
one   coil   corresponding    to   the   field,  the    other  to   the 
armature,  the  two  coils  being  generally  connected    in 
series  as  are  the  fields  and  armature  of  a  series  motor. 
The  effect  of  reversing  citlicr  ur  both  of  the  coils  is  the 
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same  as  that  seen  in  a  motor  under  similar  treatment. 
The  dynamometer  is  shown  in  perspective  in  Fig.  35  and 
symbolically   in   Fig.    36.      It  consists   of  a   fixed   coil 
A  B  C  D  and  a  movable  coil  E  F  G,  the  latter  being 
frequently  made  of  a  single  stiff  wire.     Connection  is 
made  to  the   movable   coil   by  two   mercury   cups   into 
which  its  terminals  dip.     The  suspension  is  by  means  of 
a  silk   thread   and   a 
delicate  spiral  spring 
resists     the     turning 
force  due  to  the  cur- 
rent.     A    pointer  M 
shows       the       angle 
through     which     the 
spring    is   turned   by 
the  milled  head  T,  in 
bringing  the  coil  back 
to  zero.     The  scale  is 
marked  in  degrees,  or 
in  400  equal  divisions. 
The  turning  force  of 
the  spring  is  propor- 
tional   to    the    angle 
through    which    it    is 
turned.       The     force 
exerted    on    the    coil 
is  proportional  to  the 
product    of   the    cur- 
rents carried  by  them,  so  that  when  the  coils  are  in  series 
the  square  of  the  current  flowing  is  proportional  to  the 
angle  D  through  which  M  is  turned. 

In  symbols,  /'  =  ^'x  A  that  is,  the  square  of  the  cur- 
rent =  the  number  of  divisions  D  through  which  ;//  is 
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turned  x  by  a  constant.  Extracting  the  square  root  of 
both  sides  we  get,  /  =  ^ A'  D,  Now  as  A'  is  a  number 
we  can  take  its  square  root,  thereby  placing  it  outside 
the  radical  sign,  where  we  will  call  it  A;  our  formula 
then  reads,  I  :=i  A  ^^D,  where  A  is  that  current  which 
will  cause  a  deflection  of  one  division. 

The  advantages  of  this  instrument  are  (i)  it  is  a  zero 
instrument,  i.  e,,  the  coils  at  the  time  of  taking  a  reading 
always  occupy  the  same  relative  position,  so  that  all 
observations  are  made  under  the  same  conditions;  (2)  it 
is  adapted  to  alternating  current  work  since  the  currents 
in  both  coils  agree  in  phase,  thus  producing  a  resultant 
action  that  is  always  in  the  same  direction;  (3)  no  iron 
being  employed  in  the  construction,  ascending  and 
descending  readings  agree  and  no  averaging  is  necessary. 
The  disadvantages  are:  (i)  the  moving  coil  must  be 
brought  to  zero  before  a  reading  can  be  taken,  so  that 
rapid  variations  of  current  are  not  indicated;  the  current 
must  remain  steady  for  a  time  before  a  reading  can  be 
taken;  (2)  it  is  not  dead-beat,  /.  r.,  the  pointer  does  not 
quickly  come  to  rest,  so  that  readings  cannot  be  taken  rap- 
i^Jy;  (3)  its  readings  are  influenced  by  neighboring 
magnetic  fields,  and  when  the  dynamometer  current  is 
considerable  the  earth's  field  exerts  an  influence,  so  that 
the  instrument  must  be  set  up  with  the  plane  of  the  sus- 
pended coil  at  right  angles  to  the  magnetic  meridian;  (4)  it 
is  not  portable  in  the  ordinary  sense  of  the  word;  (5)  the 
coils  are  exposed  and  liable  to  injury  and  the  swingiQ|( 
coil  is  influenced  by  air  currents;  (6)  the  scale 
uated  in  degrees  or  arbitrary  divisions  t^ 
not  direct  reading;  (7)  it  does  not  indi 
direction,  which  is  necessary  in  sonr 
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In  conclusion  it  may  be  said  that  the  Siemens  dynamom- 
eter is  a  valuable  standard  instrument  when  used  under 
fixed  conditions,  as  in  a  laboratory,  but  there  are  other 
instruments  better  adapted  to  portable  work.      Tests, 
however,  could  be  cited  where   the   dynamometer   has 
given  good  service   under  very  unfavorable  conditions. 
In  a  test  on  a  three-phase  alternator  a  Siemens  dynamom- 
cterwasused  to  check  up  the  readings  of  three  ammeters. 
In  addition  to  the  alternators  ten  direct  current  machines 
were  used  as  auxiliaries,  and  in  the  midst  of  these  was  the 
table  of  instruments.     The  dynamometer  readings  com- 
pared very  favorably  with  those  of  a  newly  calibrated 
ammeter. 

In  reading  small  currents  great  care  must  be  taken 
to  eliminate  sources  of  error  liable  to  modify  results, 
as  the  error  might  in  such  cases  amount  to  a  consider- 
able portion  of  the  whole  current.  With  the  currents 
usually  employed  in  machine  testing  the  results  may 
be  relied  upon  even  under  very  unfavorable  conditions. 
Accompanying  every  instrument  is  a  table  giving  the 
current  value  corresponding  to  each  graduation  of  the 
torsion  head;  this  table  is  determined  by  the  formula 
I  z=i  A  V-^,  where  A  is  the  same  for  all  parts  of  the  scale, 
and  can  be  experimentally  found  by  means  of  a  standard 
ammeter  in  series  with  the  dynamometer  to  determine  the 
value  of  / ;  then 

.  / 

le  table  can  thus  be  checked  up.     It  is  well  to  stan- 
Sze  the  dynamometer  from  time  to  time  if  it  is  carried 
very  much  or  is  in  constant  use. 
sometimes  be  desirable  to  connect  the  two  coils 
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in  parallel  instead  of  in  series.  In  such  a  case  the  cur- 
rent divides  between  the  two  coils  in  the  inverse  ratio  of 
their  resistances,  and  the  turning  force  exerted  upon  the 
coil  is  proportional  to  the  product  of  the  two  currents. 
The  formula  then  becomes  /=  W  V^,  where  ^' has 
a  new  value  different  from  that  with  the  coils  in  series. 
The  deflection  D'  is  now  due  to  two  factors  which  have 
different  values  also.  By  placing  resistance  in  series 
with  one  of  the  coils  its  current  may  be  varied  and  its 
deflecting  influence  altered.  The  current  in  the  other 
coil  is  also  altered  and  its  deflecting  power  affected. 
When  the  sum  of  the  two  currents  is  constant,  the  total 
deflecting  force  as  represented  by  their  product  will  be  a 
maximum  when  the  currents  are  equal.  Thus  if  the  total 
currents  be  lo  amperes  it  may  divide  in  various  ways  as 
given  in  the  table  and  the  maximum  effect  is  seen  to  be 
when  /,  =  /^  =  5  amperes.  When  this  is  the  case  the 
indication  on  the  dial  will  be  the  same  as  if  the  current 
of  either  coil  were  flowing  through  the  two  in  series;  but 
with  coils  in  series  the  current  in  either  would  be  the 
total  current,  while  when  in  multiple,  under  the  above 
condition,  it  is  but  half;  and  the  indication  on  the  dial 
must  be  multiplied  by  2  to  get  the  true  value  of  the  cur- 
rent flowing. 


/in  No.  I. 

/ 

in  No.  2. 

Tot.  /. 

Deflec.  Force. 

8 

2 

10 

8  X  2  =  16 

6 

4 

10 

6  X  4  =  24 

5 

5 

10 

5  X  5  =  25 

4 

6 

10 

4  X  6  =  24 

2 

8 

10 

2  X  8  =  16 

The  table   shows  that   when  /,  =  /^  the   instrument   is 
most  sensitive,  /.  ^.,   gives  the   largest   deflection   for  a 
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given  current.  The  advantage  gained  by  the  multiple 
connection  is  to  increase  the  capacity  of  the  dyna- 
mometer without  increasing  the  current  through  its 
coils.  With  an  alternating  current  the  multiple  connec- 
tion is  not  to  be  recommended,  as  the  difference  in  the 
self  induction  and  capacity  of  the  two  coils  may  throw 
the  two  currents  out  of  phase  and  thereby  render  their 
deflecting  effect  less  than  the  product  of  the  two  currents. 

Another  instrument  adapted  equally  well  to  direct  or 
alternating  current  work  is  the  Thomson  or  Kelvin 
balance,  which  has  the  advantage  of  being  more  portable. 
An  objection  to  its  use  save  in  special  work  is  its  narrow 
range.  As  it  belongs  rather  to  the  class  of  high  grade 
laboratory  instruments  than  to  commercial  types,  the 
reader  is  referred  to  the  various  laboratory  manuals  for 
its  description  (Carhart  or  Gray). 

We  will  close  our  consideration  of  current  measure- 
ment by  touchingon  the  theory  of  the  electro-dynamom- 
eter used  as  a  measurer  of  work,  /.  ^.,  the  wattmeter. 
We  have  as  an  expression  of  the  watts  consumed  in  any 
portion  of  a  circuit,  E  X  f  where  E  is  the  potential 
difference  between  the  ends  of  the  circuit  and  /  the  cur- 
rent flowing.  Now  if  the  heavy  coil  of  an  electro-dyna- 
mometer be  placed  in  the  main  circuit,  the  deflecting 
force  due  to  this  coil  will  be  proportional  to  the  line 
current  /.  If  the  other  coil  be  wound  for  high  resist- 
ance, and  placed  across  the  mains  or  across  that  portion 
of  the  circuit  under  consideration,  its  deflecting  force 
will  be  due  to  Ey  and  proportional  to  it.  The  resultant 
deflecting  force  must  then  be  proportional  to  E  X  /j  the 
watts. 

For  testing-room  work  the  dynamometer  is  an  invalua- 
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ble  instrument.  For  commercial  purposes,  however,  a 
wattmeter  is  necessary  that  will  make  a  continuous 
record  of  the  energy  consumed  on  a  circuit,  precisely  as 
a  gasmeter  records  the  consumption  of  gas. 

This  need  is  filled  by  the  various  recording  wattmeters, 
of  which  the  Thomson  recording  meter  will  serve  as  a 
type.  The  instrument  consists  of  a  simple  skeleton 
motor  having  no  iron  in  either  armature  or  field.  The 
fields,  which  consist  of  two  coils  one  on  either  side  of 
the  armature,  are  connected  in  series  with  the  lamps  or 
motor  whose  absorption  of  energy  they  are  to  measure, 
all  the  current  in  use  passing  through  them.  The  arma- 
ture, which  is  of  what  is  familiarly  known  as  the  **  Sie- 
mens-drum "  class,  having  a  small  silver  commutator  and 
brushes,  with  silver  contact  pieces,  is  in  shunt  across  the 
line,  like  a  lamp.  It  has  a  considerable  resistance  of 
fine  wire  in  series  with  it,  and  thus  forms  a  **  pressure 
coil"  whose  current  varies  with  the  voltage. 

Now  as  the  field  varies  with  the  current,  and  the  arma- 
ture with  the  E.  M.  F.,  the  speed  of  the  motor  will  vary 
directly  with  the  product  of  the  current  and  the  E.  M.  F., 
thus  measuring  the  watts  passing  through  the  circuit. 

In  order  to  secure  accuracy  the  influence  of  friction 
must  be  compensated  for.  This  is  accomplished  by 
taking  off  the  armature  circuit  beyond  the  fields,  thus 
securing  a  slight  constant  field  independent  of  that  caused 
by  the  armature  current  though  the  field  coils.  On  very 
low  loads,  where  friction  is  a  strong  factor,  this  constant 
field  forms  a  considerable  part  of  the  total  field,  while  on 
medium  or  full  load  both  the  friction  and  the  constant 
field  are  but  small  factors,  and  may  be  neglected. 

A  device  is  also  adopted  to  cause  the  armature  to  rotate 
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at  a  low  speed,  thus  reducing  the  wear  on  the  instru- 
ment. This  is  very  neatly  accomplished  by  placing  on 
the  armature  shaft  a  thin  disc  of  copper,  which  rotates 
between  the  poles  of  three  permanent  magnets.  The 
fields  of  these  magnets  generate  eddy  currents  in  the 
disc,  and  the  work  thus  done  forms  a  drag  on  the  motor 
proportional  to  the  speed. 

The  indications  of  the  meter  are  shown  in  watt-hours 
on  the  dial,  whose  train  of  wheels  engages  with  a  worm 
on  the  shaft,  thus  connecting  it  with  the  revolutions  of 
the  armature.  The  calibration  of  the  meter  is  accom- 
plished by  moving  the  poles  of  the  permanent  magnets 
toward  or  away  from  the  periphery  or  centre  of  the  disc, 
thus  regulating  its  speed,  until  it  is  synchronous  with  the 
standard  instrument. 


CHAPTER  V. 

MEASUREMENT   OF   ELECTROMOTIVE   FORCE. 

Leaving  the  subject  of  current  and  its  measurement^ 
we  pass  to  the  study  of  that  influence,  electromotive 
force,  which  sets  the  electricity  in  motion  and  produces- 
the  current.  An  E.  M.  F.  has  been  defined  as  that  which 
causes  or  tends  to  cause  a  current  flow.  The  word  force 
is  not  here  used  in  its  mechanical  meaning,  for  electricity 
is  not  matter  in  the  usual  sense.  An  E.  M.  F.  is  analo- 
gous to  water  pressure  and  potential  difference  (P.  D.)  is  a 
term  corresponding  to  difference  of  level.  P.  D.  is  inde- 
pendent of  the  current  or  resistance  in  a  circuit  just  as 
the  difference  of  level  between  the  two  ends  of  an  inclined 
pipe  is  independent  of  the  water  flow,  or  of  the  obstruc- 
tion offered.  P.  D.  thus  defined  is  the  total  E.  M.  F. 
of  a  circuit,  and  cannot  be  limited  to  mean  the  fall  of 
potential  between  any  two  points;  as,  for  example,  the 
terminals  of  a  battery.  If  a  battery  develops  a  P.  D.  of  2 
volts,  measured  on  open  circuit  by  a  static  voltmeter, 
there  will  still  be  2  volts  on  closed  circuit,  but  there 
will  now  be  a  loss  of  potential  through  the  battery's 
internal  resistance  and  the  terminal  P.  D.  will  be  less 
than  the  total  E.  M.  F.  The  static  voltmeter,  never  clos- 
ing the  circuit,  actually  measures  the  battery's  total  P.  D. 
An  ordinary  voltmeter  practically  realizes  this  condition 
in  that  its  resistance  is  very  high,  and  the  current  so- 
small  that  the  internal  loss  of  pot 
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Looked  at  a  little  diflFerently,  the  battery  and  meter  are 
in  series  and  the  total  E.  M.  F.  distributes  itself  accord- 
ing to  the  resistance:  the  meter  resistance  is  so  great 
compared  to  that  of  the  battery  that  the  drop  through 
the  battery  can  be  neglected. 

While  the  total  E.  M.  F.  is  independent  of  resistance  or 
current,  the  "drop"  between  any  two  points  of  a  closed 
circuit  depends   upon   both.     This   has   its  hydrostatic 
analogy.     If  through  a  pipe  of  uniform  section  a  stream 
of  water  flow,  the  fall  or  decrease  of  pressure  will  be 
uniform,  as  would  be  shown  by  inserting  pressure  gauges 
at  regular  intervals  along  its  length.     If  an  obstruction 
be  placed  in  the  pipe,  as,  for  example,  a  lot  of  sponges, 
the  greatest  fall  of  pressure  takes  place  from  one  side 
to  the  other  of  this  obstruction,  which,  if  so  effectual  as 
to  entirely  stop  the  current  flow,  will  cause  all  gauges  on 
the  pump  side  to  register  full  pressure  and  those  beyond 
the  obstruction  no  pressure  at  all.     Under  a  natural  cur- 
rent flow,  the  gauge   nearest   the   pressure  side   of  the 
pump  registers  highest  and  each  succeeding  gauge  a  less 
amount.     So  in  an  electric  circuit,  if  composed  of  a  uni- 
form homogeneous  conductor,  the  P.  I),  per  unit  of  length 
of  circuit  will  be  everywhere  the  same;  but  if  of  variable 
section  or  composition  the  greatest  drop  will  take  place 
through  the  unit  length  of  highest  resistance.      If  at  any 
point  the  circuit  be  opened  the  resistance  here  becomes  in- 
finite, and  across  it  will  take  place  the  total  P.  1).  of  the 
source.    These  facts  are  expressed  (luantitatively  in  Ohm's 
law,  E  =  IR^  where  E  is  the  drop  across  a  portion  of  the 
circuit  of  resistance,  R^  with  a  (  urrent,  /,  flowing.     Since 
/is  the  same  f(;r  the  whole  circuit  the  drop,  E.  is  seen  to 
be  everywhere  proportional  to  R,     If  R  —  o,  indicating 
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the  two  points  to  be  coincident,  E  =  o,  li  R  increases 
more  and  more  ^does  likewise  and  reaches  a  maximum 
when  ^  =  00,  /.  ^.,  when  circuit  is  opened.  In  this 
case,  /  =  o.  When  instead  of  absolute  open  circuit  we 
have  a  voltmeter  across  the  break,  there  flows  a  small 
current.  Upon  this  depends  the  utility  of  voltmeters, 
test-lamps,  magnetos,  etc.,  for  locating  an  open  circuit. 
The  test  consists  in  successively  placing  the  terminals 
across  different  parts  of  the  circuit;  when  the  instru- 
ment includes  the  break,  the  circuit  is  completed  and 
the  lamp,  bell,  or  needle  shows  it.  In  such  testing  it  is 
necessary  to  have  the  resistance  of  the  test  circuit  large 
to  obviate  abnormal  flows  of  current  through  the  devices. 
It  may  seem  unnecessary  to  say  that  a  magneto  must 
not  be  placed  across  a  break  in  a  live  wire,  nor  must  we 
expect  a  voltmeter  or  lamp  circuit  to  give  results  across 
a  break  in  a  dead  one,  unless  the  test  lines  themselves 
include  a  source  of  voltage.  The  voltage  in  use  dictates 
the  meter  or  the  number  of  lamps  that  should  be  in  series. 
Witli  new  men  there  seems  to  be  a  weakness  due  to 
thoujihtlessness,  not  ignorance,  for  placing  a  low  voltage 
meter  across  a  hioii  voltage  circuit,  or  putting  a  single 
lamp  across  several  luindred  volts»  or  using  a  live  test 
circuit  to  locate  a  fault  in  some  other  live  circuit. 

The  commonly  used  sources  of  E.  M.  F.  are  primary 
batteries,  storaije  batteries,  and  dynamos.  In  commer- 
cial testing  we  have  most  to  do  with  primary  batteries 
and  dynamos.  Oi  batteries,  tlie  Panieirs  and  Leclanch^ 
are  most  met  with,  the  former  in  closed,  the  latter  in 
open  circuit  wtM'k.  In  cK^scd  v  irviiii  work  the  battery 
carries  a  curreiu  cvMUinv^>r.vlv.  br.:  \\\  open  circuit  work, 
onlv  \vl\en  the  ci;\  u.t   is  civ^sc^i  bv  the  button  or  switch. 
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The  Daniell  cell  is  a  double  fluid  one,  having  a  zinc  plate 
dipping  into  zinc  sulphate  and  a  copper  plate  dipping 
into  copper  sulphate  while  a  porous  partition  separates 
the  two  fluids;  more  commonly  each  plate  occupies  a 
porous  cup  containing  the  proper  fluid,  and  both  are 
placed  in  a  vessel  of  zinc  sulphate.  Fig.  37  shows  a 
cell  much  used  as  a 
standard  in  testing 
rooms.  In  a  glass  r 
vessel  porous  cups  are 
placed  and  a  wooden 
cover  serves  the  dou- 
ble purpose  of  pro- 
tecting the  solution 
and  holding  the  plates 
in  place.  Three 
points  recommend  the 

cell  as  a  standard  of  E.  M.  F.,  viz.,  (i)  It  has  but 
little  tendency  to  polarize;  (2)  its  voltage  is  nearly 
unity;  (3)  its  E.  M.  F.  is  little  modified  by  temperature 
variations.  To  understand  what  is  meant  by  polariza- 
tion of  a  cell,  we  must  know  that  as  soon  as  the  circuit 
is  closed  and  chemical  action  begins,  hydrogen  gas  is 
set  free  at  the  zinc  plate,  and  if  allowed  to  accumulate 
sets  up  an  E.  M.  F.  opposed  to  that  of  the  cell.  If  the 
current  used  is  small,  the  gas  is  taken  up  chemically  by 
the  sulphate  liquid,  thus  keeping  the  plate  free.  A  well- 
prepared  Daniell  cell  is,  if  carefully  handled,  free  from 
polarization,  and  the  constancy  is  even  improved  by 
allowing  the  cell,  when  not  in  use,  to  send  a  small  cur- 
rent through  a  high  resistance,  thereby  preventing  the 
mixing  of  the  copper  and  zinc  sulphates  by  diff"usion. 


Fig.  37. 
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A  single  cell  or  dynamo  or  any  number  of  cells  or 
dynamos  permanently  arranged  may  be  regarded  as  a 
single  cell  or  dynamo  of  increased  voltage  or  current 
capacity,  or  both,  and  will  yield  the  largest  current  on 
short  circuit:  /.  ^.,  any  given  arrangement  of  cells  or 
dynamos,  constituting  a  battery,  will  give  the  most  cur- 
rent when  the  external  or  outside  resistance,  R  =z  o,  and 
the  internal  resistance,  r,  alone  limits  the  current  value. 
For 

E 


/  = 


RT'r^ 


and  if  ^  =  o,  corresponding  to  short-circuiting  the 
battery  terminals,  then 

r 

must  have  its  greatest  value  because  r  will  go  into  E 
more  times  than  i?  +  r  will.  Assuming  no  secondary 
or  armature  reactions  to  exist,  cells  and  dynamos  do  the 
most  work  when  short  circuited,  because  /is  then  greatest 
and  E  remains  the  same,  and  work  per  second  =.  I  E. 
But  none  of  this  work  is  useful;  it  is  wasted  in  internal 
heating  and  is  a  total  loss.     Since  efficiency, 

_    useful  work 
*  total   worlc 


7/  is  here  o  for  there  is  no  useful  work,  though  the  heat- 
ing  of  the  cell  shows  that  much  work  is  being  wasted. 
If  from  o,  the  external  resistance  be  gradually  increased, 
the  amount  of  work  done  in  the  external  circuit,  and  with 
it  the  efficiency,  increases.     This  external  or  useful  work 
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becomes  a  maximum  when  r  =  -^  and  here  7  =  50  ^. 
Work  per  second,  as  we  have  seen,  =  E  I.  If  /  is 
the  same  throughout,  the  work  done  in  different  parts  of 
the  circuit  must  depend  upon  the  distribution  of  E. 
Now  E  distributes  itself  according  to  the  resistance,  and 
since  R  —  r  each  must  have  a  drop  equal  to 

E 


and  each  is  the  seat  of  work  per  second  in  amount 
equal  to 

2 

I.  ^.,  out  of  a  total  work  per  second  =  I  E,y  one-half  is 
useful  and  ;;  is,  therefore,  50  ^.  Further,  if  by  vary- 
ing R^  the  efficiency  be  made  above  or  below  50  ^  the 
useful  work  per  second  will  decrease:  this  is  because 
a  given  change  of  relation  between  r  and  R  has  a 
greater  per  cent,  effect  upon  the  distribution  of  work 
between  them  than  it  has  upon  the  total  work  done. 
Ex. :  Let  i&  =  2,  /?  =  i,  r  =  i.     Then 

/  =  — ; —  =  I  ampere. 

I  +  I 

The  total  work  done  per  second  is-^/=2Xi=2 
watts.     The  useful  work  is 

—  X/=iXi  =  i  watt 
2 

Now  let  R  be  reduced  to  1/2  ohm.     Then, 

-  2  24 

/  =  — ; — 7-  =  — T-  =  -  ampere, 
I +  1/2       3/23 
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^lui  the  total  work  per  second  is 

4  8 

-  X  2  =  —  =  2  2/3   watts, 

3  3 

4ik1  the  useful  work 

=  —  X  -^  =  —  watt, 
3  3  9 

aji^  ap^>osed  to  i  watt  before  the  change;  showing  that 
ulthou^h  the  total  work  has  been  increased  ^^  ^  the 
usciul  work  has  been  reduced  11  ^,  and  the  total 
cUcvt  has  been  to  not  only  decrease  the  useful  out- 
\Ha  yKV  second  but  to  decrease  ;^as  well.  Let  us  next 
vi4>^>v>sc  Af  to  be  increased  to  i  1/2  ohm,  everything  else 
tK»n^  the  same  as  before. 

^  224 

.    -  =  -7 — I 7-  =  — r   =  —  ampere, 

I  -r  I  I   -         2/2  +  3/2        5/2  5 

li^o  cuncnt:  4.  5  X  2  =  vS  '5  =  i  3/5  watt,  the  total  work 
IKi  Nvvvu»J:  X  -  ^  45  =  12  ^10  =  6  '5  =  drop  across  /*, 
iiul    Ox    \   4  5   =    ^4^25    watt,    the   useful    work    per 
xvkvkkL     Ni>  wc  see  the  effect  />/  fofo  has  been  to  decrease 
UK   iv^ial    work,    increase  the   relative  amount  of   useful 
v^  •.;>,,   .i:ul    hcacc    the   efficiency.     That  is    to    say  that 
I  i.K^i;;^  ihcic  »s  not  as  much  work  done,  of  that  which 
.   vv  .u    v  latter  [.KT  cent,  is  useful. 

N\  V    u;t>i  ^aictully  distinguish  between  the  problem  of 
u.     si^     Kulci    \\hsU   cv>:uiition    a    given    cell   or  battery 
...    .    ...V  A   uayiuunu  current,  and  the  problem,  how  must 

I    .,  vv  >    sjiutK'i   oi   cclU  be  arranged  to  give  maximum 

>  v^u<h  a  n\c<l  external  resistance.     The  answer 

.'  .<    s    v'        vv  iv»  the  seconil,  A^  =  ;-.      In   the  first 

..         s   ivssU   .V  »>%  »u»i ;   iu  the  second   case  the  reverse 
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ts  true.  In  other  words  we  might  take  a  number  of  cells 
and  arrange  them  in  a  certain  way,  and  whatever  way 
that  happened  to  be,  the  battery  would  give  greatest 
cyrrent  on  short  circuit;  but  unless  by  chance  we  struck 
the  right  combination,  we  could  rearrange  the  cells  to 
give  a  greater  current  by  fulfilling  the  condition  i?  =  r. 
The  greater  ^compared  to  r,  the  greater  the  efficiency 
at  which  the  battery  works,  and  when  J^  becomes  very 
great  ?;  is  very  nearly  100  5^,  but  we  cannot  say  that 
the  efficiency  is  greatest  when  R  ^  infinity^  correspond- 
ing to  open  circuit,  for  then  /  m  o,  and  although  the 
battery  is  not  taking  in  or  wasting  any  work,  neither 
is  it  giving  out  any  useful  work,  and  the  expression  for 

efficiency 

useful  work 

n- 

becomes 


total  work 


an  indeterminate  quantity, 

k  cell's  internal  resistance  depends  upon  the  density 
of  the  solutions,  the  size  of  the  plates,  their  distance 
apart,  and  the  thickness  and  composition  of  the  porous 
pots.  On  the  other  hand  the  E.  M.  F.  is  independent 
of  dimensions  and  depends  solely  upon  the  nature,  purity, 
and  density  of  the  acids,  and  on  the  nature  and  purity  of 
the  plates.  The  use  of  impure  metals  gives  rise  to  local 
action  detrimental  to  the  E,  M.  F.  and  durability  of  the 
cell  To  insure  homogeneity  in  the  plates  the  zinc 
should  be  amalgamated,  and  the  copper  electroplated. 
Before  amalgamation  the  zinc  must  be  thoroughly 
cleansed  with  scratch  brush  and  buffer,  then  dipped  for 
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a  moment  in  sulphuric  acid.  Next  pour  mercury  into  a 
flat  tray  with  dilute  sulphuric  acid,  and  with  a  rag  wash 
acid  and  mercury  together  on  to  the  zinc,  until  its  surface 
is  uniformly  bright.  Where  dirt  spots  exist  the  mercury 
and  zinc  will  not  unite.  After  amalgamation  wash  in 
running  water  to  remove  all  trace  of  acid.  The  copper 
plate  is  prepared  after  the  manner  of  the  voltameter 
plates  already  given.  The  influence  of  solution  density 
and  condition  of  plates  is  as  follows: 

Increase  in  density  of  copper  sulphate  increases 
the  E.  M.  F. 

Increase  in  density  of  zinc  sulphate  decreases  the 
E.  M.  F.* 

Oxidation  in  zinc  surface  decreases  the  E.  M.  F. 

Oxidation  in  copper  surface  increases  the  E.  M.  F. 

The  presence  of  oxide  is  to  be  particularly  guarded 
against  by  electroplating  immediately  before  using  the 
cell,  otherwise  an  error  of  as  much  as  2  <^  may  result. 
Fleming  recommends  the  following  as  standard  solutions: 

1.  Copper  sulphate  saturated  at  15®  C.  density  1.2. 

2.  Zinc  sulphate  saturated  at  15*^  C.  density  1.2. 
This  combination  will  with  clean  |)lates  give  an  E.  M.  F. 
of  very  nearly  1.102  volt.     A  second  receipt  is: 

1.  Copper  sulphate  saturated  at  15^  C.  density  i.i. 

2.  Zinc  sulphate  saturated  at  15*^  C.  density  1.4. 
Ciivinii  an  K.  M.  F.  of  1.072  volt.     If  the  cell  is  allowed 
to  stand  an   hour  or  so  its   voltage   will   rise  about  .003 
volt,  while  the  presence  of  any  impurity  on  the  plates 
will  lower  it  2  or  ^^  «^. 

Says  Professor  l\irhart  o\  this  cell:  **The  many  pre- 
cautions   required    to    insure   a    nornuil    E.    M.    F.  in   a 

♦  Cirharl's  /'m»v.;'i   .^\;.'.',  •;./.  pp.  lvX>,  103. 
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Standard  Daniell  cell,  on  every  occasion  of  its  use,  are 
more  than  an  offset  to  a  negligible  temperature  coeffi- 
cient in  comparison  with  that  of  a  Clark  cell."  Inas- 
much,  however,  as  the  Daniell  cell  can  be  constructed  in 
any  testing  room  while  the  standard  Clark  cell  can  only 
be  procured  by  purchase,  the  former  will  no  doubt  hold 
its  own  as  a  standard  easily  made  and  easily  replaced. 

Where  the  Daniell  is  used  as  a  standard  it  is  well  to 
always  make  up  two  cells,  in  order  that  they  may  be 
checked  up  by  comparison  with  each  other.  If  one  causes 
the  galvanometer  to  show  a  deflection  of  no  divisions,  the 
other,  under  similar  conditions,  should  do  the  same;  with 
a  series  connection  and  the  cells  in  opposition  there 
should  be  no  deflection. 

For  open  circuit  work  such  as  bells  and  signals  and  in 
some  zero  methods  of  testing,  the  Leclanch^cell  is  much 
used.  It  is  not  suited  for  general  testing  on  account  of 
its  rapid  polarization  when  giving  a  current.  To  appre- 
ciate this  effect  it  is  only  necessary  to  press  a  bell  button 
for  a  few  moments,  when  the  bell  will  finally  cease  to  ring. 
The  cell  will  however  regain  its  former  E.  M.  F.  if  allowed 
to  stand  for  a  while,  because  the  hydrogen  gas  accumu- 
lated disappears,  and  with  it,  its  back  E.  M.  F.  The 
structure  of  this  cell  is  as  follows:  In  a  glass  jar  contain- 
ing a  solution  of  sal  ammoniac  is  placed  a  zinc  rod  con- 
stituting one  terminal  of  the  cell.  The  other  terminal, 
a  carbon  plate,  is  in  a  porous  cup,  and  is  surrounded  by  a 
mixture  of  powdered  carbon  and  manganese  dioxide;  the 
office  of  the  porous  cup  is  to  hold  the  dioxide  and  carbon 
closely  about  the  carbon  plate.  The  liquid  diffuses 
through  the  cup  and  the  cell  is  ready  for  use.  The  object 
of  the  dioxide  is  to  oxidize  the  hydrogen  as  fast  as  it  is 
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liberated  and  thus  to  free  the  cell  from  polarization.  Ex- 
cepting for  small  currents,  the  action  of  the  manganese 
dioxide  is  not  rapid  enough  to  do  away  with  all  polariza- 
tion, but  a  cell  soon  recovers  itself  when  allowed  to  stand 
idle.  A  milky  color  of  the  solution  indicates  that  the 
salammoniac  needs  renewal,  arid  it  is  best  to  entirely 
replace  the  old  solution  with  new.* 

Having  briefly  spoken  of  the  sources  of  E.  M.  F.  we 
may  now  pass  to  its  measurement.  The  galvanometer  is 
the  backbone  of  all  instrumental  work.  In  the  testing 
room  it  is  desirable  to  have  the  instrument  arranged  to 
measure  current,  potential  difference,  and  resistance. 
To  fulfill  these  varied  requirements,  no  galvanometer  is 
better  adapted  than  a  high  resistance  reflecting  Thomson 
galvanometer  provided  with  suitable  shunts,  directing  mag- 
net and  scale.  Such  an  instrument  is  qualified  to  read  the 
drop  on  field  or  armature,  to  give  insulation  resistance  from 
zero  to  millions  of  ohms,  or  to  indicate  current  values  be- 
tween limits  fixed  only  by  the  shunt  in  use.  The  requisites 
which  a  good  galvanometer  should  fulfill  are  as  follows: 

(a)  An  astatic  magnetic  system  of  small  weight. 

(d)  A  variable  magnetic  control. 

(c)  Four  coils  of  nearly  equal  resistance  and  effect. 

{(/)  High  insulation  and  resistance. 

The  first  is  secured  by  constructing  the  needle  as 
follows  f  :  a-No.  15  aluminum  wire  from  2  1/2"  to  3"  long  is 
flattened  at  both  ends,  and  to  it,  at  a  distance  apart  equal 
to  the  distance  between  the  centres  of   the  coils,   mica 

♦  The  subject  of  Primary  Batteries  is  very  ably  treated  in  a  little  work 
by  Professor  Carharl.  ami  the  more  ambitious  readig'.  j>  referred  to  this 

work  for  further  informaiion. 
f  Carhart's  £/(rct.  Afcas  ,  p.  145. 
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discs  are  attachedi  by  means  of  beeswax.    Pieces  of  small 
pant)  wire  3/S"  to  1/3''  long  are  permanently  magnet- 
tied  anil  are  placed  on  the  back  of  the  discs,  as  shown  in 
Fi^,  |8j  with  their  poles  opposing  each  other, 
FiDilly  the  needle  is  suspended  by  a  silk  fibre, 
and  by  drawing  a  magnet  over  the  system  it  is 
made  perfei-'tly  astatic  (/.  ^,,  so  that  the  A^and  ^S" 
pfjies  exactly  balance).     This  condition  is  indi- 
atcd  by  the  needle  finally  setting  itself  ^  and 
^r  instead  of  JV  and  S\     To  understand  this 
action  we  must  look  mare  fully  into  the  mean- 
ing and  advantages  of  an  astatic  combination. 
Ln  an  astatic  combination  one  needle  has  its 
JT,  the  other  its  S  pole  pointing  in  the  same 
direction*     The  result   is   that  any  tendency 
of  one  needle  to  place  itself  in  regard  to  the 
■  earth's   field    is  opposed  by   the  counter  ten- 
'  dency  of  the  other  needle  to  which  it  is  rigidly 
attached.     The  earth's  ficid   then  having  an 
equal  but  opposite  influence  un  the  two  needles^  has  no 
influence  on  the  system  as  a  whole,  other  than  to  cause 
them  to  take  tip  the^and  /F  position;  in  other  words, 
this  peculiar  behavior  is  due  to  the  fact  that  the  needles 
though  of  equal  and  opposite  strength  are  not  perfectly 
altgned,  and  the  resultant  effect  of  the  earth's  field  sets 
Lihem  east  and  west.*    A  perfectly  astatic  balance  is  seldom 
Ittained  and  is  seldom  needed  in  the  more  practical  lines 
of  work.     A    perfect    balance    deprives  the  needles  of  all 
directing   force   and    makes    the  system    unsteady.     To 
complete   the   suspended  part  a  small  round   mirror  is 
attached  with  wax  to  one  of  the  mica  discs. 


Fig.  3a» 


*  Set  Ayrton*s  Pnjc.  ElfcL,  p.  28a,  rvote. 
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The  directing  magnet,  which  stands  directly  over  the 
coils  and  can  be  either  rotated  or  moved  up  and  down, 
secures  the  {d)  condition  of  variable  magnetic  control. 
The  object  of  this  is  two-fold;  i.  To  render  the  system 
independent  of  the  earth's  field,  or  of  other  disturbing 
fields.  2.  To  change  the  galvanometer's  sensibility,  /.  ^., 
to  alter  the  deflection  which  a  given  current  causes,  and 
thereby  varying  the  galvanometer's  reading  range. 

In  the  testing  rooms  of  large  electrical  works  where 
moving  masses  of  iron  and  charged  fields  of  varying 
intensity  act  as  disturbing  influences  it  is  customary  to 
shield  the  galvanometer  with  several  soft  iron  rings  sur- 
rounding the  coils  in  the  horizontal  plane  of  the  needles. 
Sometimes  the  instrument  is  put  in  an  iron  box  provided 
with  a  hole  through  which  the  mirror  reflects  the  ray. 
The  iron  gathers  to  itself  any  wandering  lines  of  force 
and  frees  the  needle  from  their  influence.  (It  is  for  this 
reason  that  iron  cases  protect  watches  from  magnetism.) 
With  an  unprotected  galvanometer,  care  must  be  taken 
that  masses  of  iron  in  the  immediate  neighborhood  of  the 
galvanometer  are  not  disturbed  during  the  test,  nor  must 
the  directing  magnet  be  touched.  For  if  the  needle  is 
adjusted  to  o  under  influences  which  are  afterward 
changed  the  adjustment  is  destroyed,  and  error  intro- 
duced. Wlicro  the  disturbing  influences  are  very  strong, 
as  in  c».>nuncrcial  testing  rooms,  it  is  found  best  to  have 
1 .10  cvMUrollii^i;  magnet  well  down  over  the  needle;  this 
al>v>  lessens  tiu*  error  likely  to  arise  from  want  of  adjust- 
nu^n:  i:i  the  earth's  nu'rivhaa.  Anot:\er  precaution  to  be 
t,ikeii  IS  tv^  be  sure  t:iat  the  s':s;n'n>:v^i  r.l^re  is  not  under 
tvMS'.v^p.  \v!\en  the  ray  v>l  lii:.u  ;^  .i:  s." :  v-r.  v!e'.:cate  instru- 
nu^r.is  ilr.s  ivMsu^n   >iu^;i".v:  >e    ^'ic'  c  >*o  s::ue   the  maker 
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if  supposed  to  eliminate  it  as  far  as  possible,  by  using 
only  the  finest  of  silk^  or  a  quartz  fibre.  The  presence  of  1 
effor  due  to  torsion  can  only  be  proven  ultimately  by 
[flaking  the  needleas  sensitive  as  possible,  ^dyusiing  exacf/y 
in  the  earth's  meridian  and  noting  if  the  deflections  on 
yppgsitc  sides  of  o  are  equal;  provided  other  sources  of 
errur  may  be  assumed  10  have  been  eliminated,  the 
uitquality  may  be  charged  to  torsion  and^  if  appreciable, 
tfic  suspension  changed. 

To  facilitate  adjustment  in  the  earth's  fieidp  the  mag- 
netic meridian  should  be  determined  as  accurately  as 
passible,  and  laid  off  on  the  testing  tr.blc;    this  can  be 
done  by  alio  wring  a  compass  needle  to  come  to  rest^  sight- 
ing along  its  jV  and  .S  poles,  and  projecting  its  direction 
line  on  the  table:  in  doing  this  external   magnetic  influ- 
ences of   local   character  sliould  be   removed,   and    the 
position  of  all  magnetic  b->d4es    be   that  in  which  it  is 
intended   the   wtirk  shall   afterward   be   carried  on.     A 
second  A'  and  S  line  must  now  be  laid  off  at  a  distance 
frum  the  first   equal  to   the   intended   distance  between 
needle  and  scale.     These  lines  are  each  laid  off  by  means 
of  the  compass,  and  if  both  observations  have  been  cor- 
rect  the  lines  svil!   be  parallel     An  Band  If '  Vine  must 
now  be  drawn  and  the  galvanometer  needle  placed  over 
one  intersection,  the  xero  of  the  scale  over  the  other. 
In  mapping  out  the  lines  the  tester  must  bear  in  mind 
that  the  aluminum  pointer  on  most  home-tnade compasses 
is  at  right  angles  to  the  needle  itself.     It  may  happen 
that  tlie  mirrtif  is  nut  mounted  exactly  parallel  to  the 
needles  and  the  scale  may  have  to  be  shifted  or  the  lamp 
moved  to  bring  the  ray  to  o.      In  all  galvanometer  work 
vibrations  of  the  needle  due   ti>  jarring  greatly  hinders 


126  TESTING   OF   DYNAMOS   AND   MOTORS. 

rapid  readings.  The  best  results  are  obtained  by  plac- 
ing the  instrument  on  a  stone  pier  built  up  from  the 
ground,  and  entirely  free  from  the  building.  If  this  is 
impracticable  there  should  be  set  into  the  wall  of  the 
building  a  shelf  long  enough  to  accommodate  the  galvano- 
meter and  scale.  The  wall  chosen  should  have  its  length 
in  the  direction  of  the  meridian,  so  that  the  shelf  may  be 
long  and  narrow.  With  regard  to  the  instrument  itself 
it  is  necessary  that  the  needle  should  be  at  the  centre 
of  the  coil;  if  *t  is  not,  not  only  will  the  coil's  influence 
vary  for  different  positions  of  the  needle,  but  a  more 
evident  annoyance  will  be  a  swinging  motion  of  the  needle 
each  time  the  circuit  is  closed,  due  to  the  needle's  being 
more  powerfully  attracted  to  the  nearer  side  of  the  coil. 
Proper  adjustment  is  secured  by  making  the  fibre  the 
right  length  and  then  accurately  leveling  the  instrument 
by  means  of  screws  provided  for  the  purpose.  On  high 
grade  galvanometers  is  found  a  plumb  line  attachment. 
On  other  instruments  the  eye  alone  is  used  to  centre  the 
needle.  In  regard  to  the  (c)  and  (d)  requisites  above 
cited:  they  are  in  a  degree  akin  to  each  other.  On  in- 
struments having  symmetrically  disposed  coils,  these 
must  be  electrically  balanced  so  that  their  effects  will  be 
the  same;  and  for  a  given  size  bobbin  and  a  given  size 
wire,  condition  (r)  is  fulfilled  if  the  electrical  resistances 
are  the  same,  for  we  may  then  be  reasonably  sure  that  all 
spools  have  the  same  number  of  turns.  Specification  (d) 
for  high  resistance  is  a  technical  way  of  saying  that 
the  instrument  must  be  wound  with  fine  wire  so  as 
to  get  on  a  great  many  turns,  and  thereby  make  it  very 
sensitive:  for,  to  give  it  a  high  resistance  merely  for  its 
current  limiting  effect,  would  be  much  less  economical 
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than  to  introduce  resistance  ootslde  of  the  coils.  High 
msuladon  is  necessary  to  the  successful  operation  of 
ny  in  SI  rumen  t  Finally,  there  should  be  adequate 
rjteciion  from  dust  and  moisture.  The  former  is 
secured  by  keeping  the  galvanometer  under  cover;  the 
hUer,  by  placing  near  it  a  box  of  chluride  of  lime  or  an 
i>ptn  vessel  of  sulphuric  acid,  either  of  which  will  absorb 
Eiimsture,  The  presence  of  dust  not  on^y  invites  a  short- 
arcuit  m  its  more  manifest  forms»  but  by  absorbing 
ttoisture,  and  affording  a  leakage  path,  affects  the  %alue 
nf  the  shunt  and  thereby  introduces  error. 

Wires  leading  to  and  from  the  galvanometer  should  be 
twisted  together,  so  as  to  neutralize  each  other*s  mag- 
neiie  effect  upon  the  needle.  These  wires  should  also  be 
secured  to  a  stout  insulator  before  passing  to  the  instru- 
ment, thus  securing  it  against  injury  should  the  lines 
receive  an  accidental  jerk.  Convenient  to  the  operator's 
right  hand  should  be  a  reversing  switch,  and  a  key  for 
closing  the  galvanometer  circuit.  It  is  very  convenient 
to  have  the  two  combined  in  one  device. 

The  knack  of  taking  readings  rapidly  on  both  sides  of 
©,  is  acquired  only  by  practice  in  the  use  of  the  key. 
Thus  if  the  ray  be  at  o  and  the  key  be  closed,  the  ray 
swings  immediately  and  the  needle's  inertia  carries  the 
ray  far  beyond  the  true  deflection;  if  the  key  is  kept 
closed  some  time  will  elapse  before  the  ray  comes  to 
rest.  If,  however,  as  sunn  as  the  ray  is  well  started  up 
the  scale  the  key  be  opened,  the  needle  stops  almost 
immediately  and  the  ray  begins  to  descend;  at  this 
instant  the  key  may  be  again  closed :  by  repeatedly 
opening  and  closing  the  key  at  the  right  instant  the  ray 
is  soon  brought  to  a  stand.     The  same   tactics  may  be 
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pursued  in  returning  the  ray  to  o,  and  in  taking  reversed 
readings. 

As  a  precaution  against  danger  in  handlings  as  well  as. 
against  error»  it  is  well,  where  high  voltages  are  used,  to 
cover  ail  keys  and  switch  handles  with  hard  rubber,  and  to 
mount  the  tester's  stool  on  insulators.  Since  it  is  unsafe 
to  introduce  high  voltage  into  the  galvanometer  circuit,  it 
is  customary  when  measuring  such  voltages  to  use  pro- 
portion lines.  Proportion  lines  are  a  device  by  which 
a  known  fraction  of  the  external  voltage  is  applied  to  the 
galvanometer  circuit.  In  using  this  device  the  operator 
is  still  liable  to  shocks  incidental  to  a  grounded  circuit, 
but  is  not  liable  to  the  full  voltage  by  getting  his  hand 
across  the  key  when  it  is  open.  Again,  by  using  these 
lines  the  higher  voltages  are  read  without  the  necessity 
of  placing  in  the  galvanometer  circuit  very  expensive 
resistance  boxes  to  reduce  the  current  to  a  readable  defiec« 
tion.  It  is  true  that,  outside  high  resistances  must  be 
used,  but  here  it  is  necessary  to  limit  the  current  to  per- 
haps 30  amperes,  while  in  the  galvanometer  circuit  it  must 
not  rise  above  say  30/10,000  of  an  ampere.  The  propor- 
tion lines  consist  of  a  resistance  box  of  such  a  value  and 
capacity  as  to  carry  without  undue  heating  the  current 
sent  through  it  by  the  voltage  to  be  measured.  Across 
a  known  fraction  of  this  resistance  are  connected  lines 
to  the  galvanometer  which  measures  the  P.  D.  included. 
The  total  voltage  is  to  the  P.  D.  measured  as  the  total 
resistance  is  to  that  included  by  the  lines  or  V^  :  Vg 
jR  :   r,  whence 


•  • 
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where  P\  is  the  R  D.  measured  by  the  galvanometer.  In 
titfect  current  work  where  potential  dilterenctfs  exceed* 
iog  /Oo  or  iioo  volts  arc  seldom  met  with,  this  method 
cin  be  used  throughout  the  whole  range  of  commercial 
work;  higher  voltages,  usually  found  on  arc  machines, 
arc  handled  by  increasing  the  resistance^  J^^  Nor  will 
the  heating  of  the  box,  i?,j  affect  the  result  if  it  is 
nmie  Ebroughout  of  the  same  material  so  arranged  as 
!o  iiisurc  uniform  ventilation.  As  ^,  increases,  due  to 
nsc  of  tempera- 
tare,  r  does  like*    f j  1 1 1 1 1" 

rise,  and  at  the 
same  rate,  and  re- 
mains the  same 
fraction  of  /^g  a*^ 
when  cold.  If, 
however,  one  part 
be  of  copper  and  the  other  of  German  silver,  or  any  other 
metal  than  copper,  the  device  will  give  correct  results 
only  for  the  temperature  at  which  it  was  set  up,  far  all 
mct-ils  differ  in  the  amount  of  their  resistance  variation 
for  a  given  change  in  temperature. 

It  is  practicable  to  arrange  a  single  proportion  box 
for  reading  over  a  wide  range  of  voltage,  but  it  is  better 
to  have  two  or  more  boxes  standardized  between  their 
limits.  Fig.  59  shows  the  connections  for  a  box 
intended  to  read  any  voltage  up  to  2,000,  For  reading 
op  to  125  switch  A'"  is  closed  and  the  other  switches 
remain  open*  For  250,  A"*  is  closed,  the  rest  being  open, 
etc.  Since  the  resistance,  off  which  the  galvanometer  G 
takes  the  drop,  remains  constant,  it  becomes  a  smaller 
and  smaller  fraction  of  J^^  each  time  /^^  is  increased,  so 


Fin.  39, 


i 


130  TESTING    OF    DYNAMOS    AND    MOTORS. 

that  a  new  constant  must  be  used  with  each  switch;  Sup- 
pose, for  example,  that  the  resistance  cut  in  by  K'"  is 
1,500  ohms  and  that  the  galvanometer  reads  the  drop  from 
15  ohms.  Suppose  also,  that  by  means  of  the  standard 
cell  the  galvanometer  has  been  set  up  to  read  100  divisions 
for  a  P.  D.  of  i  volt  at  the  terminals  of  its  circuit.  Now 
if  across  1,500  ohms  there  is  a  drop  of  125  volts,  across  15 
ohms,  which  is  i/ioo  of  1,500  ohms,  there  will  be  a  drop 
of  i/ioo  of  125  volts  =  1.25  volt;  further  since  i  volt  wiI^ 
deflect  the  ray  100  divisions,  1.25  volt  will  deflect  it 
1.25  X  100  divisions  =  125  divisions.  That  is  to  say  the 
scale  is  direct  reading  since  for  every  division  deflection- 
there  is  I  volt  applied  to  R^  From  proportion,  125  : 
\\  \\  1,500  :  15;  or  Vg  =  1.25  volt  as  before.  Also  i 
volt  :  1.25  volt  *;  100  divisions  :  x.  Whence  x  = 
125  divisions  as  explained  above.  Next  suppose  the 
voltage  under  measurement  to  be  250  and  suppose  that 
A"  cuts  in  an  additional  1,500  ohms.  The  galvanom- 
eter circuit  has  not  been  disturbed  and  we  now  have, 
250  :  y^W  3»ooo  :  15;  or  /",,  =  1.25  the  same  as 
before,  because  although  we  have  doubled  V^  we  have 
also  doubled  R^^  and  since  the  resulting  current  is  the 
same  so  also  must  the  drop  across  the  given  resistance,  r, 
be,  and  hence  the  deflection  125.  But  we  know  (by 
mean  of  a  voltmeter,  if  necessary)  that  V^  =  250;  i 
division  therefore  means  2  volts  on  the  line  and  the  scale 
is  no  longer  direct  reading,  but  its  indication  must  be 
multiplied  by  2;  2  is  the  constant  for  the  250  volt 
lines.  In  delicate  measurements  on  such  a  box  care  must 
be  taken  not  to  introduce  error  by  using  the  125  volt 
lines  a  long  while  and  sudvicnly  switching  in  the  250  volt 
lines;  for  the  galvanometer   then  rea^is  the  drop  ixoxxk 
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^H         a  combined  cold  and  warm  total  resistance,  which  is  not           ^^M 
^M         what  it  may  ordinarily  be  supposed  to  be.     It  is  desir-           ^H 
^M         blc  to  have  r  (15  ohms  in  the  above  case^  a  sub-muUiple           ^H 
^H         b)?  iDo,    200^  300,    etc.f  of  the  successive  values  of  J?,            ^^M 
H         Thus  if  r  ^  15,  ^,  ^  1,500;  JF^  =  3,000;   i?,  =  4t5^^.           ^I 
^1        etc.    Then  if  the  galvanometer  is  set  up  to  read   100           ^H 
^1        dtmions  per  volt  the  scale  reading  need  only  be  muhi-           ^H 
^H        |fc|  by  I,  2,  3,  etc.,  to  give  the  line, voltage.                                ^H 
^M           A  neat  way  to  secure  a  direct  reading  scale  is  to  have           ^H 
^M        several  scales  ruled  one  above  the  other  on  the  same           ^H 
^1        i^d,  so  mounted  as  to  slide                                                                 ^H 

^H        up  and  down  so  as  to  brtng 

^^H           fliA  *»*v»»  j-.«    -.   Iav^I   With    fhf* 

r^^J-    m 

^1       scale  desired   to  be   used. 

.TTXTxi              1 

^M       Lacn  scale  snouici  oe  num- 

^M       bcred  to  read  vuks  direct,           

■ 

^H       and,  to  avoid  confusion  in                        y^^,                                    ^^M 
^m       reading^  colured  inks  can  be                                                                 ^H 
^M      fised  in  graduating  the  several  scales.     This  Is  illustrated            ^H 
^m     in  Fig,  40,  whose  scale  was  prepared  for  the  proportion           ^H 
^M     box  described  above  and  in  which  the  ratio  of  r  to  j^           ^H 
^m      was  successively  i/ioo,  i/2oo»  and  r/300.                                        ^H 
^H         One  proportion  box  can  be  easily  calibrated  by  means            ^^M 
^H     of  another;    thus  suppose  it  is  desired  to  calibrate  a  1,000            ^^M 
^1     volt  box  by  means  of  a  125  volt  box.     First,  by  means            ^H 
~     af  the  1^5  volt  box,  adjust  the  line  voltage  to  100  volts;            ^H 
^_     then  apply  this  known  voltage  of  100  to  the  terminals  of            ^^M 
^1    the  1,000  volt   box,  and  observe  the  deflection;  we  can            ^H 
^^     now  do  one   of  two  things:  either  project  the   100   volt            ^H 
^_    scale  graduation  of  the  lower  scale  onto  the  high  volt            ^^M 
^1    scale  and  there  mark  it  100,  or,  when  practicable,  we  can,            ^H 
^^    by  shifting  the  connections  af  the  galvanometer  leads,            ^H 

h          J 
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readjust  the  resistance  r  included  by  the  galvanometer, 
till  a  deflection  of  10  is  obtained  on  the  125  volt  scale. 
This  is  then  projected  to  the  upper  scale  and  marked  100. 
The  latter  method  is  preferable  as  the  readings  in  the  last 
case  have  simple  ratios  to  each  other.  Next  secure  a 
reading  of  200  on  the  125  volt  box,  and  apply  the  200 
volts  as  before  to  the  1,000  volt  box.  The  higher  scale 
reading  should  now  be  twice  its  original  value,  and  any 
departure  indicates  an  error,  most  probably  in  observa- 
tion. Having  secured  two  points,  the  rest  of  the  scale 
can  be  divided  into  equidistant  graduations.  The  value 
of  r,  once  determined,  should  not  be  changed  even 
though  R  is  varied.  It  is  well  to  have  r  composed  of 
double  rather  than  single  wire,  for  should  a  single  wire 
burn  off  or  break,  the  galvanometer  would  be  thrown 
into  the  main  circuit,  instead  of  being  a  shunt  to  it,  there- 
by inviting  injury  to  the  instrument. 

In  using  high  resistance  boxes  care  must  be  taken  that 
they  are  not  exposed  to  moisture,  for  the  adjustment  of 
a  dry  day  may  prove  to  be  useless  on  a  wet  one,  as  the 
resistance  becomes  practically  short-circuited  through 
leakage  paths,  and  it  may  be  impossible  to  reduce  the 
deflection  to  a  readable  amount.  If  comparison  with  the 
standard  cell  shows  such  a  condition  to  exist,  the  boxes 
may  be  subjected  to  the  mild  heat  of  a  couple  of  incan- 
descent lamps  until  under  normal  conditions  the  ray  shows 
the  proper  deflection  for  a  standard  voltage. 

When  using  a  galvanometer  the  tester  must  remove  from 
his  person  all  magnetic  articles  such  as  knives,  watches^ 
keys,  etc.  A  not  infrequent  source  of  annoyancei 
overlooked  is  the  shifting  of  iron  window  v 
with    high    grade    laboratory   instruments   : 
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disturbances    colncidetit    wiUi    auroral    displays    render 
vatioDS  impossible.     These   precautions   should  be 
panicularly  observed  when  the  inslrumeni  is  adjusted  to 
its  tu^iximtim   sensitiveness,   as    it   is  for  delicate  work, 
Orilinarily  the  directing  force  of  the  earth's  field  is  weak 
cnmigh  to  allow  safficicatly  large  deflections,  but  if  neces- 
sary  it  can  be  weakened  to  any  degree  by  placing  the 
difcctiug  magnet  with  its  //  and  6'   poles  opposing  the 
rartti's  field,  and  at  the  proper  distance,  determined  by 
Iml,  above  the  instrument.     If  the  magnet  on  reversal 
be  placed  too  near  the  needle,  it  will  not  only  neutralize 
the  earth*s  field  but  establish  one  of  reversed  polarity,  a 
condition  indicated  by  the  needles  turning  halfway  round 
in  obedience  to  the  magnet's  attraction.     It  may  happen 
that  the  magnet  is  too  strong  even  when  at  its  highest 
point  on  the  supporting  rod ;  in  such  a  case,  either  the  rod 
must  be  lengthened,  a  weaker  magnet  used^  or  a  second 
ignet  so  disposed  as  to  help  the  earth's  field. 
The  wiring  of  a  galvanometer  service  is  a  field  for  judg. 
mcnt  and  care;  on  the  switchboard  are  brought  out  the 
terminals  of  all  circuits  used  in  measuring,  and  in  a  cen- 
tral position  should  be  found  the  galvanometer  terminals, 
AH  live  wires  should  be  placed  on  one  side  of  the  gal- 
vanometer terminals,  all  dead  wires  on  the  other;   the 
galvanometer  terminals  being  understood  to  include  the 
galvanometer  circuit  complete  resistances,  switches,  etc. 
Potential   lines    should    never    be    used    for   measuring 
resistance  nor  resistance  lines  as  potential  lines*     Failure 
to  observe  this  rule  will  result,  sooner  or  later^  in  injury 
to  the  galvanometer  or  tester.     In  plugging  in  proportion 
^be  careful  that  the  lines  including  f\  and  nof  j¥j  go  to 
^apometer;  confusion  will  result  not  only  in  pos- 
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sibly  burning  out  r,  but  in  subjecting  the  galvanometer  to 
the  total  line  voltage  with  probably  fatal  results.  As  a 
certain  preventive  of  confusion  the  plugs  from  the  R 
terminals  can  be  made  so  that  they  cannot  go  into  the  gal- 
vanometer connection  plate.  Galvanometer  and  switch- 
board lines  should  be  placed  on  porcelain  insulators  to 
avoid  leakage,  which  will  otherwise  seriously  modify  re- 
sults when  measuring  insulation.  Rubber-handled  flexible 
cables  should  be  used  in  connecting  the  galvanometer  to 
the  various  shop  lines.  In  making  switchboard  connec- 
D        M       c  A        N  ^^^"s,  plug  in  the  live 

ry~»—;Q^— r~^        [IZD— Xi^y-CZd     blocks  last;  in  breaking 

connections,  unplug 
the  live  blocks  first; 
then  should  a  cable 
drop  from  the  hand 
*^*  '*^'  there  is  little   danger 

of  shock  or  short  circuit.  For  similar  reasons,  it  is  well, 
in  making  new  connections,  to  clear  the  switchboard  of 
those  used  in  a  previous  test.  And  in  changing  connec- 
tions never  plug  a  live  wire  or  a  grounded  wire  into  one  side 
of  a  circuit  unless  its  other  side  is  free.  Thus  suppose 
(Fig.  41)  dynamo  iV  to  be  sending  current  through  resist- 
ance R;  suppose  further  that  in  order  to  accommodate  a 
fellow  tester  who  is  in  a  hurry,  we  are  to  transfer  R  to 
dynamo  M,  Suppose,  as  is  too  frequently  really  the  case, 
N  to  be  accidentally  grounded  at  g  and  A[  at  g' ;  the 
result  of  connecting  B  and  C  ox  A  and  D  would  be  to 
ground  both  sides  of  N  in  the  first  case  and  M  in  the 
second,  causing  a  dead  short  circuit.  The  safest  way  to 
avoid  trouble  is  to  disconnect  ^V  entirely  before  connect- 
ing-^.- however,  if  it  so  happens  that  the  tester  gets  the 
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gff>ufided  sides  together  there  will  be  no  demonstration. 

The  above  frequently  arises  in  the  hasiy  and  apparently 

complicated  wiring  of  large  testing  rooms. 
We  are  now  ready  to  set  up  the  galvanometer  to  read 

mltagc.      All    shunts    are    removed    and    tlie   magnet 

secured  midway  on  its  post.     The  galvanometer  is  then 

|ibced  in  position  at  the  intersection  of  one  of  the  N  S 
and  the  £  /F  lines  already  laid  out.  It  is  also  leveled, 
i»nd  with  the  eye  ijligned  approximately  in  the  meridian. 
The  scale  and  lamp  are  set  in  place  and  a  clear  ray 
secured.  We  next  adjust  the  coils  to  the  meridian;  this 
Is  done  by  removing  the  magnet  and  allowing  the  ray  to 
cunic  to  rest  under  the  earth's  influence  alune.  The  scale 
is  then  moved  till  the  ray  rests  on  o.  The  galvanom- 
eter is  now  slightly  rotated  on  a  vertical  axis  until  the 
deflection,  due  to  a  small  fraction  of  a  celTs  voltage,  is 
the  same  on  both  sides  of  o.  This  low  voltage  can  be 
obtained  by  placing  a  piece  of  wire  across  the  cell's  termi- 
naU  and  taking  llie  drop  from  an  inch  or  more  of  it. 
The  magnet  is  now  replaced  and  the  ray  brought  to  zero 
under  its  influence,  by  means  of  the  worm  and  screw 
generally  supplied  for  that  purpose* 

The  next  step  is  to  determine  what  deflection  a  known 
voltage  at  the  galvanometer  circuit  terminals  will  pro- 
duce. It  is  always  best  to  make  the  deflection  loo 
divisions  per  i  volt  or  ,i  volt  or  ,or  volt,  etc.,  accord- 
ing  lo  the  sensitiveness  of  the  galvanometer;  the  read- 
ings are  thus  much  simplified.  For  ordinary  commercial 
testing  the  standard  Dan  tell  cell  is  used,  but  for  more 
responsible  work  it  is  customary  to  at  least  compare  the 
home-made  standard  with  some  guaranteed  celt  such  as 
the   Clark  or  Car  hart-Clark  standard  celL     These  celts 
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are  made  up  in  lacquered  brass  and  ebony  finish,  and 
are  provided  with  a  thermometer  to  facilitate  accurate 
temperature  corrections.  Their  temperature  correction 
is  negative;  /.  ^.,  the  E.  M.  F.  falls  as  the  temperature 
rises.  Another  standard  cell  is  the  Calomel,  invented 
by  Von  Helmholtz.  The  E.  M.  F.  of  this  cell  increases 
as  the  temperature  rises,  making  its  temperature  cor- 
rection positive.  This  makes  possible  a  combination  of 
Clark  and  Calomel  cells  free  from  temperature  correction. 
Such  sets  of  cells  self-correcting  between  certain  tem- 
peratures can  be  secured  from  the  manufacturers.  It  is 
fatal  for  such  cells  to  be  short-circuited,  because  the 
current  decomposes  the  paste  of  which  the  cell  is  made. 
To  preclude  such  a  mishap  there  is  placed  inside,  and 
in  permanent  connection  with  the  cell,  a  high  resistance 
coil.  This  coil  does  not  appreciably  affect  the  cell's 
terminal  voltage,  because  as  a  rule  the  cell  is  used  only 
in  zero  methods,  and  when  it  does  send  a  current  it  is 
through  such  very  high  resistance  that  that  within  the 
cell  can  be  neglected. 

The  Clark  cell  has  an  E.  M.  F.  of  1.434  volt  at  15®  C, 
and  this  E.  M.  F.  decreases  .00115  volt  per  degree  C. 
rise  of  temperature  up  to  30^  C.  and  increases  at  the 
same  rate  below  is''  C.  The  cell  should  never  be  used 
at  temperatures  below  10^  C.  or  above  30^  C.  The 
temperature  coefficiency  of  the  Carhart-Clark  cell  is 
about  li  that  of  the  Clark,  while  that  of  the  Calomel 
is  +  .000094  volt  per  degree  C.  above  15°  C.  up  to 
30°  C. :  it  is  about  ^y  of  that  of  the  Clark  cell;  /.  e.,  the 
Clark  cell's  E.  M.  F.  decreases  .00115  ^'^It  per  degree 
rise  while  the  Calomel  cell  increases  .00115  volt  -^  11  = 
,000104  per  volt  degree  ''imilar  conditions.      From 
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this  it   follows   that   ii  Calomel   cells   in   series  with  i 
Clark  will  give  a  self-correcting  battery. 

For  most  forms  of  industrial  testing  a  Daniell  cell 
gives  satisfaction.  Where  a  finer  standard  is  available 
the  E.  M.  F.  of  the  Daniell  should  be  compared  with  it, 
and  then  used  as  a  secondary  standard.  Assuming  this 
to  be  the  case,  and  the  DanielTs  E.  M.  F.  to  be  1.07 
volt,  we  now  place  the  galvanometer  with  its  resistance 
boxes,  containing  100,000  ohms,  constant,  and  10,000 
ohms,  variable,  in  series,  and  no  shunt;  the  directing  mag- 


+ 


■e- 


Fig.  42. 

net  and  resistances  are  adjusted  until  a  deflection  of  107 
is  obtained.  This  will  mean  i  division  per  .01  volt,  and 
I  volt  per  100  divisions.  With  a  scale  of  250  divisions  on 
either  side  of  o,  anything  over  2.5  volts  will  throw  the 
ray  off  the  scale.  For  voltages  higher  than  this  the 
galvanometer  must  be  shunted  or  the  proportion  lines 
used.  On  high  voltages  the  shunt  itself  is  liable  to 
injury  unless  the  extra  resistance  in  circuit  with  the 
galvanometer  at  least  equals  that  given  above.  At  all 
events  be  certain  that  the  shunt  shunts  only  the  gal- 
vanometer and  not  the  boxes  also,  for  this  would  place 
the  shunt  across  the  line  and  a  burn-out  would  follow. 
Provided  galvanometer  and  shunt  are  both  in  series  with 
a  high  resistance  as  in  Fig.  42,  the  danger  of  short  cir- 
cuit is  removed  and  the  shunt  may  be  safely  used.  With 
the  1/99  shunt  a  voltage  of  100  would  give  a  deflection  of 
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100,  because  with  no  shunt  i  volt  gives  100  divisions;  with 
the  1/99  shunt  only  i/ioo  of  the  current  goes  through 
the  galvanometer  and  i  volt  will  give  but  i/ioo  of  the 
deflection  that  it  gives  without  the  shunt,  or  i/ioo  of  100 
divisions  =  i  division.  Therefore  100  volts  would  give 
a  deflection  100  times  that  due  to  i  volt  or  100  divisions; 
or  the  galvanometer  is  direct  reading  and  using  the  1/99 
shunt  is  equivalent  to  using  the  125  volt  proportion  lines. 
With  the  shunts  any  voltage  can  be  read  up  to  2,500, 
using  the  1/999  shunt.  By  using  more  than  one  shunt 
at  a  time,  not  a  general  practice,  this  range  is  somewhat 
increased.  With  a  combination  of  shunts  and  propor- 
tion boxes  the  carrying  capacity  of  R  would  alone 
limit  the  range  of  the  galvanometer. 

One  of  the  most  useful  applications  of  the  above  ''set- 
ting up  '*  with  a  Daniell  cell  is  in  calibrating  commercial 
voltmeters;  the  voltmeters  are  arranged  on  a  table  at 
a  safe  distance  from  each  other,  and  by  means  of  their 
push  buttons  successively  connected  in  multiple  with  the 
galvanometer  circuit.  Note  that  we  say  galvanometer  cir- 
cuit, because,  were  we  using  proportion  boxes,  the  meters 
would  be  placed  in  multiple  not  with  G  but  with  R,  the 
resistance  to  which  the  line  voltage  is  applied.  A  read- 
ing  is  adjusted  on  the  galvanometer,  and  its  value  marked 
on  the  scales  of  the  meters.  All  the  meters  are  success- 
ively graduated  for  each  galvanometer  reading  until 
their  entire  scale  is  calibrated.  As  fast  as  the  ranges  of 
the  lower  reading  meters  are  attained  the  instruments 
are  cut  out  of  circuit.  Instruments  under  calibration 
should  be  slightly  tapped  with  the  finger  to  release.^ 
needle  should  it  be  inclined  to  stick.  In  some 
voltmeter  it  is  unnecessary  to    use    the   full 
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calibrate  the  scale,  there  being  provided  what  is  called 
a  calibration  coil.  Its  principle  is  seen  in  Fig  43. 
-^  ^  C  is  the  movable  coil  carrying  the  needle.  In 
series  with  this  coil  is  the 
usual  high  resistance  R; 
coming  down  t )  binding 
post  No.  2  is  a  lead  which 
includes  but  a  fraction,  r, 
of  the  total  resistance  R. 
The  calibrating  coil  is  that 
part  of  R  included  between  ^*°-  ^'^' 

posts  No.  2  and  No.  3.  From  No.  i  to  No.  3  is  the  work- 
ing coil.  The  principle  is  that  of  the  proportion  box. 
r  is  so  related  to  R^  that  when  a  specified  fraction  of 
the  voltage  which  applied  to  i  and  3  gives  a  certain 
deflection,  is  applied  to  2  and  3,  the  same  deflection 
obtains.  This  means  that  in  either  case  the  current 
through  A  B  C  \s  the  same  and  hence  the  deflection  is 
the  same.  Let  /  be  this  current  and  let  E  and  ^  be  the 
voltages  respectively  necessary  to  apply  to  R  and  r  to 
produce  /;  then 

/  =  -^  =  -  or  ^  :   R  \\e  :  r 

R         r 


whence  E  \  e  \\  R  \  r.  Hence  if  r  =  /?  -7-  10,  then 
must  ^  =  -^  -5-  10,  and  by  applying  this  lower  voltage  to 
the  calibrating  coil,  r,  the  whole  scale  can  be  marked  off. 
Since  all  measurements  of  E.  M.  F.  with  the  galvan- 
depend  upon  the  accuracy  of  the  standard  cell, 
*rc  should  be  used  to  preserve  this  accuracy, 
methods  are  on  this  account  zero  methods  which 
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involve  no  current  flow,  and  which  are  free  from  tor- 
sional and  other  disturbances  incidental  to  deflection 
methods.  Fig.  44  illustrates  a  zero  method  due  to  Pog- 
gendorf.  B  generates  the  E.  M.  F.  to  be  measured 
^  and  it  sends  a  small  current 

||||| 1  through  ^^'.  Fis  a  stand- 
ard cell  in  series  with  which 
is  a  low  resistance  galvanom- 
eter Gy  a  variable  high  resist- 


JULUULA 


^'  ance  r,  and  switch,  K.     One 

terminal  of  the  galvanometer  circuit  is  fixed  at  R^  and 
the  other  is  free  to  slide  along  R  R\  V\%  opposed  in 
polarity  to  B,  Resistance  R  R'  is  an  exposed  German- 
silver  wire  of  known  length  and  uniform  cross-section, 
mounted  on  a  board  graduated  in  inches  or  cms. 
The  cross-section  is  uniform  if  the  P.  D.  per  unit  of 
length  is  everywhere  the  same.  Should  it  be  not  the 
same,  the  resistance  of  each  unit  length  must  be  found 
and  marked  on  the  underlying  scale.  With  r  in  circuit 
P  is  moved  along  R  R  till  A' can  be  closed  without  affect- 
ing G.  r  can  now  be  gradually  cut  out  and  a  finer  ad- 
justment secured.  The  condition  then  existing  is  this: 
From  R  to  R  is  a  certain  P.  D.  which  by  trial  is 
made  equal  to  that  of  /'.  Since  the  drop  of  potential  is 
pri)portional  to  the  resistance,  the  drop  from  ^  to /^  bears 
the  same  relation  to  the  total  drop,  as  resistance  R  P 
does  to  the  total  resistance.  But  the  total  drop  is  the 
voltage  of  By  and  the  total  resistance,  neglecting  that 
of  y>\  is  A*  A".      Therefore 

Voltage  A  to  P   :    Voltage  of  i^  I :  Resistance  RP  : 
Resistance  A  A    or  7;,.    -    ^mll  Res.  R  P  :   Res.  R  A'; 
whence 
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Res.  R  R' 


£^  =  E^X 


Res.  R  P 


If  the  cross-section  of  R  R'  is  uniform,  the  resistance  of 
each  of  the  parts  into  which  R  R'  may  be  divided  will  be  pro- 
portional to  its  length;  therefore  E^:  E^::R  F"  :  R  R"' 

and 


£.= 


(R  P\o 

=  ^'  X  [its)  ' 


This  zero  method  of  comparison  is  used  to  calibrate 
high  grade  voltmeters.  Any  number  of  meters  can  be 
put  in  multiple  with  R  R'.  B*s  voltage  is  gradually 
raised,  measured  at  each  step,  and  marked  on  the  dials 
of  the  meters  under  test.  This  device  has  another  very 
useful  testing-room  application,  nor  should  it  be  confined 
to  testing-room  practice.  IfweknowT's  voltage  and 
^^"s  resistance,  or  if  of  uniform  section,  R  R'*s  length, 
P's  position  for  any  value  of  B  can  be  calculated  from 
the  formula, 

^'s  E.  M.  F.  =  44r  X  y's  voltage; 

or 

R  R' 


E^  =  E^X 


R  P 


If  -£V  =  I  and  R  R'  =.  loo  where  must  P  be  for  E^  =  50 

volts  ? 

E  I 

RP  =  ~XRR'  =  —  X  100  =  2  inches 

or  cms.,  as   the  case  may  be.     In    this   way   the   whole 
distance  can   be    laid    off,   and  'any   desired   impressed 
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r, 


Fu;.  45 


r. 


E.  M.  F.  can  be  secured  by  placing  P  on  the  proper 
point  and  varying  E^  till  balance  obtains.  The  chief 
liability  to  error  lays  in  the  cell's  temperature  variation. 
In  working  with  any  slide  wire  device,  care  must  be 
taken  that  the  slide  P  does  not  cut  or  scrape  the  wire 
and  thereby  introduce  error  by  diminishing  R  P'*s  cross- 
section.  To  avoid  having  an  inconvenient  length  of 
wire  in  ^  ^'  a  resistance  box  is  often  used  in  connection 
with  it  and  sometimes  entirely  replaces  it.  The  objec- 
B  tion  to  a  box  is  that  PP' 

-\\\\\\ 1  and  P  P  must  be  ex- 
pressed in  ohms  and  not 
in  lengths,  whereas  the 
delicacy  of  the  method 
rests  largely  on  the 
fact  that  a  length  can 
be  more  easily  and  accurately  measured  than  a  resist- 
ance: turlherniore  the  temperature  of  the  exposed 
wire  will  probably  be  lower  than  that  of  the  box; 
this,  however,  is  of  minor  importance  as  the  current 
should  not  be  lar^e  enough  to  raise  the  temperature  of 
any  part  i^t  the  eireuit.  When  boxes  alone  are  used, 
as  delieate  a  balance  cannot  be  secured  since  points 
between  pUi>iS  are  nvU  considered.  Fisj.  45  gives  con- 
uectuMis  lv>r  the  bv^\  method.  Here  instead  of  the  slide 
wue»  twv^  boxes  are  usevi,  and  Kilance  effected  by  vary- 
ing the  resistance  in  each.  The  tv^al  resistance  of  both 
boxes  becvMucs  R  R  and  that  of  '^,  A'  /\  The  same 
e\|uativMis  hv^lvl.  To  facilitate  calculate  n  it  is  con- 
venient to  keep  '.  ♦  '^  Cv^:\>:a!^.: ;  this  is  done  by  plug- 
^tD^:  as  n\uch  resistaitce  i:*:^^  xvu-  Iv^x  as  is  taken  out  of 
the  other.      There    is  m»    .iir.it  tv^  the    voltage  readable 
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by  this  method,  the  single  restriction  being  that  R  Iv' 
be  always  sufficient  to  prevent  £^  from  generating  too 
large  a  current.     In  dealing   with    very   high   voltages 
"multipliers"  are  used.     The  same  idea  is  utilized  in 
the  so-called   "multipliers"  supplied  (by  request)  with 
Weston  voltmeters,    to   increase    their    reading   range. 
These  multipliers   consist    of   a  resistance  box   with  a 
known  simple   ratio   to   the   meter's    resistance  and   is 
placed  in  series  with  it.     To  get  the  impressed  voltage 
the  deflection  must  be  multiplied  by  a  number,  known  as 
the  "constant,"  stamped  in  a  conspicuous  place  on  the 
case.     Since  it  is  desirable  that  the  constant  be  a  simple 
number  the  ratio  of  resistances  must  be  a  simple  one; 
a  box  suitable  as  a  multiplier  for  one  meter  will  not  be 
conveniently   so   for    most   others,     the   constant   only 
holding  good  for  meters  of  the   same  resistance.     The 
same  number  is  therefore  stamped  on  meter  and  multi- 
plier.    Let   R^   be  the   voltmeter's   resistance   and   R^ 
that  of  the  multiplier.     If  R^  =  R^  the  same  drop  will 
take   place   across  each,  and    we  know  the    meter   indi- 
cates 1/2  the  impressed  voltage,  so  that  the  constant  is  2. 
If  ^„  =  2  R^y  or 

p    —     ^m 

J<y      =  ) 

2 

the  drop  across  the  meter  is  1/2  that  across  the  multi- 
plier and  1/3  the  total  drop  and  the  constant  is  3.  In 
this  case, 

and  this  is  the  formula  used  in  determining  the  constant 
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when  the  multiplier  is  made.     The  general  expression  is 

where  n  is  the  constant,  and  the  impressed  E.  M.  F. 
equals  n  times  the  indicated  voltage. 

If  there  is  no  standard  multiplier  convenient  any  box 
of  known  resistance  can  be  used  if  the  meter  resistance 
is  known.  The  constant  n  will  not  in  this  case  be  a 
simple  number,  unless  it  so  happens. 

The  above  principles  have  b^en  applied  in  producing 
an  instrument  which  can  be  used  both  as  an  ammeter 
and  a  voltmeter.  A  paper  read  before  the  American 
Institute  of  Electrical  Engineers,  March  17,  1894,  by 
E.  G.  Willyoung,  describes  such  an  instrument. 


CHAPTER  VI. 

MEASUREMENT    OF    RESISTANCE. 

Having  outlined  the  methods  of  current  and  E.  M.  F. 
measurement,  we  pass  to  that  of  resistance,  the  last  of 
the  three  factors  found  in  Ohm's  law.     Resistance  is  that 
which  checks  back,  or  hinders  the  flow  of  current  through 
a  conductor.      Its    analogue    in    mechanics,    or    rather 
hydraulics,  is   friction.     The  presence   of   resistance  is 
looked  upon  as  an  unavoidable  evil,  and  generally  such  is 
the  case;  its  absence,  however,  would  be  sometimes  incon- 
venient, for  resistance  alone  limits  the  current  which  an 
E.  M.  F.  shall  send,  and  should  a  circuit's  resistance  ever 
become  zero,   the  smallest   E.  M.  F.  conceivable  could 
send  through  it  a  current  of  infinite  value.     Take  a  given 
circuit    and    suppose    its    resistance    to    be    gradually 
decreased.     The  current  produced  by  a  given  E.  M.  F. 
is 

-J. 

and  as  R  grows  smaller  and  smaller  the  fraction 

grows  larger  and  larger  until,  when  R  becomes  zero, 

o 

MS 
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or  infinity,  written,  00.  As  soon  as  a  current  flows  in  a 
wire  lines  of  force  spread  out  from  the  wire,  and  in  doing 
so  cut  the  circuit  at  different  points,  generating  therein 
an  E.  M.  F.  opposed  to  that  which  urges  the  current. 
The  impressed  E.  M.  F.  has  then  to  oppose,  and  do  work 
against  this  opposing  tendency,  until  when  the  current 
reaches  a  steady  value,  the  lines  of  force  cease  to  move, 
there  is  no  more  self-induction,  and  the  field  is  steady. 

We  see  then  that  even  had  wires  no  ohmic  resistance  it 
would  require  work  to  bring  a  current  up  from  zero  to 
any  given  value.  Were  all  conductors  without  resistance 
a  current  once  set  up  would  continue  forever:  there 
being  nothing  to  stop  it. 

There  is  an  interesting  application  of  this  idea  in  the 
theory  of  magnetism.  If  we  assume  a  molecule  of  mag- 
netic substance  to  be  of  zero  resistance,  and  further 
assume  that  by  some  means  a  current  has  been  set  up 
around  the  molecule,  this  current  would  continue  for- 
ever. The  molecule  would  then  be  a  permanent  electro- 
magnet. This  is  one  of  the  theories  advanced  to  explain 
magnetism. 

The  study  of  resistances  falls  under  two  heads :  i.  The 
resistance  of  conductors.  2.  The  resistance  of  non- 
conductors or  insulators.  The  first  is  exemplified  in  the 
resistances  of  armatures,  coils  of  different  sorts,  rheo- 
stats, leads,  trolley  wires,  feeders,  etc.;  the  second  in 
the  insulation  power  of  such  substances  as  mica,  paper, 
rubber,  glass,  oils,  air,  etc.  Conductors  are  either  solid 
i^r  liijuid.  For  measuring  resistances  the  instruments 
used  are  those  already  described.  The  galvanometer,  or 
its  equivalent,  the  batte*  mAit  standard  resistance, 

and  in  some  insulatic  s  the  condenser  and 
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electrometer.  All  measurements  are  based  on  methods 
dependent  directly  or  indirectly  upon  Ohm's  Law;  the 
conditions  being  so  arranged  that  the  unknown  resist- 
ance is  balanced  against  a  known  resistance. 

For  low  resistances,  the  method  of  the  **  Comparison 
of  Potentials "  is  much  used,  and  it 
depends  upon  the  fact  that  when  an 
E.  M.  F.  is  applied  to  a  circuit  this 
E.  M.  F.  in  its  fall  from  the  positive 
to  the  negative  terminal  distributes 
itself  according  to  the  resistance  it 
meets;   where  there  is  the  greatest 
resistance,  the  greatest  P.  D.  exists; 
if  two  or  more  parts  of  a  circuit  are 
of  the   same   resistance   then    must 
the  P.  D.  across  them  be  the  same 
if  their  currents  are  the  same.     To  insure  that  the  cur- 
rent in  both  shall  be  the  same,  the  standard  resistance 
and  that  to  be  measured  are  placed  in  series  as  in  Fig.  46, 
where  B  is  the  source  of  current,   R  a  standard  resist- 
ance^ and  jc,  that  to  be  measured.     G^  is  a  high  resistance 
galvanometer,  6",  its  shunt,  and  A^  a  device  for  connect- 
ing G  to  read  the  P.  D.  across  ^  or  :v  at  will.     A  con- 
sists of  a  hard  wood   block  t"  x  4^  with  six  3/4"  holes 
f— 1|— I    bored  half  through  its  face.     Let  in  from  the 
^         edge  and  attached  to  copper  lugs  on  the  bottom 
Fig.  47.     q£  these  holes  are  No.  8  or  No.  10  soft  copper 
wires  provided  with  connectors  or  carried  to  binding  posts. 
The  holes  are  then  filled  three-quarters  full  of  mercury.     A 
rocking  block  is  used  for  cross-connecting  and  is  made  as 
follows:  Two  pieces  of  No.  10  wire  are  bent  as  shown  in 
Fig.  47,  with  the  middle  leg  longer  than  the  end  ones;  the 
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!cj;:s  arc  at  such  a  distance,  apart  as  to  fit  into  the  three 
sets  of  holes.  The  two  pieces  are  fastened  to  a  small 
blov  k  so  that  they  move  together.  Since  the  middle 
Ic^s  are  longest,  the  block  will  rock  upon  them,  and 
»uviu\liiig  as  the  block  is  depressed  on  the  right  or 
U  ft,  will  the  galvanometer  be  placed  across  j;  or  -^ 
n^^pov  I  i  vol  \\ 

I  l\c  test  consists  in  sending  the  same  current  through 
,V  auvl  .V  Aiul  then  comparing  the  deflections  due  to  their 
n^xpcv  ti\e  resistances.  Thus,  call  Z>,  the  deflection  due 
tv^  ,V  aiul  /\  that  due  to  ar, 

llKu  ;\  :   :\  ::  ^  :  j,  and 

is  s:r.ip!y  a  ratio,  it  is  not  necessary 

Tv 'tai:e  raluc  of  a  deflection,  but  it 

^e  vi^r.i^ction  be  proportional  to  the 

/  ^  vi-  must  be  certain  that  if  i  volt 

v^  ic  v'  \:>..r,s^  2  volts  will  cause  a 

^c  r.^fth.x:  is  a  reliable  one  jind  is 

—  r^'surrj:  f.tlvis*  armatures,  shunts, 

\  ' '  :i.i  irr  low  resistance.     The 

X'  A  :x   ^,  ^r  V  r.c,  s=ch  as  a  Thomson 

^ ,  \  „  ',  '  .  ^v . ,  j: ' ,   A  .r. ,  s:  r<  ia  accurate  standard. 

.   ,  X    V  ;..     NxV   :.^    .X,.:  .  c  crvtsses  and  open  cir- 

,        ,     \v      I^*    \    \^  i  .-*.,  c^.  needing  armatures 

,v     ,  ,  -  ,  ^  v\\  ,  .  '  "  ,  \  ^.-rt  A  icrs  ijio  much  or  too 

s  .    ,^  ,.    V    .  .     /.    i    -  r:,..  r    r^  inaT  lie  across 

^^   >\  ,,      >*:.  \  .u  :*rTSi  .■:  wire;   rough 

,,^  ,        X    .       .       .  ^  *^  V  n>*.  :i*i  :r  lie  crossing  of 

w  ^  V  >  .  *  V  .   *.     -  r.- }  ^»ATC  bcca  wound 
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with  an  inferior  quality  or  wrong  size  of  wire.  Under  any 
of  these  conditions,  or  those  of  an  open  circuit  or  loose 
connection,  the  galvanometer  deflection  will  show  dis- 
crepancies when  compared  with  those  taken  on  a  similar 
armature  known  to  be  sound. 

The  connections  for  the   test  are   shown  in  Fig.  48, 
where   A   is   the  armature,    B  the    source   of    current 
(usually  several  storage  cells),  R  tho                  b 
standard  resistance,  r  a  variable  re-  JI  I'MI' 1 

current  /,  and  6^  the  galvanometer.  '        1  y^ 

By  means  of  the  galvanometer  and 

standard  R  we  first  get,  by  varying 

/,  a  deflection  which  experience  has 

taught  us  is  convenient  to  compare 

with  that  caused  by  the  resistance 

of  ^. 

On  two-pole  machines  the  service 
lines  are  held  to  opposite  commutator  bars  as  shown  in 
Fig.  48.  On  four-pole  machines  these  lines  must  include 
one-fourth  the  circumference  of  the  commutator,  since 
this  is  the  distance  from  the  +  to  —  brushes  when  the 
machine  is  running,  while  on  machines  of  n  poles  the 
portion  to  be  included  is 

I 
n 

of  the  circumference.  Care  must  be  taken  that  the  galva- 
nometer lines  make  good  contact  on  the  commutator. 
The  latter  must  be  free  from  dirt,  oil,  and  shellac,  and 
the  lines  had  best  make  contact  with  the  commutator 
itself  rather  than  with  the  brushes,  thus  preventing  the 
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Fig.  49. 


resistance  of  brush  contact  raising  the  indicated  resist- 
ance of  the  armature.  In  practice  there  is  a  frame  so  con- 
structed as  to  hold  four  brushes,  two  for  the  main  current, 
and  two  smaller  ones  for  drop  lines.  To  throw  the  galva- 
nometer alternately  to  R  and 
A  we  may  use  either  a  three- 
way  switch  or  the  device  of 
Fig.  47.  Taking  the  drop  on 
R  and  A  the  latter  can  be 
figured  as  above.  By  thus 
measuring  the  resistance  be- 
tween opposite  bars  and 
knowing  what  the  resistance  should  be,  or  by  simply 
comparing  the  deflections  with  the  known  proper  deflec- 
tion, any  error  in  winding  or  insulation  or  loose  con- 
nection can  be  detected.  For  example,  in  Fig.  49 
suppose  an  open  circuit  to  exist  in  coil  No.  7.  That 
half  of  the  armature  will  carry  no  current  and  the  resist- 
ance between  terminals  being  doubled,  there  now  being 
but  one  path  from  brush  to  brush  instead  of  two,  the 
deflection  will  be  much  higher  than  it  ought  to  be.  If  the 
break  is  in  the  winding  itself  the  de- 
flection will  be  abnormal  all  round  the 
commutator;  but  if  in  one  of  the  con- 
necting  wires  as  at  a  in  Fig.  50,  the 
needle  will  show  no  abnormal  deflec- 
tion except  when  this  bar  is  under  the 
brush,  for  at  all  other  positions  the 
break  has  no  influence.  Should  the 
the  wrong  number  of  turns  per  section,  or  the  wire  be  a 
little  hard  or  above  or  below  gauge,  the  fact  will  be  shown 
by  a  uniformly  **off  "  deflection — too  high  if  the   effect 


Frc.  50. 
winder    get    on 


MEASUREMENT    OF    RESISTANCE.  151 

has  been  to  increase  the  armature  resistance,  too  low  if  it 
has  been  diminished. 

To  locate  a  faulty  section,  be  it  a  cross  in  the  coil  or 
commutator,  a  wrong  number  of  turns,  a  loose  connec- 
tion or  open  circuit,  the  test  is  somewhat  modified.     The 
main  current  enters  and  leaves  the  armature  at  the  same 
points  as  before,  but  the  galvanometer  lines  touch  on 
adjacent  bars  and  therefore  include  but  a  single  section, 
and  the  drop  on  each  section  is  taken.     This  is  known 
as  the  bar  to  bar  test,  and  is  very  effective.     All  arma- 
tures should  be  subjected  to  this  test  before  the  binding 
wires  are  put  on,  as  frequently  the  fault  can  be  easily  re- 
moved and  a  burn-out  avoided.    In  passing  from  bar  to  bar 
it  will  soon  be  seen  what  the  normal  deflection  is  going 
to  be,  and  any  marked  deviation    indicates   a  defect.     A 
"high"  deflection  indicates  a  loose  connection  or  open 
circuit,  or  possibly  a  turn  too  much  in  the  section.     In 
case  of  open  circuit  the  galvanometer  will  show  no  deflec- 
tion until  its  lines  span  the  bars  which  include  the  break, 
that  is  if  the  break  is  in  the  winding  itself.     Where  the 
winding  itself  is  not  brought  down  to  the  commutator, 
but  is  continuous  and  has  leads  tapped  on,  the  galvanom- 
eter will  show  a  deflection  until  one  of  its  lines  rests  on 
the  bar  to  which  the  broken  lead  runs,  when  the  deflec- 
tion will  be  zero.     A   **low"  deflection  indicates  a  cross 
or  short  circuit  more    or  less  serious.     This,  we   have 
seen,  can  be  caused  by  filings,  solder,  or  wires  touching 
through  abraded  insulation. 

The  **bar  to  bar  "  test,  when  the  galvanometer  lines 
include  only  one  section,  is  open  to  the  objection  that 
it  will  not  detect  crosses  between  adjacent  sections, 
but  this  objection  can  be  eliminated    by    including  be- 
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tween  the  leads  two  sections  instead  of  one.  Other 
things  being  unaltered  the  normal  deflection  should  be 
twice  that  due  to  a  single  section.  If  in  any  case  it 
is  not,  the  sections  can  be  tested  individually;  if  each 
is  all  right  in  itself  the  trouble  must  be  between  them. 
The  test  can  t^e  further  modified  so  as  not  only  to 
apply  the  galvanometer  leads  to  adjacent  bars  but  the 
current  leads  also.  The  objection  to  this  arrangement 
is  that  on  ring,  or  other  armatures  where  the  connecting 
leads  are  tapped  on  to  the  main  wind- 
ing, the  test  would  not  reveal  a  broken 
lead  without  opening  the  main  circuit. 
On  armatures  wound  with  copper  bars 
whose  outer  surface  constitutes  the 
commutator,  a  fault  can  be  located  to 
within  an  inch  or  so.  The  method  is 
also  valuable  for  locating  grounds  in 
an  armature.  The  connections  are 
shown  in  Fig.  51.     As  in  the  measure- 


Q^-i  R 

Vie.  51. 

mcnts  of  armature  resistance  the  current  enters  and  leaves 
at  the  same  points  as  when  the  armature  is  in  actual  ser- 
vice. The  machine  of  Fig:.  51  is  a  bipolar,  so  that  the 
current  enters  and  loaves  at  opposite  points  of  the  com- 
mutator,  />*  is  the  source  oi  current,  (7  is  a  galvanometer, 
one  of  whi^se  terminals  is  attached  to  the  armature  shaft, 
the  other  beini>  free  to  move  alonij  from  bar  to  bar  on 
the  commutator.  Suppose  a  i^round  to  exist  at  </;  /.  ^., 
ihrvHii;!!  some  defect  in  insular ivMi  the  wire  touches  the 
irv>n  cvMW  Orv:;n,uiIy 
armature  ai  .1/.  tK  \\s  avv 
-\\  the  sii^.j^le  v^ror.rvi  a:  .;  lu 
ll  now  i:\e  free  i;,»lvar,v^:rc;cr  \ 
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of  the  commutator  the  latter  becomes  grounded  in  two 
pJaccs— through  the  defect  and  through  the  galvanom- 
eter. The  gaivanometcr  now,  being  a  shunt  to  part  of 
the  armature,  carries  current^  and  indicates  the  fact  by  a 
deflection.  The  galvanometer  really  gets  the  drop  on 
Ibc  armature  wire  included  between  the  fault  and  the 
gaJvanumeter  lead  which  touches  the  cammutator.  Now 
the  free  galvanometer  kad  be  moved  around  the  cum- 
iitator  it  brings  the  two  grounds  nearer  together,  so 
hat  the  galvanometer  gets  less  drop,  and  the  deflection 
grows  less  and  less,  until  when  the  lead  reaches  a,  both 
galvanometer  leads  are  at  the  same  potential,  and  the 
deflection  becomes  o-  When  the  free  lead,  ^,  passes  a 
the  deflection  rises  again  but  with  reversed  direction. 
This  is  taken  advantage  of  ^where  the  galvanometer  is 
0ul  very  sensitive,  for  then  equal  deflections  can  be 
gotten  on  opposite  sides  of  o,  and  the  fault  located 
halfway  between  these  points.  Having  thus  located  the 
ground  the  current  brushes  Af  N  should  be  shifted  and 
the  ground  again  located.  The  two  determinations 
sliuuld  coincide.  This  precaution  is  necessary,  because 
between  M  and  N  there  are  two  paths  and  the 
drop  of  potential  through  both  is  the  same.  For  every 
point  in  path  Ma  N  there  is  a  point  in  Af£  A^  at  the 
same  potential;  so  there  is  a  point  c  corresponding  to 
point  €1,  where  the  fault  exists,  and  this  point  c  will  give  a 
icro  deflection  also.  When  M  and  /V  are  shifted  the 
point  c  shifts  but  a  does  not*  There  will  be  a  new  point 
at  the  same  potential  as  a^  but  a  being  common  to  both 
tests  is  the  point  sought. 

A  second  method  of  measuring  moderate  resistances  is 
called  the  **  Vienna  Method,"  and  is  especially  applicable 
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where  the  portion  of  circuit  to  be  measured  is  in  service, 

as  in  the  case  of  burning  lamps  or  fields    on  running 

machines.  Fig.  52  gives  con- 
nections for  measuring  a 
burning  lamp.  The  source 
f)f  current,  B^  ammeter,  A^ 
and  lamp,  Z,  are  in  series, 
while  voltmeter,  F,  reads  the 
potential  difference  across  the 

lamp.     If  /  be  the  current  and  E  the  P.  D.  then  by 

Ohm's  law  the  resistance  is 

Strictly  speaking  there  is  an  error  due  to  the  fact  that 
F's  presence  in  shunt  with  Z,  lowers  the  resistance 
between  the  lamp's  terminals,  for  the  resistance  of  Z 
and  Fin  multiple  must  be  lower  than  that  of  L  alone, 
and  hence  the  P.  D.  across  the  two  is  less  than  it  would 
be  across  Z.  On  the  other  hand,  decreasing  the  circuit 
resistance  increases  /,  so,  on  the  whole,  considering  the 
law, 

E 


R  = 


I   ' 


we  see  that  decreasing  E  and  increasing  I  lowers  the 
indicated  value  of  Z's  resistance.  In  all  but  most  par- 
ticular work  the  results  obtained  are  satisfactory,  for 
since  the  meter  resistance  is  from  15,000  to  75,000  ohms 
it  shunts  but  little  current  from  the  lamp  resistance  of 
250  ohms.  If  it  is  desirable  to  alUnv  fi>r  this,  the  correc- 
tion can  be  made  in  either  o\  two  ways,  /"s  current  can 
be  calculated  from  /"s  resistance  anu  indicated  voltage, 
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and  this  value  subtracted  from  the  amperemeter  to 
obtain  the  true  value  of  /.  E  divided  by  this  cor- 
rected value  of  /  gives  Z's  re- 
sistance. Or  the  connections 
may  be  changed  to  those  of 
F*g-  53>  where  V  reads  the 
voltage  across  both  A  and  Z, 
while  A  reads  only  Z*s  current. 
Knowing  A^  resistance  and  cur- 
rent the  drop  through  it  (/  r^)  can  be  figured  and  sub- 
tracted from  F's  indication  to  get  the  true  drop  across  Z. 
The  choice  between  the  connections  of  Figs.  52  and  53 
depends  upon  how  accurately  A'^  and  V'%  resistances  are 
known.  Absolute  freedom  from  these  corrections  can  be 
secured  by  using  an  electrometer  for  reading  the  voltage. 
The  electrometer's  action  depends  upon  the  fact  that  two 
objects  which  are  statically  charged  at  different  poten- 
tials, attract  each  other:  if  one  is  free  to  move  it  will  do 
so.  An  electrometer  has  two  metal  plates  opposite  each 
other,  one  of  which  carries  an  indicator  and  is  free  to 
move.  One  plate  is  attached  to  the  one  point,  the  other 
plate  to  the  other,  of  the  two  points,  between  which  the 
P.  D.  is  to  be  measured.  By  means  of  a  voltmeter  and  its 
multiplier  the  electrometer  is  calibrated;  thereafter  it  can 
be  used  to  measure  voltage  and  has  the  advantage  that 
since  no  current  passes  through  it  does  not  disturb  the 
conditions  under  which  it  is  desired  to  be  used.  They  are, 
however,  only  used  for  measuring  very  high  voltages. 
The  main  advantage  of  the  foregoing  method  over  that 
of  comparison  of  potentials  is  that  no  standard  shunt  is 
required.  On  the  other  hand  the  comparison  method 
does  not  require  a  galvanometer  calibrated  to  read  volt- 
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age.  The  choice  between  the  two  would  then  depend 
upon  what  standard  is  available.  The  following  method 
is  an  adaptation  of  the  above  and  requires  no  calculat- 
ing. It  is  useful  in  checking  up 
resistances  that  are  almost  certain 
to  be  right,  or  in  measuring  where 
|>B  some  margin  is  allowed  on  both  sides 
of  a  given  value.  In  Fig.  54  A  and 
B  are  the  +  and  —  terminals  re- 
spectively of,  say,  a  500  volt  circuit, 
^  is  a  standard  resistance  across 
which  V  reads  the  drop,  and  at  r  is 
placed  the  resistance  to  be  tested. 
The  first  step  is  to  place  at  r  a  re- 
sistance known  to  be  right;  next  adjust  the  voltage  be- 
tween A  and  -^  at  500:  close  the  circuit  and  note  K's 
deflection;  (call  it  200).  Any  time  thereafter  if  we  adjust 
E  to  500  and  get  200  across  R  we  may  be  certain  that  r 
is  what  it  ought  to  be.  The  advantage  of  putting  V 
across  R  instead  of  r  is  that  in  most  cases  it  saves 
changing  the  volt  lines. 

The  next  resistance  measuring  method  to  be  considered 
is  the  **  Bridge  Method."     The 
bridge  is  an  instrument  invalu- 
able to  an  electrical  workshop, 
testing  room,  laboratory,  or  line- 
man's **  shanty."     It  has  a  range 
unexcelled  by  any  other  resist- 
ance measuring  device.     Refer- 
ence   to    Fig.    55    will    aid    in  ^'°-  55- 
understanding   the   underlying   principle.     T  is   a   cell; 
(/,  a   galvanometer,  none   of   whose  constants  need  be 
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known,  since  it  is  to  simply  indicate  the  presence  of 
current  without  measuring  it.  One  galvanometer  ter- 
minal is  fastened  at  N,  the  other  is  free  to  move. 
From  ^  to  -^  the  current  has  two  paths — A  N  B^ 
and  A  M  B;  the  drop  of  potential  between  A  and 
B^  being  a  definite  quantity,  is  necessarily  the  same  by 
both  paths.  For  every  point  va  A  N  B^  then,  there  is 
\vi  A  M  B  di  point  at  the  same  potential,  and  a  galvanom- 
eter joining  these  points  will  give  no  deflection,  for  no 
current  will  flow  between  points  of  the  same  potential. 
Under  this  condition  we  have  what  is  called  a  balance, 
and  r,  '.  r^\\  r^\  r^  where  r„  r,,  r,,  and  i\  are  respectively 
the  resistances  oi  A  N,  B  Ny  A  My  and  B  M.  Knowing 
any  three  of  these  quantities  the  fourth  can  be  found.  To 
see  this  more  clearly,  suppose  the  two  paths  to  be  com- 
posed of  the  same,  size  wire  and  that  N  has  been  secured 
at  the  middle  point  oi  A  N  B,  Then,  if  the  wire  is 
assumed  to  be  of  uniform  cross-section,  the  only  point  to 
balance  iV  will  be  My  the  middle  point  o(  A  M  B.  Under 
this  condition  of  balance  A  N  -=.  B  N and  AM  =  B  M; 
therefore 


and  also 


whence 


B  M 
AN      AM 


AN 
B'N^  '' 


A  M 


B  N"  B  M 


,  or  r, 


What  we  have  proven  to  be  true  in  this  special  case  is  true 
in  all  cases.     Again,  if  /\  be  the  current  in  A  N  By  and 
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/,  that  \n  A  MB,  the  P.  D.  between  A  and  B  is,  bv 
Ohm's  law,  /,  r,  +  /,  r^\  also  it  is  i,  r^  +  /,  r^  hence 
/,  ^,  +  '^i  ^«  =  '« ''»  +  '» ''r  ^^^  *^  balance,  the  drop 
from  //  to  yV  is  the  same  as  that  from  A  to  M;  also 
drop  //  iV  =  drop  ^  >f/,  or  /,  r,  =  /,  r,  and  /,  r^  =  /^  r^\ 
whf?n(*e  from  proportion  we  have  /', :  i,  : :  r^  :  r,  and 
/,  :  /,  !  *.  ^  ••  ^,  therefore  /^,  :  r,  ; ;  r,  r  r^  And  this  is  the 
entire  theory  of  the  bridge.  If  we  pat  r,  =  a;  r,  -=zb; 
r^  —  f'\  f^  =  X  (/.  r,,  just  use  letters  that  are  most  popa- 
laf )  we  have  tf  :  *  ; ;  ^  :  jt,  or 

whence  It  ran  he  seen  that  it  is  not  necessary  to  know 
thr  absolnte  value  of  rr's  and  <*'s  resistance,  but  only  their 
rali«>:  and  this  nudtipHed  by  r  ^ivcs  .v. 

In  all  forms  «>f  bridgrs  the  arms  <i  and  A  are  called 
propfMiion  arms.  h\  some  bridges  r  remains  constant 
while  the  ratio 

a 

is  varied,  but  in  most  bndjifes  r  alone  is  varied. 

The  first  type  is  known  as  the  '*  slide  wire 
bridsrt'  "  nnd  i<;  shown  in  l-'ijtj.  5^.  Between  two  hea^T- 
ri'pp(  r  l>nr<i  ./  A'  a  (i<M-man-vil\-or  wire  of  uniform 
rross-s(\'tion  is  stretched  and  its  terminals  soldered. 
Under  the  wire  a  metre  rod  or  sr;de  is  laid,  carefully 
yrr.K^nated  into  1,000  divisions.  It'  the  win-  is  of  uniform 
rros^  seeti(Mi  itv  rrsistancc  need  no:  b<  kni»wn.  otherwise 
it  nuivi  be  rnlibratcd  in  ohmv  thr(»u;^hout  its  len<Tth. 
Suitable   terminnls    are   providet!    lo   receive    the   known 
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resistance,  J^^  and  the  unknown,  X,  With  connections  as 
in  the  figure,  M  is  moved  along  A  B  till  a  balance  obtains. 
Then  calling  the  resistance  oi  A  M  =  a  and  B  M  —  b^ 
we  have  a  'i  b  \\  r  \  X^  and 

b 
X  =  -Xr. 

If  the  wire  ^  -^  is  of  uniform  cross-section,  we  can,  in- 
stead  of  using  A  ATs  and  B  ATs  resistances,  use  their 
lengths,  which  are  in  the 
same  proportion,  whence 
7?  is  the  only  resistance 
which  need  be  known. 
li  /^  =  X  balance  will 
obtain  when  M  rests  at 
500  (/.  /.,  in  the  middle 
of  the  scale).  Accord- 
ing as  /d  is  greater  or 


Fig.  56. 


less  than  X  the  balance  point  will  be  on  one  side  or  the 
other  of  the  500  mark.  Let  R  =  2  ohms  and  X  =  ^ 
ohms:  then  balance  will  be  when  M  is  at  such  a  point  that 


b 


_  3 


/.  ^.,  A  B  =  1,000  divisions  must  be  divided  into  two 
parts  which  shall  be  to  each  other  as  3  :  2,  therefore 
a  =  400  and  b  =  600.  Now  suppose  R  =  S  ohms  and 
suppose  a  balance  is  gotten  when  a  =  413  and  b  =  587; 
then, 


J^  =-  X  ^  = 
a 


-  _5il 


413 


X  5, 
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whence  A*  =  7.  i  ohms.     One  must  understand  clearly 
which  length  is  a  and  which  d.     The  range  of  accurate 

measurement  depends 
upon  i?'s  value  ;  the 
accuracy  is  greatest 
when  X  ^  X^  and  the 
probable  error  in- 
creases as  M  recedes 
from  the  middle  of  the 
scale.  In  using  such 
a  bridge  care  must  be 
taken  that  the  slid- 
ing contact  neither 
scrapes  nor  nicks  the  wire,  thereby  reducing  its  cross- 
section.  The  bridge  can  be  bought  for  less  than  ten 
dollars  and  made  for  about  half  this  sum. 

In  the  second  class  of  bridge  the  arms  a  and  b^  known 
as  proportion  arms,  are  first  selected  to  suit  conditions, 
and  remain  of  fixed  value,  while  J^  is  varied  to  get  a 
balance.  Fig.  57  illustrates  a  commercial  form  of  such 
a  bridge.  Its  accuracy  like  that  of  all  bridges  depends 
upon  the  ratio 


Fig.  57. 


used,  upon  the  voltage  of  the  cells,  the  sensitiveness  of 
the  galvanometer,  and  upon  the  care  with  which  the 
instrument  is  kept  and  used.  A  B  and  B  C  are  the 
proportion  arms,  and  consist  of  three  coils,  of  10, 
100,  1,000  ohms  respectively.  By  means  of  these  coils 
we  can  employ  for 

b 


the  ratios 
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according  as  X  is  large  or  small.     If  we  use  the  same  coil 
of  both  arms,  then 

a  ""  I 

and  at  balance  R  -=1  X\  nor  can  we  measure  a  resistance 
exceeding  that  in  R^  if  equal  arms  are  used. 


Ifi  =   -L,Ar=^; 
a  lo  lo 


if        -  =  — ,  a:  =  lo  ^  ; 
a         I  *  * 


if  -  =  ,  Ar= ;  also  if  -  = ,  X  —  loo  R, 

a         loo  IOC  a  i 

From  which  we  see  that  with  equal  arms,  the  largest 
resistance  possible  to  be  measured  is  the  total  resistance 
of  R\  the  smallest  is  that  of  the  lowest  coil  in  R.  With 
the  ratio  i/ioo  the  largest  measurable  value  of 

X  =  Total  R  X  loo, 


while  X  can  be  as  low  as  t/ioo  part  of  the  lowest  coil  in 
i?,  and  so  on.  To  facilitate  fine  adjustments  of  R  re- 
sistances from  I  ohm  to  the  full  capacity  of  the  box  can 
be  introduced  by  withdrawing  those  plugs  which  shcrt 
circuit  the  coils  required.  The  range  of  measurement  is 
from  i/ioo  of  the  value  of  the  lowest  coil  to  loo  times 
the  total  value  of  R.  Suppose  the  lowest  coil  to  be 
.1  ohm  and  the  total  R  to  be  ii,iio  ohms.  The  range 
is  then  .ooi  ohm  to  i,iii,ooo  ohms,  or  over  a  megohm. 
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There  are  provided  two  keys  for  the  battery  and  galva- 
nometer circuits  respectively.  In  many  boxes  the  keys 
are  placed  one  over  the  other,  so  that  a  single  pres- 
sure closes  first  the  battery  circuit,  then  that  of  the 
galvanometer.     The  object  of  closing  the  battery  circuit 


?yv«  >/v«  ^A<  fA* 


Fig.  58. 

first  is  to  allow  extra  currents  due  to  self-induction 
to  die  away,  and  leave  everything  in  a  state  of  equili- 
brium. If  the  A^arm  be  a  field  winding  or  other  coil 
having  self-induction  the  current  will  not  work  its  way 
through  this  arm  as  quickly  as  it  will  through  the  others, 
with  the  consequence  that  the  needle  deflects  upon  clos- 
ing the  key,  even  though  there  may  be  a  perfect  balance 
so  far  as  concerns  ohmic  resistance.  By  closing  the 
battery  key  first,  and  allowing  the  current  to  reach  a 
steady  value,  this  objectionable  feature  is  eliminated. 
Figs.  58,  59,  and  60,  give  the  perspective  view,  plan,  and 
connections  of  the  latest  (or^  of  portable  bridge  gotten 
out  by  Queen  .S:  Co.     T^  **"     ^  ^s  of  a  high  class 

of  workmanship,  is  r  d  merits  the 
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repatation  it  has  won.     Its  theoretical  range  is  from  .001 

ohm  to  11,110,000  ohms,  but  for  the  higher  resistances 

hi|j[her external  voltages  must  be  used.    One  feature  which 

commends  the  bridge  to  commercial  testing  room  use  is 

its  dead  beat  galvanometer.     Readings  can  be  quickly 

taken  and  are  not  influenced  by  external  magnetic  fields. 

Mounted  in  a  handsome  mahogony  box,  S"^'  x  S^'  X  S^ 

and    weighing   but  6   pounds,  it   forms    an    invaluable 

addition  to  a  testing  set.     Fig.  59  gives  the  connection 

scheme  and  Fig.  60  the  application  of  this  scheme  to  the 


Fig.  59. 


Fig.  60. 


bridge  proper.  Let  A  be  the  left  bridge  arm;  B,  right 
arm;  ^,  resistance  in  rheostat  arm;  X^  resistance  to  be 
measur<;d.     When  A  plugs  ^and  X  plugs  B, 

X         B  V       B    . 

When  A  plugs  X  and  R  plugs  B^ 

To  measure  resistance,  first  connect  the  terminals  of  the 
resistance  to  be  measured  to  the  two  binding  posts  seen 
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at  the  lower  left  hand  corner  of  the  set.  Fig.  58,  and 
make  an  estimate  of  X*s  approximate  value;  suppose  it 
to  be  in  the  neighborhood  of  400  ohms;  plug  A  to  /?  and 
X  to  B  and  unplug  the  100  ohm  coil  in  both  A  and  B^ 
also  the  500  ohm  coil  in  /?.  Put  on  one  cell  of  the 
battery  and  close  the  key  for  an  instant.  (It  is  well  to 
start  with  small  battery  power  so  that  no  harm  results 
in  case  X*s  estimated  value  is  far  from  correct.)  If  the 
needle  swings  to  +,  /^  is  too  high;  if  to  — ,  ^is  too  low. 
By  altering  ^,  and  if  necessary  increasing  the  battery 
power,  a  balance  can  be  effected  and  X  determined  to 
within  I  ohm.  If  it  is  desired  to  be  more  accurate 
make  A  1  ohm  and  B  10  ohms,  so  that 

B  "■  lo' 

/^  must  then  be  made  about  10  times  the  approximate 
value  of  A'.  Upon  securing  a  balance  the  error  will  be 
but  i/io  as  great  as  in  the  first  adjustment.  Still  greater 
accuracy  can  be  gotten  by  using  the  ratio  i/ioo,  and  a 
value  of  i?  about  100  times  the  estimated  value  of  X,  If 
the  resistances  to  be  measured  are  higher  than  the  total 
resistance  of  the  rheostat,  plug  A  to  X  and  B  to  /^. 
Suppose  -Y  is  less  than  100  times  the  total  resistance  of 
^,  say  880,000  ohms:  unplug  10  in  A^  1,000  in  B,  and 
8,800  in  ^  ;  balance  and  proceed  as  in  the  two  cases 
above. 

To  use  the  set  as  an  ordinary  resistance  box  without  the 
galvanometer  and  battery,  arrange  the  reversing  blocks, 
A,  R,  B,  A',  as  in  preceding  cases  and  make  connections 
to  the  binding  posts.  It  is  immaterial  upon  which 
diagonal    the    plugs   in    the    reversing   blocks   lie.     To 


example: 

X—f  000333  X  .1 

»».OQ00Sa9  OHMS 


Fig.  62. 
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exclude  bridge  arms  and  use  rheostat  only,  connect  A  or 
B  to  R  and  X, 

To  measure  very  low  resistances  such  as  are  met  with 
in  cable  work,  the  error  due  to  contacts  must  be  elimi- 
nated, so  that  the  usual  form  of  bridge  is  by  no  means 
satisfactory.  For  this  work  Sir  William  Thomson  has 
devised  a  form  of  Wheatstone  bridge  in  which  this  error 
does  not  occur.  Fig.  6i  illustrates  the  principle  while 
Fig.  62  shows  the  connections  for  the  bridge  itself.  B 
is  a  battery,  and  G  a  galvanometer  of  great  sensitive- 
ness; R,  a  standard  resistance,  and  Xy  that  to  be 
measured,  are  soldered  together.  Resistances  «,  ^,  r,  and 
</are  so  great  as  to  render  contact  resistance  negligible. 
K  is  a  key  for  closing  B's  circuit  and  K'  a  key  for  clos- 
ing G's.  The  condition  of  balance  as  indicated  by  the 
galvanometer,  \s  a  :  b  \\  c  :  d  \\  R  ',  X\  or  * 

a 

This  can  be  shown  as  follows  :  suppose  ^  and  X  to  be 
absent;  S'  coincides  with  5  and  T'  with  7*,  and  we  have 
an  ordinary  Wheatstone  bridge  where  a  \  b  \\  c  :  ci  or 
a  d  =  be.  Now  introduce  R  and  X,  varying  R  till  a  bal- 
ance obtains ;  then,  a  \  b  \\  R  -^  c  \  X  -\-  d,  ov  a  X  -^^  a  d  = 
b  R  -{-  b  c;  but  b  c  —  a  d.     Therefore  a  X  z=z  b  R^  and 


a 


as  above.  The  manner  of  varying  R  is  shown  in  Fig.  6a, 
and  is  clone  very  gradually  by  means  of  a  lever.  The 
lettering  li>  similar  to  that  of  ij^f|M!rhe  manner  of 
using  this  bridge  does  not  diffcaj^^^^  -rdinary 
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type.  Its  accuracy  depends  upon  the  accuracy,  prima- 
rily of  Ry  and  also  of  a  and  b.  An  example  will  help  us. 
Let  a  =  r,ooo,  b  =  loo,  R  =  .000322;  then 


X  =  R  -  =  .000322 

a  1,000 


=  .0000322. 


Fig.  63. 


The  Wheatstone  bridge  is  by  far  the  most  universally 
used  instrument,  and  its  thorough  understanding  is  of 
indispensable  value.     We  therefore  feel  justified  in  adding 
the    following    general  remarks 
incidental  to  bridge  practice.    In 
using  any  bridge  the  first  step  to 
take  is  to  insure  that  all  connec- 
tions   are  correct  and   that  all 
circuits  are  intact.      With   equal 
resistances    in    the    proportion 
arms  take  out  the  10  ohm   plug 
in  the   rheostat:    holding  apart 
the  test  lines  going  to  X,  press  successively  the  battery 
and  galvanometer  circuit  keys.     In  the  typical  diagram 
of  Fig.   63,  A  and  B  are  the  proportion  arms,  R  the 
rheostat,  and  X  the  unknown  resistance.     When  the  test 
lines  leading  to  X  are  held  apart,  the  X  arm  is  open  cir- 
cuited, its  resistance  is  infinite,  and  current  from  arm  B 
therefore  flows  across  through  the  galvanometer  causing 
a  decided  deflection,  due  to  the  excess  of  resistance  of  X 
over -^;  for -ST  equals  00  while  -^equals  10.     Say  the  de- 
flection is  to  the  right.     Now  short  circuit  the  test  lines 
by  holding  them  together:  upon  pressing  the  keys  there 
will  be  a  deflection   to  the  left,    for  B  now   equals  10 
while  Xy  being  short  circuited,  equals  o.     If  both  deflec- 
tioDS  are  in  the  same  direction  the  indications  are  that 
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there  is  either  an  open  or  a  short  circuit  in  the  test  lines. 
If  the  line  is  broken  holding  the  lines  apart  will  not  alter 
conditions,  nor  will  crossing  them  if  they  are  already 
crossed  elsewhere.  It  is  barely  possible  that  the  bridge 
may  have  some  internal  disorder.  An  open  or  short  cir- 
cuit in  A  will  give  the  same  symptoms  as  if  in  .Y,  so  also 
with  B  and  R,  But  such  a  trouble  can  be  quickly  located 
by  measuring  the  same  resistance  with  different  ratios. 
It  is  possible  one  line  wire  may  be  broken  inside  the 
insulation  or  the  two  wires  may  be  mashed  together. 
Under  either  condition  it  will  be  impossible  to  get  a 
balance;  for  in  one  case  there  is  not  enough  resistance  in 
R  to  balance  when  X  equals  oo,  and  in  the  second  case, 
none  small  enough  to  balance  when  X  equals  o.  If  while 
securing  a  balance  the  needle  give  a  sudden  lurch  for  some 
unaccountable  reason,  it  is  probably  due  to  a  loose  con- 
nection. If  successive  measurements  of  the  same  resist- 
ances show  discrepancies  in  results,  it  is  likely  due 
either  to  contact  troubles  or  to  the  presence  of  dust 
between  the  rheostat  blocks.  A  common  source  of 
annoyance  is  in  screwing  the  plugs  in  just  tight  enough 
to  trap  a  layer  of  dust  in  between  them  and  the 
blocks.  Failure  to  get  any  deflection  on  the  galvanom- 
eter may  be  due  to  open  circuit  either  in  its  own  or 
the  battery  circuit.  In  tiie  first  place  a  battery  lead 
may  have  become  corroded  or  the  contact  tips  of  K  or 
K'  may  be  oxidized  and  refuse  to  carry  current;  care- 
ful inspection  will  generally  reveal  troubles  of  this 
nature  :  but  if  it  is  necessary  to  test  out,  first  disconnect 
the  galvanometer  and  replace  it  by  a  piece  of  wire;  do 
the  same  with  the  battery.  This  loaves  the  circuits  as 
complete    as  before   and   we   have   a   galvanometer   and 
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battery  to  test  with.     Join  one  side  of  G  to  one  side  of  the 

battery.     From   the  two  remaining   terminals  bring  two 

small  wires  to  serve  as  test  lines.     Touch  them  together; 

if  C deflects,  G  and  Care  all  right.     If  G  does  not  deflect 

it  may  be  due  to  a  poor  contact  somewhere;  be  certain 

that  this  is  not  so.     There  may  be  a  loose  connection 

inside  the   galvanometer.     If    there    are   two    cells    of 

battery  they  may  be  joined  in  opposition.     If  only  one 

cell,  its  plates  may  be   touching  inside.     The  needle  if 

suspended  may  have  a  broken  fibre,  if  pivoted,  may  be 

stuck:  the  ingoing  and  return  galvanometer  wires  may 

be  crossed  so  as  to  cut  out  the  coil.     Onc^e  assured  that 

the  test  circuit  is  all  right  test  across  the  bridge  keys;  G 

should  deflect,  showing  the  circuits  to  be  all  right.     If  it 

does  not  a  metallic  wedge  can  be  shoved  into  the  key  of 

the  defective  circuit  so  as  to  complete  it  there.     The 

test  lines  are  then  made  to  span  different  parts  of  the 

circuit  till   G  deflects,  and   we   know  that  the  break  is 

repaired. 

We  have  seen  that  with  a  ratio 

1        10        I 00 

—  or  —  or 

I        10        100 

no  greater  resistance  can  be  measured  than  is  contained 
in  R.  When  using  this  ratio,  the  resistance  can  be  got- 
ten only  to  a  first  approximation  unless  it  happens  to  be 
an  exact  number  of  ohms  within  the  range  of  R.  More 
frequently  a  point  is  reached  where  the  insertion  of  i 
ohm  in  R  causes  a  deflection  one  way,  and  its  witlulrawal 
a  deflection  the  other,  showing  the  value  of  A'  to  lie 
between  the  two  values  of  R, 

Suppose  9  and  lo  ohms  cause  deflections  respectively 
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to  right  and  left:  if  the  two  deflections  are  of  the  same 
magnitude  it  indicates  that  X  lies  midway  between  9  and 
10  ohms,  and  according  as  one  or  the  other  resistance 
gives  the  greater  deflection  the  value  of  X  will  be  the 
more  removed  from  its  value.  To  obtain  a  closer  approx- 
imation the  ratio 

10        100 

—  or  — , 

I  I 

in  some  cases,  can  be  used.  The  larger  the  current 
around  the  coils  of  any  galvanometer  of  given  sensibility 
the  larger  will  be  its  deflection.  In  measuring  high 
resistances,  on  a  bridge,  in  order  to  increase  the  deflec- 
tion for  a  given  difference  between  R  and  -Y,  a  higher 
voltage  is  used.  As  long  as  high  resistances  are  being 
measured,  that  necessary  to  balance  them  is  also  high, 
and  each  proportion  arm  having  a  high  resistance  in 
series  with  it  is  less  liable  to  damage  from  the  increased 
voltage:  but  when  measuring  low  resistances  the  i 
ohm  or  10  ohm  coil  of  the  proportion  arm  is  liable  to 
injury,  and  the  voltage  must  be  lowered  to  suit  the  new 
conditions. 

On  some  bridges  the  plugs  are  drawn  out  to  introduce 
resistance  while  in  others  they  must  be  inserted.  In 
the  first  case  every  coil  is  short  circuited  by  a  plug  which 
must  be  drawn  out  to  let  the  coil  into  circuit.  In  the 
second  case  it  is  only  by  inserting  a  plug  that  the  circuit 
through  the  coil  is  completed  as  seen  in  Fig.  65.  The  coil 
in  this  case  is  continuous,  and  is  tapped  ofif  at  intervals  to 
plugs  which  are  to  be  plugged  to  a  bar  running  the  full 
length  of  the  coil.  The  latter  has  the  advantage  that 
fewer  plugs  are  used,  and  hence  there  are  fewer  contacts 
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to  introduce  error.  On  many  bridges  the  proportion 
arms  are  identical,  but  on  others  one  arm  may  have 
I,  10, 100  ohm  coils,  and  the  other  lo,  loo,  i,ooo  ohm  coils. 
According  as  one  ratio  or  another  is  used  the  error  intro- 
duced in  results  by  an  error  of  i  ohm  in  the  adjustment 
of  -^,  varies.     Using  a  ratio 

I 

_  9 

1 
an  error  of  i  ohm  in  /^  causes  an  error  of  i  ohm  in  X. 
That  is,  if  through  lack  of  care  in  adjustment  a  balance  is 
taken  at  9  when  it  really  calls  for  10,  X*s  value  will  be  just  i 


Fig.  64.  Fig.  65. 

ohm  out.  Such  an  error  can  be  caused  by  undue  haste  in 
adjusting^,  by  dust  in  the  rheostat,  or  by  not  having  the 
needle  at  the  zero  of  torsion.  Some  suspended  galvanom- 
eter needles  intended  for  bridge  work  have  their  side  play 
limited  by  two  non  magnetic  stops  placed  on  both  sides  of 
the  needle,  and  the  normal  position  of  the  needle  is  midway 
between  these  stops.  If  the  directive  force  of  the  magnetic 
field  holds  the  needle  over  against  one  of  these  stops,  and 
if  instead  of  restoring  the  needle  to  its  proper  position  by 
turning  the  instrument  it  be  done  by  turning  the  torsion 
head,  the  needle  then  holds  its  position  against  the 
twisting  moment  of  the  fibre.  Under  such  a  restraining 
force  the  sensibility  of  the  needle  is  much  diminished. 
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The  writers  have  preferred  to  do  away  with  the  stops  on 
either  side  the  needle,  to  allow  it  to  find  its  own  position  of 
rest  each  time,  and  then  to  give  it  a  directive  force  about 
this  point  by  means  of  a  magnet  laid  somewhere  near  it. 
Using  the  ratio 

10 
1 
an  error  of  i  ohm  in  R  causes  a  difference  of  .1  ohm  in 
X\  with  the  ratio 

100 

I 
the  error  in  AT  is  .01  ohm,  and  with  the  ratio 

1,000 
I 

.001  ohm.     With  a  ratio 

10 

1 
suppose  a  balance  to  have  been  gotten  with  R  =  25. 
Then,  10  :  i  ; !  25  :  AT,  and  A'  =25  ohms.  Should  the 
balance  properly  have  been  at  24,  corresponding  to  a 
resistance  of  2.4  ohms,  the  error  would  be  2.5  —  2.4  =  .  r 
ohm.     To   measure  greater  resistances  than  that  in  R^ 

the  ratios 

10         10  I 

100'    1,000*    I, coo 

arc  used.  Results  are  not  as  accurate  as  when  using  the 
inverse  of  these  ratios,  fi^r  in  the  first  case  an  error  of 
I  ohm  in  A*  means  an  error  of  10  olims  in  .V.  In  the  last 
case  a  ditTerence  of  i  in  A*  causes  a  ditYerence  of  1,000 
in  A*.  These  rati^^s  are  used  niair.ly  for  measuring  resist- 
ance o\  insulativ>n  viiere  t!u^  orrv^r  maybe  very  large,  and 
still  be  but  a  fractional  :>er  co:n.  of  tl^.c  tv>tal  resistance. 
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In  all  low  resistance  work  the  resistance  of  the  test 
lines  must  be  taken  into  consideration,  and  in  some  work 
that  of  the  bridge  rheostat  arm.  To  measure  the  test 
lines,  clamp  their  further  ends  together  and  if  possible 
get  a  balance  with  the  ratio  i,ooo  to  lo.  Suppose  this 
to  be  impossible  and  that  the  insertion  or  withdrawal  of 
I  ohm  causes  respectively  a  +  ^"^  —  deflection.  Sup- 
pose the  galvanometer  dial  to  be  graduated  and  that 
with  ^  =  90  a  +  deflection  of  27  obtains,  and  that 
for  ^  =  91  a  —  deflection  of  17.  A  balance  at  -^  =  90 
would  correspond  to  -ST  =  .9  ohm:  and  a  balance  at 
-^  =  91  to  A'  =  .91  ohm,  a  difference  of  .01  ohm. 
This  difference  of  .01  ohm  causes  a  deflection  of  27  -|- 
17  =  44  divisions:   one   division   would    be    caused    by 

—  =  .000227  ohm. 
44 

Since  90  ohms  causes  a  deflection  of  +  27  such  a  resist- 
ance must  be  added  to  90  as  will  bring  the  needle 
back  27  divisions  to  zero,  corresponding  to  a  balance; 
.000227  ohm  will  move  the  needle  i  division;  to  move 
it  back  27  divisions,  .000227  x  27  =  .006129  ohm  must 
be  added  to  90,  making  A",  at  the  balance  point,  = 
.90006.  This  method  of  ascertaining  the  balance  point 
without  actually  effecting  it,  is  known  as  the  method 
of  interpolation.  To  enable  finer  measurements  to 
be  actually  made  a  variable  low  resistance  can  be  con- 
nected in  series  with  R,  This  resistance  usually  replaces 
the  00  plug.  To  get  the  resistance  of  a  bridge  rheostat 
arm,  substitute  for  the  test  lines  a  piece  of  bare  copper 
wire  whose  dimensions  can  be  easily  determined.  The 
amount  of  this  wire  included  between  the  **  A'"  binding 
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posts  can  be  varied  till  it  just  balances  the  resistance  of 
the  arm.  Its  own  resistance  is  then  determined  either 
from  a  wire  table  or  by  calculation  based  upon  its 
dimensions  and  specific  resistance:  a  constant  to  be 
considered  later.  In  ordinary  bridge  work,  the  rheostat 
arm  resistance  can  be  neglected  in  comparison  with 
that  of  X. 

Another  very  satisfactory  method  of  measuring  low 
resistances  is  by  means  of  the  differential  galvanometer. 
This  is  a  galvanometer  having  two  coils,  which,  when 
connected  either  in  series,  or  in  parallel  and  in  opposi- 
tion, should  have  equal  and  opposite  effects  upon  the 
needle  which,  of  course,  then  remains  at  rest.  The 
differential  action  depends  upon  the  magnetic  opposition 
of  the  coils  when  an  equal  current  is  sent  through  both 
but  in  opposite  directions.  If  the  coils  are  identical  as 
regards  number  of  turns,  and  in  position  as  regards  the 
needle,  complete  balance  is  secured  when  the  coils  are  in 
series,  because  the  current  through  both  is  necessarily  the 
same.  For  a  balance  with  the  coils  in  parallel  the  resist- 
ances must  be  the  same,  otherwise  the  same  current  will 
not  flow  through  both.  To  test  for  symmetry  of  position 
connect  the  coils  in  opposed  series,  and  apply  a  cell;  upon 
pressing  the  key  a  deflection  to  one  side  or  the  other 
indicates  one  coil  to  be  magnetically  stronger  than  the 
other.  A  controlling  magnet  should  be  used  to  bring 
the  needle  back  to  zero,  or  an  adjusting  coil,  sometimes 
provided,  brought  into  use.  Some  such  method  of 
compensation  is  necessary,  for  any  lack  in  the  coil  itself 
cannot  be  conveniently  remedied.  The  equality  of 
resistance  is  tested  by  connecting  the  coils  in  opposed 
parallel.     If  the  resistances  are  equal  the  currents  will 
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be  the  same,  and  on  a  magnetically  balanced  instrument 
the  deflection  will  be  zero.  This  is  seldom  the  case,  how- 
ever, and  compensation  is  secured  by  placing  a  resistance 
box  in  series  with  the  coil  of  lower  resistance  and  adding 
resistance  till  the  needle  returns  to  zero.  Having  deter- 
mined the  value  of  this  added  resistance  a  special  coil 
can  be  made,  and  permanently  attached  to  the  base  of 
the  galvanometer.  If  this  coil  is  non-inductively  wound, 
that  is,  so  wound  that  there  are  as  many  turns  from  right 
to  left  as  from  left  to  right,  it  will  in  no  way  disturb 
the  magnetic  balance.  The  non-inductive  winding  is 
secured  by  doubling  the  wire  in  the  middle  and  winding 
it  on  double,  as  is  done  with  resistance  box  coils. 

There  are  two  schemes  of  connections  which  can  be 
used  in  measuring  resistance  with  the  differential  galvan- 
ometer.    Fig.    66   shows   the   method   best  adapted    to 
medium    or    low  resistances. 
The    coils    are     here    joined 
in  cpposed stTiQs;  the  unknown 
resistance,  X^  is  placed  as  a 
shunt    across    one   coil  while 
the  variable  resistance,  R^  is 
across    the     other.     If     the 
galvanometer  is    balanced  to 
begin   with,    it  will    be    bal- 
anced when  R  =  X;  for  under 

this  condition  the  shunting  power  of  each  is  the  same, 
and  equal  but  opposite  currents  still  pass  through  coils 
^  and  c\  The  delicacy  of  this  method  depends  upon  the 
sensitiveness  of  the  galvanometer  and  upon  the  accuracy 
of  R.  The  test  consists  in  varying  R  till  the  needle 
returns  to  zero.     The  method  is  due  to  Heaviside.     It 


c  & 


ll!|h 


Fig.  66. 
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sometimes  happens  that,  just  as  on  a  bridge,  an  exact 
balance  cannot  be  obtained,  because  IPs  units  are  too 
large.  In  this  case  we  calculate  the  balance  point  by 
interpolation.  Observe  the  lowest  possible  +  deflection, 
say  it  is  10  divisions.  Next,  put  one  unit  into  /^  or 
take  one  out,  as  the  case  may  be,  to  get  the  lowest 
possible  ~  deflection ;  say  it  is  25  divisions.  For  the  -f- 
deflection  suppose/?  =  50  ohms  and  for  the  —  deflection 
^  =  51  ohms.  Then  the  total  deflection  25  +  10  =  35 
divisions  is  caused  by  a  difference  of  i  ohm  in  Z^;  1/35 
ohm  will  cause  a  deflection  of  i  division,  so,  in  order  to 
bring  the  needle  back  to  zero,  10/35  =  -^^  ^h"'*  which  is 
to  be  added  to  the  50  ohms,  making  50. 28ohms  the  point  of 
balance,  and  the  value  of  AT.  r,  the  resistance  to  be  added 
to  the  smaller  value  of  /^  in  any  case,  can  be  got  from 
the  proportion,  -^'s  unit  :  r  ; ;  //  +  ^'  •  ^j  where  d  is 
the  +  deflection  and  d  -\-d'  the  total  deflection  caused 
by  a   difference  of   i   unit  in  R. 

For  measuring  high  resistances  the  coils  should  be  con- 
nected  in  parallel,  X  being  in  series  with  one  and  /?  with 
the  other.  Fig.  67  shows  the  plan  of  connections.  Under 
these  conditions,  too,  a  balance  obtains  when  R  =z  X. 
Where  perfect  balance  cannot  be  obtained,  interpolation 
is  resorted  to.  It  is  well  to  introduce  the  box  r  into  the 
battery  circuit  to  cut  the  current  down  if  necessary. 
This  method  can  be  given  a  wide  range  of  measurement 
by  introducing  the  shunts  ^S",  and  5„  which  should  be 
cither  standard  shunts,  or  accurate  resistance  boxes  with 
a  total  resistance  about  equal  to  that  of  the  coil  which 
it  is  to  shunt.  As  the  two  galvanometer  coils  are 
alike  so  will  the  shunts  be.  Better  still,  have  S^  and  S^ 
so  designed   with  respect   to   the  coils  as  to 
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Fig.  67. 


standard  ratios  of  1/9,  1/99  and  1/999.  If  this  method  is 
adopted  it  is  well  to  adjust  the  coils'  resistance  to  some 
even  figure,  and  to  order  the  shunt  boxes  accordingly. 
In  Fig.  67  it  can  be  seen  that  current  from  B  passes 
around  c  from  left 
to  right  but  around 
c'  from  right  to 
left.  If  the  galvan- 
ometer coils  are 
electrically  and 
magnetically  bal- 
anced no  deflec- 
tion will  be  gotten 
when,  with  R  and 
X  cut  out,  the  key 
is  pressed.  Placing 
X  in  the  circuit  with  r,  balance  is  destroyed  but  can  be 
restored  by  introducing  into  r"s  circuit  a  resistance 
equal  to  that  of  X,  A  perfect  balance  established,  jR  = 
X.  To  eliminate  any  error  likely  to  arise  from  want  of 
a  proper  balance  between  the  coils  themselves,  it  is  only 
necessary  to  substitute  for  X  a  second  standard  box  and 
find  what  resistance,  R'  just  balances  R  as  already  found. 
If  R'  =  Ry  the  measurement  is  correct:  if  ^' does  not 
equal  R  it  still  equals  A",  for  it  has  replaced  A'  under  the 
same  conditions. 

The  smallest  resistance  to  be  had  in  R  is  perhaps 
1  ohm;  the  largest  10,000  ohms.  According  as  A^  is 
greater  than  10,000  or  less  than  i  ohm  shunts  6",  and 
•S,  respectively  are  used.  For  example,  suppose  it  is 
desired  to  measure  an  armature  whose  resistance  is 
'  ohm.     It  cannot  be  measured  without  shunting  the 
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galvanometer,  for  there  is  in  R  no  resistance  small 
enough  to  balance  it  on  equal  terms.  X  being  much 
less  than  R  a  large  current  flows  through  coil  c  and 
causes  a  deflection;  before  the  needle  can  be  brought 
to  zero,  the  current  in  c  must  be  made  the  same  as  that 
in  c\  and  this  can  be  done  either  by  reducing  R  till  it 
equals  X^  or  by  shunting  coil  c  so  that  of  the  total 
current  which  flows  through  the  circuit  only  an  amount 
equal  to  that  in  ^  flows  through  r,  the  rest  going 
through  shunt  S^,  The  shunt  to  be  used  is  dictated  by 
the  degree  of  accuracy  desired.  Using  the  1/99  shunt 
the  removal  of  i  ohm  from  R  has  the  same  eflPect  as 
i/ioo  of  an  ohm  would  have  were  no  shunt  used;  and 
with  the  1/999  shunt,  the  same  as  1/1,000  ohm  would 
have  without  a  shunt.  For  suppose  that  with  no  shunt, 
the  removal  of  i  ohm  from  R  caused  a  decrease  of  i  am- 
pere in  the  current  flowing  through  circuit  r  Af  N  B, 
The  whole  variation  takes  place  in  coil  c\  If  only  1/1,000 
of  the  current  in  r  r  X  B  flowed  around  r,  a  variation  of 
I  ampere  in  r  X  B  would  cause  a  variation  of  approxi- 
mately but  1/1,000  of  I  ampere  in  coil  c.  This  condition 
is  more  properly  explained  but  less  easily  understood  by 
considering  not  the  change  which  takes  place  in  c  when 
R  is  varied,  but  the  change  which  takes  place  in  r', 
because  if  we  suppose  a  constant  potential  to  be  main- 
tained l>etwecn  points  -lAand  .V,  variation  in  i?  will  cause 
no  change  in  «-*s  current.  However,  using  the  1/999 
shunt  5,,  the  effect  of  «**s  coil  is  but  i  1,000  of  what  it 
would  be  were  no  shunt  used,  so  the  indicated  value  of 
-V  at  time  of  Ixilance  must  ho  divided  by  1,000.  The 
object  attained  then  by  usinsi  ^^^  is  to  reduce  the  effect  of 
each  ohm  in  A\  so  that  A*  can  be  used  for  measuring  re- 
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sistances  outside  its  own  range,  and  with  greater  accuracy 
those  within  its  range.  If  X  is  many  times  greater  than 
R  the  shunt  must  be  used  in  r'  circuit;  then  instead  of 
dividing  R%  value  at  balance  by  the  shunt  power  used  we 
multiply  it.  Suppose  AT  to  be  102,000  ohms.  Without  a 
shunt,  R  would  have  to  contain  102,000  ohms  to  balance 
this,  but  by  using  S^  =  1/999  we  get  a  balance  with  R  = 
102  ohms.  In  general,  calling  5  the  resistance  of  the 
shunt,  G  that  of  the  galvanometer,  R  the  standard,  and  X 
the  unknown;  when  X  >  R  {is  greater  than  R)  and  c* 
is  shunted,  X  =z  R  x  the  shunting  power  of  S^.  When 
X  <  R  (X\s  less,  than  R)  and  c  is  shunted,  X  =  R  -r- 
shunting  power  of  S^.  Here  R  means  the  resistance 
w^ith  which  a  balance  is  gotten.  More  briefly  expressed. 
If 


If 


X  >  R,(f  shunted,  X  -  \  -^   t^t-o  X  ^. 

Gr  -|-  Oj 


X  <  R,  c  shunted,  X  =  -^   ,    ^  X  Ry 

^  +^, 
where 

is  the  multiplying  power  of  the  shunt  and  is  gotten  by 
inverting  the  fraction  denoting  the  part  of  the  whole 
current  which  passes  through  the  galvanometer  coil.  In 
its  most  general  form  the  formula  giving  the  value  of  X 
in  terms  of  R,  G,  G'  S  S'  is 

where  Cand  G'  are  the  coil  resistances  and  S  S  that  of 
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their  respective  shunts.     If  G  and  Cr  are  of  the  same  re- 
sistance  then  G  ^  G  and 

•+f 

X  =  R — i. 

If  5  =  00,  that  is  if  no  shunt  is  used  on  G^ 

R       s:  R 


X- 


6.-C  +  5' 


Further  if 


-,  then  AT  = 


G  +  ^'       i,ooo'  '^~i,ooo' 

If  no  shunts  are  used  both  ^  and  5'  =  oo   and^AT  =  R 
To  investigate  it  a  little  more  mathematically:  if  G  is 
the  resistance  of  the  galvanometer  coil,  and  .9  that  of  its 
shunt,  their  resistance  in  multiple  is 

G  S 
G  +  S 

and  the  resistance  of  the  circuit  is 


G  +  S- 
If  £is  the  voltage  of  the  battery,  then 

Also  we  know  that 

where  /,  is  the  current  in  the  galvanometer  coil.     Now 
it  is  this  coiKs  current  which  interests  us: 
We  therefore  solve  for  /,  as  follows: 
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S+  G 


(G  +  S)E       _ 
R  (S -\-  G)  -\-  G  S~    ' 


therefore, 


/    = 


{G-k-S)E 


X 


Ji  (S -If  G)  -^  G  S  ^  S-\-  G- 

SE 


i8i 


R  {G -\-  S)  +  G  S' 
Reducing  still  further  and  dividing  by  5,  we  get, 


^.= 


S+  G 


+  G 


The  meaning  of  this  last  equation  is  this:  the  value  of 
the  current  in  the  shunted  coil  is  the  same  as  it  would 
be  were  there  no  shunt  used,  and  if  instead,  -^'s  value 
were  increased  to 


The  cflFect  of  the  shunt  then  is  to  multiply  ^  by 

G-^t  S 
3^ 


which  is  the  multiplying  value  of  the  shunt.  For  example, 
suppose  the  1/99  shunt  to  be  used  and  1^=  5,249.  What 
is  X?  Here  R  is  to  be  multiplied  by  100,  therefore  A'  = 
5,249  X  100  =  524,900  ohms.  If  the  1/999  shunt  were 
used  and  R  to  balance  were  9,847  ohms,  A'  would  be 
9,847  X  1,000  =  9,847,000  ohms.  When  A'  is  smaller 
than  any  unit  in  R,  5,  is  used  and  the  formula  is 
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X=R 


G+S' 


Thus  suppose  the  1/99  shunt  is  used  and  iP  =  45  ohms; 
then 


A'=-g-  =  .45  0hm. 


Again,  with  the  1/999  shunt  and 


/?=i3,^  = 


13 


1,000 


=  .013  ohm. 


We  have  thus  increased  the  range  of  the  method  so  that  it 
is  useful  anywhere  from  1/1,000  of  the  smallest  unit  in  /^ 
to  1,000  times  the  total  value  of  /^. 

Except  for  the  calculations  involved  in  reducing  results, 
the  use  of  an  ordinary  resistance  box  as  a  shunt  is  prefer- 
able to  the  standard  shunts,  as  it  admits  of  finer  adjust- 
ments. For  example,  suppose  G  =  500  ohms,  5  =  315 
and  R  =  9,950.  What  is  AT? 

^  -  — ;^  X  ^  = — X  9,950 


_  315  X  9,950 

3»5 


25,744  ohms. 


If  a  1/99  shunt  had  been  used  the  balance  value  of  ^ 
would  have  been  257  and  the  value  of  X  found  to  be 
25,700  ohms,  or  44  ohms  too  small.  Had  the  1/9  shunt 
been  used,  JR  would  have  balanced  at  2,574,  correspond- 
ing to  X  =  25,740  or  4  ohms  too  small.  So  we  see  that 
although  a  resistance  box  requires  more  work  than  a 
standard  shunt,  it  also  gives  greater  accuracy. 


CHAPTER  VII. 

MEASUREMENT   OF   INSULATION. 

Wheatstone's  bridge  and  the  differential  galvanom- 
eter fulfill  the  requirements  for  a  wide  range  of  measure- 
ments, but  they  become  less  and  less  accurate  as  this 
range  is  increased.  For  very  low  resistances  the  **  Com- 
parison" method  is  much  the  best,  and  for  resistances 
reaching  up  into  megohms,  there  are  better  methods 
which  we  will  now  investigate. 

Fig.  68  shows  the  connections  for  a  method  much  used 
in  testing  insulation  resistance:  ^  is  a  dynamo;  Gy  a 
galvanometer,  with  shunt  S\  -^,  a  resistance  box  of 
100,000  ohms  or  more  ;  r  is  a  standard  resistance,  and 
Xy  the  resistance  to  be  measured.  ^  is  necessary,  not 
only  to  set  up  the  galvanometer,  but  to  protect  it  in 
cases  where  X  is  found  to  be  defective.  For  a  test  of 
this  sort  to  be  thoroughly  reliable,  a  high  voltage,  (125 
to  500  volts)  must  be  used,  and  it  would  not  do  to  apply 
this  directly  to  the  galvanometer.  Switch,  K,  makes  it 
possible  to  throw  either  X  ov  r  into  circuit  at  will. 
The  test  consists  in  first  noting  the  deflection  with  X  in 
circuit:  it  is  well  to  start  with  the  1/999  shunt  in;  and 
if  the  deflection  is  zero  or  small,  successively  put  in 
the  1/99  and  1/9  shunts,  and  finally  remove  the  shunt 
entirely.     If  the  deflection  is  now  zero  the  insulation  is 
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KAAAAAA 
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above  the  maximum  range  of  the  galvanometer,  for  the 
given  voltage,  and  may  be  considered   perfect     When 

changing  shunt,  care 
must  be  taken  that  JC  is 
open,  otherwise-  the  gal- 
vanometer may  get  a 
current  that  will  twist 
the  fibre  several  turns, 
or  even  twist  the  needle 
ofiF.  If  a  deflection  is 
obtained,  its  value  is 
noted;  this  we  will  call 
d^  Next  throw  r  into  circuit,  and  if  it  is  possible, 
get  a  readable  deflection  with  the  same  shunt  as  used 
with  X.  In  this  case  the  following  proportion  holds: 
X  :  r  \]  d^i  d^;  whence 


Fig.  68. 


Suppose  r  =  100,000  ohms;  </,  =  50  divisions,  and  </,  = 

240  divisions.     Then 

_,        //-            240  „  , 

A  =  - ,-  r  = X  100,000  =  4,800,000  ohms. 

If  a  shunt  is  used  with  either  X  or  r  the  formula  must 
be  modified  accordingly.  Suppose  the  1/999  shunt  is 
used  with  r,  and  the  1/9  shunt  is  used  when  X  is  in  cir- 
cuit, then 

^       1,000  </r  i/^ 

X  = 7-^  r  =  100  -f  . 

10  if X  ax 

The  range  of  measurement  then  extends  from 
r 


1,000 


to  1,000  r. 
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or  from  loo  ohms  to  100,000,000  ohms  where  r  =  100,000 
ohms.  Another  method  of  regulating  the  deflection  is 
to  keep  a  constant  shunt  on  the  galvanometer  and  vary 
the  voltage,  Ey  of  dynamo  A,  In  this  case  E  is  varied 
till  the  same  deflection  is  obtained  from  X  and  r,  when, 
X\r\\E^\  E^\  and 

Suppose  Ej^  =  500;  E^  =   50  and  r  =  100,000;   then 

^oo 
X  =  - —  X  100,000  =  10,000,000  ohms. 

A  simple  and  inexpensive  method  of  varying  E  is  shown 
in  Fig.  69.  The  total  voltage  of  A  is  applied  to  the  high 
resistance  wire,  R  R\  One 
galvanometer  circuit  termi- 
nal is  secured  at  R  and 
the  other  is  fastened  to  the 
movable  contact,  r.  The 
voltage  in  the  galvanometer 
circuit  is  varied  by  sliding  c 
along  the  wire.  The  con- 
ditions to  be  filled  by  the 
wire  R  R'  as  regards  uni- 
formity of  cross-section,  etc.,  are  the  same  as  those 
discussed  under  the  slide  wire  bridge.  The  total  length 
of  -^-^' should  be  divided  into  as  many  equal  parts  as 
there  are  volts  on  A\  then  any  desired  voltage  below 
this  can  be  gotten  by  taking  the  proper  proportion 
of  R  R'*s  length.  Where  R  R'  is  very  long,  100  feet  or 
more,  it  must  be  mounted  in  some  manner  that  will 
make  every  inch  of  it  easily  accessible.  To  do  this  it 
can   either  be  wound    back   and   forth  on  wooden   pins 


Fig.  69. 


l86  TESTING   OF  DYNAMOS  AND  MOTORS. 

driven  into  a  board,  or  it  can  be  wound  in  a  spiral  on 
a  wooden  drum  with  brush  contacts  at  either  end.  In 
both  arrangements  R  R'  should  be  graduated  in  volts 
and  the  values  marked  at  intervals  on  the  board  or  drum 
just  beneath  the  wire.  *  If  there  are  500  volts  on  A^  the 
galvanometer  circuit  will  be  subjected  to  the  full  500  if 
the  free  end  c  rests  on  R'\  to  250  volts,  if  c  rests  mid- 
way between  R  R\  and  so  on,  the  fraction  of  the  total 
voltage  being  the  same  as  the  fraction  of  the  total  length 
of  R  R  included.  For  this  reason  it  is  more  convenient 
to  mark  R  R'  in  fractions  of  its  own  length,  then  the 
marking  is  good  whatever  may  be  the  voltage  of  dynamo 
A,  It  may  not  always  be  convenient  to  conduct  the 
test  by  varying  £^  in  which  case  recourse  must  be  had  to 
the  method  of  variable  shunts  described  above. 

To  be  strictly  accurate  the  resistance  of  generator,  gal- 
vanometer and  R  must  be  considered.  When  X  is  in  cir- 
cuit (see  Fig.  68)  its  resistance  may  be  considered  so  high 
as  to  require  no  shunt  to  get  a  readable  deflection;  in  this 
case  the  deflection  is  inversely  proportional  to  the  cir- 
cuit resistance,  and  if  A*s  voltage  is  £,  we  may  write 

•"■    A  +  G  +  R  +  X' 

When  r  replaces  -Y,  a  shunt  generally  has  to  be  used, 
because  r  is  so  much  less  than  X  that  the  current  sent 
through  it  by  E  throws  the  ray  off  the  scale.  The  eflFect 
of  this  shunt,  as  has  been  shown,  is  to  virtually  increase 
the  circuit  resistance 

5+  G 
S 

times,  so  that  we  may  write. 
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d.  = 


{A  +  r  +  /i)^^^^+G 


From  these  values  of  d^  and  </,  we  get  by  division, 

d^_  £  ^ £ 

d,  ~  A  +  G+H  +  X 


(A  +  r  +  £)^^+G 


S+  G 


{A-^r  +  Ji)  +  G 


A  +  G-\-  £  +  X 


X 


_l±^.(^A  +  r  +  £)^G 

A^G^£-{-X  • 

Clearing  of  fractions  and  dividing  by  d^  we  have 

A^G+£+ 


X=^^(^-^-{^±r  +  £)+G 


)■ 


Whence  solving  for-Y,  we  get 

X  =  -^\^^^!^  {A  +  r  +  £)  +  G\-{A^G  +  £); 

where  ^  =  generator  resistance,  and  ^,  r,  6^  and  6",  that 
of  the  constant  box,  standard  resistance,  galvanometer 
and  shunt  respectively.  X  is  the  unknown  resistance. 
When  r  and  X  are  large  A  and  G  may  be  neglected  and 
the  formula  becomes, 

"^f  JIT  and  r  are  alone  taken  into  account,  then 
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^         d,  S+G 

d^  6 

which  reduces  it  to  the  case  already  discussed.     If  we 
use  the  1/999  shunt. 


S-\-G 


000 


and 


AT  =  ^  X  1,000  r 

These  methods  are  used  in  the  commercial  testing  of 
glass  and  porcelain  insulatprs  and  marine  cables.     To 


:=.B 


Fig.  70. 

test  insulators  they  are  arranged  along  a  shelf  containing 
holes  to  receive  them.  Each  one  is  then  filled  with  water 
to  within  an  inch  of  the  top,  and  the  tank  is  filled  to  the 
same  level.  They  are  then  allowed  to  stand  several 
days  to  give  the  wafer  every  chance  to  creep  into  any 
crevices  which  might  exist.  Fig.  70  shows  the  connec- 
tions for  the  test  which  then  follows.  The  tank,  T^  con- 
tains the  insulators,  a^  a,  a.  The  test  lines  are  fastened 
one  to  the  iron  tank  and  the  other  to  a  long  ebonite  rod 
so  as  to  be  movable.  By  means  of  the  two-way  switch,  K^ 
the  galvanometer  may  be  thrown  on  the  lines  L  L'  or  on 
the  standard  high  resistance  box  R,     The  other  appur- 
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tenances  are  the  same  as  those  already  noted.  The  test 
consists  in  throwing  the  galvanometer  alternately  upon 
L  L\  the  test  lines,  one  of  which  touches  the  water 
through  the  tank  case,  the  other  of  which  touches  the 
water  in  the  insulator,  and  upon  the  box  R.  The  deflec- 
tions obtained  are  then  compared.  Let  d^  be  the  deflec- 
tion due  to  R^  and  d^  that  due  to  X^  the  insulation 
resistance.  If  the  1/999  shunt  be  used  with  R^  we 
have 

^  =  -^)(^  +  '-  +  ^)^^-^+G}-(G  +  ^  +  r) 

or  with  sufl^cient  accuracy 

X  =i  1,000  ^  R. 

Throughout  the  test,  the  lines  L  L!  should  be  exchanged 
to  detect  any  insulation  defect  in  the  testing  system. 
Before  and  after  the  test,  line  Z  should  be  held  in  air  and 
K  closed.  Any  deflection  shows  faulty  line  insulation, 
which  should  be  remedied.  It  is,  however,  impossible  to 
maintain  perfect  insulation  in  the  pressure  of  such  high 
voltage;  perfection  on  a  dry  day  often  proving  faulty  on 
a  wet  one.  All  wiring  and  devices  should  be  supported 
on  rubber  cleats  and  legs,  and  these  should  be  carefully 
dusted  daily.  Besides  that  caused  by  surface  leakage  due 
tft  moisture,  there  will  be,  on  closing  the  key,  a  momen- 
tary deflection  due  to  the  line's  capacity;  the  line  takes  a 
static  charge,  the  amount  of  which  depends  upon  the 
potential  of  the  battery  and  the  line's  capacity. 

The  effects  of  capacity  depend  on  the  well-known  fact 
that  if  we  connect  two  points  which  are  at  (lif'crrnt 
potentials,  a  flow  of  electricity  takes  place  between  them 
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until  the  points  are  at  the  same  potential.  If  some 
agent  is  employed  to  keep  the  points'  potentials  dif- 
ferent, at  the  same  rate  that  the  current  equalizes  them, 
we  have  a  continuous  flow  of  current,  as  in  an  ordinary 
active  lighting  or  power  circuit  where  the  external  flaw 
of  current  represents  the  ^  ^"^  *~  brushes'  effort  to 
equalize  their  potentials,  while  the  armature  is  the  agent 
which  maintains  the  potential  difference.  Now  if  a  lot  of 
dead  wiring  be  tapped  on  to  one  brush  of  a  live  dynamo 
this  wiring  will  acquire  the  potential  of  that  brush,  and 
in  doing  so  causes  a  momentary  flow  of  current,  whose 
strength  and  duration  will  depend  upon  how  much  elec- 
tricity  it  takes  to  raise  the  wires  to  the  same  potential  as 
the  rest  of  the  system. 

In  the  above  case  all  the  wires  on  one  side  of  the 
key  are  attached  to  the  battery  or  dynamo,  and  are  at  a 
certain  potential:  wires  on  the  other  side  of  the  key  are 
dead  or  at  zero  potential,  except  in  so  far  as  they  may 
preserve  a  charge  from  their  last  communication  with  the 
live  side.  As  soon  as  the  key  is  closed  there  is  an 
equalization  of  potential,  which  sends  a  momentary  cur- 
rent through  the  galvanometer  and  causes  a  deflection. 
This  deflection,  however,  should  quickly  subside,  whereas 
a  deflection  due  to  leakage  will  persist  and  be  of  constant 
value,  and  must  be  subtracted  from  the  deflections 
obtained  from  the  box  R^  and  from  the  insulation  X^  in 
order  to  get  the  true  deflection  due  to  these  resistances 
alone.  In  the  above  test  the  insulators  are  first  rapidly 
tested  by  tapping  the  stalk  with  the  terminal  Z.  Those 
measuring  below  a  certain  value  are  removed,  and  the 
balance  are  then  connected  in  groups  of  lo  or  loo  by  con- 
necting all  the  stalks  together.     The  insulation  resist- 
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ance  of  these  groups  is  then  taken  accurately.  The  pres- 
ence of  a  poor  insulator  in  a  group  will  bring  down  the 
average  of  the  group;  on  the  other  hand  a  lot  of  good  in- 
sulators may  boost  a  moderately  poor  one  through :  hence 
the  preliminary  test.  The  surface  leakage  of  the  insulators 
taken  together  further  lowers  the  apparent  value  of  the 
insulation.  This,  however,  is  the  condition  under  which 
the  insulators  are  used,  and  hence  is  the  test  which  they 
should  be  called  upon  to  stand.  The  average  insulation 
per  insulator  is  required  to  be  above  250,000  megohms, 
and  anything  below  200,000  megohms  is  rejected.  If 
100  insulators  are  in  a  group  and  they  are  assumed  to  be 
of  equal  insulating  power,  their  total  resistance  con- 
nected in  parallel  will  be  i/ioo  of  that  of  any  single 
insulator.  If  200,000  megohms  is  the  minimum  for  a 
single  insulator,  200,000  -4-  100  =  2,00c  megohms  is  the 
minimum  for  the  group. 

In  measuring  the  insulation  of  marine  cables  and 
cables  for  underground  work,  the  same  method  is 
resorted  to.  The  cable  is  coiled  in  a  tank  6  or  7  feet 
deep,  and  its  ends  are  brought  out  and  supported  in  mid- 
air by  means  of  ebonite  rings.  Water  is  then  run  into  the 
tank  and  the  cable  left  there  for  several  days.  Each  end 
is  then  stripped  of  its  insulation  and  lead,  or  other 
sheathing,  for  a  few  inches  back,  so  as  to  increase  the 
length  of  the  surface  between  the  lead  and  the  copper. 
To  further  decrease  surface  leakage  the  ends  are  pencil - 
shaped,  and  coated  with  hot  paraffine  before  being  tested. 
The  longer  a  cable,  the  less  will  be  its  total  insulating 
power.  Contracts  therefore  require  not  that  the  whole 
cable  have  a  certain  insulation  resistance,  but  that 
it  have  a  certain  insulation  resistance   per  foot.     Since 
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the  total  insulating  power  diminishes  with  the  length 
of  the  cable  (since  every  foot  adds  a  path  for  leakage), 
the  average  insulation  per  foot  is  gotten  by  multiplying 
the  total  insulation  by  the  number  of  feet, 

or,  Insulation  of  the  whole  cable  =  la^utation  per  foot  ^ 

Length  in  feet 

Hence,  as  above,  insulation  per  foot  =  total  insulation  x 
number  of  feet.  Cables  are  in  general  of  three  types: 
single  conductor  cables,  double  and  triple  conductor  ca- 
bles, and  telephone  cables.  In  the  first  the  insulation  is 
measured  from  the  conductor  to  the  lead;  in  the  second, 
between  conductors,  which  are  concentric,  and  from  the 
outer  one  to  ground;  in  the  third,  between  each  of  the  52 
to  104  pairs  of  conductors.  That  is,  each  wire  is  tested 
with  every  other.  They  are  all  then  twisted  together 
and  tested  to  ground.  In  telephone  cables  the  insulation 
need  not  be  very  high  from  wire  to  wire,  since  the 
voltage  at  which  they  will  work  is  not  high.  The  test  is 
more  for  the  purpose  of  insuring  that  the  cable  be  free 
from  crosses.  Even  in  case  of  a  cross  the  defective  wire 
is  simply  ignored;  it  is  on  this  account  that  several  extra 
wires  are  put  in  each  cable,  so  that  a  100  wire  cable  has 
104  wires.  The  insulation  to  ground  is  tested  at  a  lower 
voltage  than  in  high  tension  cables. 

High  tension  cables  are  subjected  to  a  further  test:  the 
cable  is  put  into  a  tank,  and  the  secondary  of  a  step  up 
transformer  connected  to  the  cable  and  the  tank.  The 
voltage  is  then  raised  to  a  value  several  times  above  that 
to  which  the  cable  will  be  subjected  in  practice.  If  it 
stands  this  test  the  voltage  is  lowered  to  a  point  some- 
what exceeding  that  at  which  the  cable  is  to  work,  and  it 
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is  allowed  to  stand  for  an  hour.  At  the  end  of  this  time 
the  insulation  is  measured  by  the  above  method. 

The  method  also  admits  of  the  locating  of  a  fault.  To 
do  this  it  is  only  necessary  to  leave  one  terminal  of  the 
testing  lines  on  one  end  of  the  cable  the  other  remaining 
on  the  tank.  The  cable  is  then  slowly  drawn  from  the 
tank.  As  soon  as  the  faulty  spot  leaves  the  water  the 
insulation  improves,  as  shown  on  the  galvanometer:  after 
verifying  the  results  by  repeating  the  test,  the  cable  is 
cut  off  at  the  faulty  point  provided  the  portion  left  is 
long  enough  to  be  of  any  use. 

Another  method,  well  adapted  to  the  measurement  of 
high  resistance  insulation,  and  equally  applicable  to 
underground  or  overland  lines,  depends  upon  the  elec- 
trometer, explained  above.  The  method  of  using  it  in  this 
test  is  as  follows  and  is  illustrated  in  Fig.  71.  The  elec- 
trometer, £,  has  one  side  connected  to  tank  T,  and  the 
other  to  cable,  C,  The  cable  is  first  connected  to  a 
source  of  E.  M.  F.,  say  a  500  volt  line,  and  is  given  a  static 
charge  the  value  of  which  depends  upon  the  cable's 
capacity.  The  electrometer  is  then  switched  onto  the 
cable.  The  plates  now  acquiring  the  potential  of  C 
and  T  respectively,  attract  each  other  and  cause  a 
deflection  which  keeps  its  initial  value  so  long  as  the 
cable's  charge  remains  the  same.  The  charge  will 
remain  constant  if  Cs  insulation  is  perfect:  if  not,  leak- 
age takes  place,  the  deflection  becomes  smaller  and 
smaller,  and  becomes  zero  in  the  course  of  half  an  hour 
or  more,  according  to  the  value  of  the  insulation.  In 
line  work  the  method  is  not  as  good  as  those  already 
described,  for  an  electrometer  has  not  the  range  of  use  of 
a  galvanometer,  and  is  hence  a  relatively  mure  expensive 
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instrument.     We  do  not,  therefore,  give  the  equations- 
involved  in  the  method. 

In  measuring  comparatively  low  insulations,  such  as 
are  found  in  armatures,  commutators,  and  fields,  a  Weston 
voltmeter  can  be  used  to  advantage.  It  is  accurate,  por- 
table, needs  no  setting  up,  and  can  be  used  with  any  voltage 
within  the  range  of  its  scale.     Fig.  72  gives  the  connec^ 


Fig.  71. 


tions.  B  is  the  source  of  R.  M.  F. ;  F,  a  500  volt  voltmeter ; 
-•/,  an  armature  whose  insulation  from  copper  to  iron  is  to 
be  measured,  and  K^  a  switch  by  means  of  which  A  can 
be  cut  out  and  the  voltmeter  constant  taken.  Here  the 
meter  resistance  takes  the  place  of  that  of  the  galvanom- 
eter and  boxes.  The  test  consists  in  first  closing  A^and 
observing  V\  deflection.  This  deflection  will  be  the  full 
voltage  of  B  and  is  called  the  "constant."  If  ^  is  a  50a 
volt  dynamo,  the  constant  will  l>e  the  full  scale  reading, 
or  500,  and  is  due  to  tho  current  which  500  volts  will  send 
through  the  resistance  of  the  meter.  Suppose  this  resist- 
ance to  be  80,000  ohms,  =  R^,  If  upon  introducing  the 
insulation  resistance,  A',  into  circuit,  and  opening  K^  the- 
deflection  drops  to  250,  just  one-half,  we  know  that 
the  current  through   /'has  been  halved,  and  that  since 
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the  voltage  has  been  unchanged,  the  circuit  resistance 
has  been  doubled  and  is  now  160,000  ohms.     Taking  from 
this  Vs  resistance  of  80,000 
ohms,   we    have    left    80,000 
ohms  as  that  of  X.     If  ^.,  the 
deflection   with   X 


in  circuit, 


—ML/ 


r 

A 


Fig.  72. 


falls  to  one-quarter  of  </„  we 
know  X  '\'  R^  has  become  4 
X  80,000  ohms  =  320,000 
ohms,  and   that  X  is  320,000 

—  80,000  =  240,000  ohms.  In  any  case  inserting  X 
makes  </,  as  many  times  //,  as  the  resistance  of  X  -\'  R^ 
is  times  that  of  R^  alone.  In  other  words  to  get  the 
multiply  R^  by 

A. 


value  of  AT  +  R^ 


This  gives 


f'- 


if  we  take  from  this  the  meter  resistance  R^  we  have  left 
that  of  the  insulation,  or 

d 


X  = 


^r  —  ^rf 


which  is  the  same  as 


=M^-) 


and  is  the  working  formula.  Using  the  same  letters, 
we  will  derive  this  formula  a  little  differently.  Since 
^,  and  d^  are  proportional  to  the  currents  which  cause 
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them,  we  can  in  this  case  substitute  them  for  these  cur- 
rents and  write, 

and 


d.  = 


dividing  the  first  by  the  second,  we  get, 

<    _  ^v  4-  ^V  _  A    ,     X  X 


or 


whence 


Thus,   let  R^  =  80,000  ohms,   as  before;  d^  =  500,  and 


Then 


A-  =  R.  (;;-  -  .)  =  80,000  (5°o  _  ,^   ^ 

(sOO   —    3\ 
-— ^^ — ^  I  =  80,000  X  165  =  13,200,000  ohms, 

or  13. 2  megohms. 

If  R^  —  8,000;  (/^  =  200,  and  d^z=i  2o\ 


X  =  8,000 


/  200         \ 


—  8,000  X  9  "  72,000  ohms, 


a  very  low  insulation. 


*  More  correctly  di  =  -^  l\  but  the  constant  k  may  be  omitted  with- 
out error. 
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Now  suppose iP^  =  80,000;  d^  =  500,  and  d^  =  500  also: 
then 

A"  =  80,000  \~ I   I  =  80,000  (i  —  i) 

\5oo  / 

=  80,000  X  o  =  o, 

which  shows  that  X  is  no  insulation  at  all:  /.  ^.,  that  the 
copper  actually  touches  the  iron.  It  is  now  customary  to 
put  a  voltmeter  at  the  disposal  of  the  workman,  so  that  he 
can  test  his  work  in  its  different  stages  of  construction,  and 
thereby  detect  a  fault  as  soon  as  it  occurs,  and  thus  to 
avoid  having  it  returned  after  its  completion.  This  saves 
time,  labor,  and  material.  It  is  then  necessary  to  tell  the 
field  or  armature  winder,  or  commutator  builder  what  de- 
flection will  pass  his  work.  Suppose  R^  =  80,000,  E  =  500, 
and  it  is  deemed  safe  to  pass  any  work  whose  insulation 
hot  is  1,000,000  ohms  or  i  megohm.  What  is  the  maxi- 
mum deflection  (d^  allowable?  The  value  of  X  must  not 
be  below  1,000,000  :  this. is  to  say  X  -\'  R^  must  not  be 
less  than  1,080,000  ohms.  We  saw  above  that  X  -\-  R^  is 
always  as  many  times  R^  as  d^  is  times  d^.  How  many 
times /?^  is  X -f  i?^  ?  X  —  1,000,000;  Ry  =  80,000;  A'4- 
Ry  =  1,080,000 

Ar  +  i?^  __  1,080,000  __  ^  ./ 
"^r~  "80,000  -  '^z^- 

i^y  then,  can  be  13^  times  </,,  d^  must  be '1/13^  of  d^  — 

03>i   of  500  =  i/\i  of  500  =  /t  of   500  =  37.      A 

deflection  of  37  with  A"  in  circuit  means,  then,  an  insuia- 

*stance  of  i  megohm.     37  is  the  maximum  aliow- 

'on  when  ^  =  500.     If  Tt  =  1,000,  d^  may  be 
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74;  if  ^  =  125,  d^  must  be  no  more  than  9jj(  divisions. 
To  get  this  result  more  direct  take  the  formula 


x  =  ..(^-.) 


and  substitute  for  the  letters  their  numerical  values,  and 
we  get 


(^-■> 


1,000,000  =  80,000 
dividing  both  sides  by  10,000,  to  simplify,  we  get 
100  r=  8 


(^-> 


or  100  ^,  =  8  (500  —  d^:  100  d^  =  4,000  —  8  ^,,  whence 
108  ^j  =  4,000  and 

_  4,000   __ 

as  before.  Any  piece  of  insulation  letting  a  deflection  of 
over  37  take  place  through  it  would  be  rejected.  In  prac- 
tice, it  is  customary  to  dispense  with  switch  A' and  to  get 
d^  by  holding  the  test  lines  together.  One  line  is  then 
held  to  the  shaft  and  the  other  on  to  the  commutator  if  the 
armature  is  connected  up.  If  the  commutator  alone  is  to 
be  tested  one  line  goes  to  shell  and  the  other  is  passed 
from  bar  to  bar:  any  bar  giving  a  deflection  of  over  37 
is  marked,  afterward  examined,  and  if  necessary  replaced. 
The  next  test  is  that  of  insulation  between  bars.  This 
need  not  be  high,  since  under  working  conditions  the 
difference  of  potential  between  adjacent  bars  is  only  a 
fraction  of  the  machine's  E.  M.  F.     The  connections  are 


MKASURIMENT   OF    INSULATION, 


199 


Fjg.  73. 


giTeo  in  Fig.  73.     Test  lines  T  T'  are  first  crossed  and 
^^  obtained.     They  are  then  touched  to  the  same  bur;  i£ 
d^h  the  same  it  shows  that  there  is  no  oil  or  shellac  on 
the  commutator  to  influence  the  readings.     The  lines  are 
now  gotten    such   a    distance 
apsirt  as    to    span    one    mica 
bwily,    withoot     touching     the 
same  bar  at    the    same   time. 
To  itart  with,  one  itiica  body 
is  proven   to  be  all   right  and 
is  then  short  circuited    with  a 
lcad*pcncjl    mark.      The    lines 
are  now  held  stationary,  the  commutator  slowly  turned 
and  the  deflection  noted  each  time  a  body  is  spanned  by 
the  lines.     When  the  pencil  mark  is  reached  after  making 
i  complete  revolution  the  needle  will  indicate  a  short 
cireuit.     The  lead  mark  makes  it  unnecessary  to  watch 
the  commutator,  so  that  the  attention  can  be  centered  on 
tire  needle.      When  a  **  low  body  "  is  spanned,  the  needle 
shows  it  by  a  deflection  whose  magnitude  depends  upot^ 
tlie  nature  of  the  trouble:    A  burr  on   the  **  ear  "of  a 
bar,  or  a  fiWng  touching  both  bars  will  give  the  full  deflec- 
tion,    A  burr  may  be  found   by  inspection  but  a  filing 
may  be  so  imbedded  as  to  give  great  trouble.     If  the 
fault  is  not  too  serious  it  can  often  be  burnt  out  with 
current  from  a  lamp  circuit.     Holding  one  terminal  on 
00c  bar,  the  other  terminal  is  tapped  on  the  next  bar; 
if  the  test  lines  are  kehi on,  matters  may  be  made  worse,] 
for  when  the  cross  gives  way  an  arc  may  be  set  up  and 
the  insulation  charred,  or  a  bead  of  copper  deposited 
between  the  bars.     If  the  contact  is  too  **good  "  to  burn 
.out  the  commotator  must  be  dismounted,  and  the  faulty 
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insulation  replaced.  This  means  that  the  nut  and  washer 
must  be  removed,  several  bars  taken  out,  new  insulation 
put  in,  the  parts  reassembled,  the  bars  gauged  again  to 
see  that  they  lay  straight,  the  commutator  turned  down 
and  baked  again,  and  then  retested.  This  will  impress 
upon  the  mind  of  the  most  skeptical  the  advisability  of 
having  the  builder  test  his  work  in  course  of  construction 
with  something  less  delusive  than  a  magneto. 

Where  a  commutator  shows  a  uniform  high  deflection 
all  around,  it  indicates  moisture,  and  must  be  baked  more. 
On  repaired  commutators  this  symptom  is  due  sometimes 
to  the  soldering  acid  forming  a  bridge  between  bars  or  to 
the  insulating  bodies  having  become  carbonized.  In  the 
first  case  the  mica  bodies  must  be  well  scraped  between 
the  **  ears  '*  where  the  acid  is  apt  to  have  crept.  In  the 
second  case,  the  chances  are  that  carbonization  has  taken 
place  where  the  commutator  is  exposed  to  the  joint 
action  of  the  paraifine  and  sparking  of  tlie  brushes,  and  a 
light  cut  off  the  commutator  will  generally,  though  not 
always,  remove  the  difficulty.  Where  a  commutator  tests 
perfect,  with  the  exception  of  20  or  30  bars,  it  indicates 
moisture;  shellac  may  have  accumulated  in  a  space  be- 
tween the  bars  and  shell,  and  there  being  so  much  of  it, 
it  would  require  longer  to  dry  it  out.  The  most  difficult 
trouble  to  locate  is  where  it  is  due  to  poor  quality  of  the 
insulating  material  itself.  This  fault  can  only  be  located 
by  tlie  negative  method  of  proving  every  other  source  of 
trouble  to  be  absent.  The  manufacturers  tiicmselves  are 
fooled  sometimes,  and  warrant  goods  that  prove  to  be 
wortliless.  Inferior  grades  of  tape,  sliellac,  varnish,  and 
rnica  sometimes  give  no  end  of  trouble,  and  are  n^islead- 
ing,  because  they  pass  the  test  when  new,  but  do  not  stand 
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service.  Another  source  of  trouble,  sometimes  unavoid- 
able, is  the  practice  of  having  the  winding  room  and 
commutator  department  exposed  to  the  iron-filings  and 
flying  dust  of  machine  shops  and  emery  wheels.  The 
writers  know  of  several  instances  where  much  trouble 
was  traced  to  such  surroundings. 

This  method  of  measuring  insulation  by  means  of  a 
Weston  voltmeter  is  being  adopted  everywhere,  and  it 
would  be  a  great  convenience  if  the  makers  would  furnish 
with  each  instrument  a  chart  or  curve,  giving  the  insula- 
tion corresponding  to  each  deflection  when  a  specified 
voltage  is  used.  This  is  a  matter  of  interest  to  all,  and 
not  only  to  those  unfamiliar  with  formulae. 

It  must  be  remembered  that  the  insulation  value  ob- 
tained by  any  of  the  above  methods  is  by  no  means  a 
constant  definite  quantity,  but  varies  according  to  the 
voltage  used  in  the  test.  Insulation,  perfect  under  a 
test  of  500  volts,  would  not  be  so  when  subjected  to  2,000. 
This  is  because  the  higher  voltage  not  only  has  a  greater 
ability  to  break  down  insulation,  but  by  increasing  the 
leakage,  the  instrument  is  affected  by  a  current  that  passes 
over  and  not  through  the  insulation.  It  is  very  impor- 
tant that  the  voltage  used  in  the  test  should  at  least 
equal  that  at  which  the  machine  is  to  work.  The  writers' 
experience  has  been  that  commutators  can  be  built  to 
stand  the  500  volt  test  from  bar  to  shell  without  disturb- 
ing the  needle  at  all,  and  from  bar  to  bar  with  only 
a  slight  wiggle  of  the  needle.  If  an  insulation  from  bar 
to  shell  of  I  megohm  can  be  considered  enough,  that 
from  bar  to  bar  should  be  at  least  one-half  as  much.  On 
armatures,  especially  of  the  toothed  type,  and  on  fields 
it  is  much  more  difficult  to  perfect  the  insulation  on 
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account  of  the  increased  surface  exposed  to  the  iron. 
On  a  smooth-core  armature,  only  the  bottom  layer  of 
wire  is  exposed  to  the  core,  but  on  toothed  types  every 
wire  is  next  to  either  the  bottom  or  side  of  a  slot.  As  an 
example  of  the  effect  of  increased  surface,  we  cite  the 
instance  of  an  unconnected  armature,  each  of  whose  coils 
tested  perfect  alone;  when  they  were  all  connected 
together  by  means  of  a  piece  of  No.  i8  bare  copper  wire 
wound  around  the  ends,  the  voltmeter  showed  a  deflec- 
tion of  20;  upon  cutting  the  No.  18  wire  so  as  to  divide  the 
armature  into  two  insulated  halves,  each  half  gave  a  de- 
flection of  10;  each  quarter  of  5,  and  so  on.  At  present 
it  is  customary  to  perfect  the  insulation  of  each  part 
before  it  goes  into  the  machine.  The  completed  machine, 
after  being  subjected  to  a  severe  running  test,  is  again 
tested  for  insulation;  this  should  be  taken  about  ten 
minutes  after  the  machine  is  shut  down,*for  while  run- 
ning, fanning  of  the  air  keeps  the  armature  surface  cooler 
than  the  interior;  and  insulation  should  be  tested  only 
when  everything  is  at  its  uniform  maximum  temperature. 
This  fact  accounts  for  what  may  seem  strange,  that  many 
armatures  burn  out  five  or  ten  minutes  after  being  shut 
down,  and  it  also  explains  how  an  armature  hastily  tested 
and  prononnced  sound,  sometimes  shows  up  a  cross  or 
ground  when  it  is  attempted  to  put  it  into  service  out  on 
the  road.  It  has  always  been  the  writers'  custom,  where 
proper  testing  instruments  were  wanting,  to  run  a 
machine  its  regular  test,  allow  it  to  cool  off,  and  run  it 
again  for  a  short  while. 

As  it  is  often  convenient  to  use  a  galvanometer  for 
conducting  the  above  tests  we  will  give  some  suggestions 
in  regard  to  galvanometer  practice.     What  can  be  said 
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of  either  voltmeter  or  galvanometer,  can  with  few  excep- 
tions be  said  of  both.  All  lines  in  any  way  connected 
with  an  insulation  test  must  be  run  on  porcelain  or  hard 
rubber  insulators  to  minimize  leakage,  and  to  prevent 
grounds.  The  presence  of  such  faults  in  testing  systems 
are  fruitful  sources  of  trouble,  resulting  in  deflections  of 
unwonted  value,  sometimes  in  blowing  fuses,  and  some- 
times in  twisting  the  needle  from  its  suspension. 

Fig.  74  illustrates  the  connection  of  the  above  voltmeter 
test.    iST  is  a  reversing  switch  to  galvanometer  G,     R  is 
a  constant     resist- 
ance; A  is  the  ar-  ^p~ — I — I  r   U 
mature  whose  insu-       /^ 
lation  to  shaft  is  to 
be  measured.    Sup- 
pose the    shaft  to 
be  resting  on  iron 
horses  and  hence  to 

be  in  communication  with  the  ground  at  e.  In  the  event 
of  a  second  ground  occurring  on  the  line  its  effect  would 
depend  upon  its  location.  If  a  fault  is  at  ^,,  current  from  B 
will  pass  direct  from  T^  clown  through  e,  up  through  c^^  and 
back  to  B,  B  having  both  terminals  directly  to  ground  at 
f  and  ^p  the  galvanometer  and  box,  R^  are  both  cut  out. 
If  B's  voltage  is  high,  as  is  usually  the  case  in  insulaticn 
testing,  some  part  of  the  line  must  give  way,  and  for  this 
purpose  a  fuse  should  be  introduced  at  B,  If  -^  is  a  few 
cells  of  battery  the  only  effect  is  a  low  or  zero  deflection 
on  the  galvanometer  for  both  positions  of  K,  If  a  fault 
occur  at  ^^,  ^*s  resistance  and  that  of  ^^s  insulation  are 
cut  out,  leaving  the  galvanometer  in  circuit  with  only 
its  fuse  to  protect  it  from  injury.     In  such  a  case,  the 
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proper  step  is  to  interchange  the  lines  Tand  7"y  /.  a, 
the  one  on  the  shaft  goes  to  the  commutator  and  vic^ 
versa :  the  effect  of  this  is  to  place  both  grounds  on  the 
same  side  of  B^  and  if  the  accidental  ground  is  at  ^,,  R 
is  cut  out,  leaving  the  armature  alone  in  circuit  with  the 
galvanometer.  If  X^  the  insulation  resistance,  is  high 
compared  to  R^  the  deflection  will  not  be  appreciably 
affected  as  long  as  X  is  in  circuit;  but  if  7*  and  7"  should 
happen  to  touch,  B  would  short  circuit  through  G  and 
perhaps  injure  it. 

Next  suppose  the  ground  to  be  at  e^\  the  deflection  in 
this  case  would  be  the  same  as  if  the  test  lines   were 

held  together,  for  the 
armature  insulation, 
X^  is  cut  out  ;  by 
interchanging  T  and 
T\  ground  e  and  e^ 
are  placed  on  the 
same  pole  of  B,  and 
the  deflection  returns 
to  its  proper  value. 
It  is  thus  seen  that  the  question  of  insulation  in 
a  testing  system  is  important.  The  arrangement  of 
Fie^.  75  is  an  improvement  over  that  of  Fig.  74.  In 
this  arrangement,  the  insulation  of  G  and  R  can  be 
easily  made  perfect,  and  a  ground  on  the  lines  either  at 
^,,  e^,  or  e^  cannot  cut  out  R  and  harm  G.  For  the  given 
position  of  the  lines  a  ground  at  e^  will,  as  before,  short 
circuit  B  and  cause  a  deflection  lower  than  the  **^con- 
stant."  If  i^  is  a  high  resistance  cell  and  the  constant 
gotten  by  holding  T  and  7"  together  is  small,  the 
difference  in   deflection  caused    by  such  a  ground   is  apt 
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to  pass  unnoticed  unless  the  ground  makes  a  dead  short 
circuit,  in  which  case  the  galvanometer  circuit  is  sub- 
jected only  to  the  drop  which  takes  place  through  the 
fault.  Short  circuiting  a  source  of  high  voltage  will 
hardly  pass  unnoticed,  as  more  or  less  violent  demonstra- 
tions attend  such  a  fact.  The  proper  proceeding  in  the 
above  case  is,  as  before,  to  interchange  the  test  lines. 
A  ground  at  e^  will  have  no  effect  with  the  connections 
given,  unless  the  lines  get  interchanged,  when  the  case  of 
a  ground  at  e^  is  re- 
peated. A  ground  at 
€^  cuts  out  A  and 
gives  the  •*  constant  " 
deflection.  Inter 
changing  T  and  T' 
removes  the  trouble. 
Fig.  76  gives  a  plan  for 
further  improvement  over  that  of  Fig.  75.  Here  all 
connections  save  the  test  lines  are  included  in  a  compact 
system  which  can  be  well  insulated  and  permanently 
mounted.  A' now  reverses  only  T'and  7"  and  does  not 
affect  Cs  current.  If  it  is  desired  to  reverse  G's>  cur- 
rent, as  is  often  the  case  where  we  wish  to  get  a  deflec- 
tion on  both  sides  of  zero  in  order  to  use  the  average,  the 
reversal  can  be  done  by  a  second  switch  to  which  the  gal- 
vanometer lines  run,  as  in  any  of  the  foregoing  diagrams. 
The  effect  of  a  ground  on  T'or  T*  is  to  cut  out  A^  which 
IS  indicated  by  the  deflection  being  the  constant.  Such  a 
fault  is  quickly  detected  by  interchanging  the  test  lines; 
hence  the  advantage  of  having  K  as  in  Fig.  76,  where 
reversal  of  T  and  T'  is  controlled  by  the  galvanometer 
operator.     Otherwise  there  must  be  some  signal  for  tell- 
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ing  the  'Mineman^to  interchange  7*  and  T\  If  both 
te«t  Iine«  are  grounded  or  otherwise  crossed,  a  deflection 
will  obtain  even  when  7*  and  T'  are  held  apart,  \\liere 
a  man  is  experienced  in  galvanometer  work  he  is  not  apt  to 
reject  sound  insulation  which  tests  apparently  low  through 
the  influence  of  a  line  fault,  especially  where  high  voltage 
is  used,  for  he  is  always  more  or  less  disagreeably  reminded 
of  the  presence  of  the  fault  when  any  part  of  his  person 
comes  in  contact  with  a  key,  switch,  or  other  device 
which  is  on  the  ungrounded  side  of  the  circuit.  On 
a  test  circuit  where  several  cells  of  battery  are  used 
as  the  source  of  H.  M.  F.,  the  operator  gets  no  shock 
even  if  he  touches  the  two  leads  from  the  battery; 
with  Ihr  result  that  if  one  side  of  the  circuit  is  already 
jfroimdrd,  as  at  ^,  in  Fig.  75,  and  he  should  stand 
on  ilu'  wcl  floor  aiul  touch  the  key,  A',  on  the  upper 
sitU'  he  would  produce  a  ground  virtually  at  ^^,  cut 
()Ul  ./  and  make  it  appear  low.  Personal  contact 
with  any  part  of  a  low  voltage  testing  circuit  will 
introduce  error  in  any  of  the  foregoing  tests.  The 
operator  must  then  keep  clear  of  exposed  parts  of  the 
circuit,  ami  the  **  lineman  "  must  not  only  keep  his  hands 
oti  the  test  line  terminals  but  must  be  very  careful  that 
the  points  do  not  rest  on  dirt,  lacquer,  or  grease,  and 
that  they  are  m>t  burnt  to  an  oxide  on  the  end.  Where 
hi^h  voltages  are  useil  these  errors  due  to  personal  con- 
tact are  not  sv*  apt  to  occur.  Grounds  at  t^  and  f^  in 
Fi^.  70  should  be  oi  very  rare  occurrence,  and  are  readily 
IvH  aled.  The  above  citeil  cvMuplications  which  arise  in 
^alvanv>mcler  practice  as  a  result  of  detective  insulation 
are  representative,  and  most  v^thers  are  greater  or  lesser 
mvHhhcativ»us  ot  them,     A  little  experience  on  a  faulty 
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testing  circuit  will  soon  impress  the  tester  with  the 
importance  of  good  insulation. 

The  tendency  of  the  day  seems  to  be  toward  the  use  of 

high  voltages,  because  to  transmit  a  given  amount  of 

energy  to  any  distance,  the  line  loss  is  much  less  where 

the  energy  is  transmitted  as  high  voltage  and  low  current, 

than  where  low  voltage  and  high  current  are  employed; 

for  instance   suppose   we   wish   to   transmit   one    horse 

power  (i  HP)  a  distance  of  one  mile  over  a  line  composed 

of  No.  10  B.  &  S.  copper  wire.     What  would  the  loss  be 

in  sending  i  ampere  current  at  746  volts,  and  what  would 

it  be  with  746  amperes  at   i  volt,  the  voltage  in   both 

cases  being  that  at  the  user's  end  of  the  line  ?     i  Mile  = 

5,280  feet.     The  resistance  of  1,000  feet  No.   10  B.  & 

S.  copper  wire  is  i  ohm:  the  resistance  of  5,280  feet  is 

5.28  times  I  ohm  =  5.28  ohms.     Since  there  is  a  return 

■wire  the  line  is  really  2  miles  long  and  its  resistance  2  x 

5.28  =   10.56  ohms.     Now  from  Ohm's  law,  E  -=  I  R^ 

we  have  ^  =  i  x  10.56  =  10.56  volts  as  that  necessary 

to  send  the  current  of  i   ampere  through   the  line;  the 

loss  ■=  E I  =z  10.56  X  I  =  10.56  watts.     In   the  second 

case  /  =  746  and  R  =  10.56,  and  E,  the  drop  consumed 

in   sending  the  current,  is  /^  =  746  x  10.56   =  8,877 

volts,  making   the   enormous  loss   of    10.56    x   8,877  = 

90,000    watts   approximately.     This    is   selected    as   an 

exaggerated  case  to  bring  out  the  difference  boldly.     A 

No.  10  B.  &  S.  wire  will  not  carry  746  amperes. 

Large  electrical  companies  have  a  very  perfect  system 
of  testing  insulation  intended  to  work  with  high  voltages, 
and  in  this  system  the  tests  above  cited  are  usually 
preliminaries.  Before  subjecting  the  insulation  to  an 
alternating  voltage  test  of  from  1,000  to  5,000  volts  (some- 
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times  much  higher  than  this),  it  is  tested  by  galvanometer 
or  voltmeter  at  500  volts,  or  less,  to  insure  the  absence  of 
moisture  and  other  immediate  causes  of  short  circuit. 
Fig.   77  gives  the  connections  for  a  high  voltage  test. 
In  this  particular  test  the  voltage  from  the  generator  was 
1,050  and  was  brought  to  transformer,  7",  which  reduced 
it  to  50  volts.     In  cases  where  a  50  volt  alternating  cur- 
rent lighting  circuit  is  available,  T  can  be  dispensed  with. 
^  is  a  combination    switch  and  fuse  box  by  means  of 
which  all  communication  with  the  live  source  can  be  cut 
off.     7"s  50  volt  secondary  passes  to  switch  A'.     C  is 
a  circuit  breaker,   which  flies  out  when  poor  insulation 
permits  the  current  to  exceed  a  certain  value.     A  is  an 
jLrr.f^eremetcr.  and  from  here  passes  one  side  of  the  sec- 
coiarv  circuit  of  the  stationary  transformer,  7^,  to  one 
svx  0:    the  primary  of    the    variable    transformer,    7" 
'"•v  o:\cr  side  of  T^'s  secondary  runs  direct  from  switch 
\    r-  :"x*  rcmaininv::  primary  terminal  of  J".     Now   the 
•  •  ►♦.    N    s't    T     slides  in  and  out  of    the    secondary  by 
■•v..  *^  .^:   :>e  windlass  at   P^  and   it  is  in   this    manner 
,^.      N-  <v^^^:^^lrY  voltage  is  varied  from  100  105,000 
.    .X.      *  *c  :  "Cv^ry  being  that  when  the  primary  is  inside 
s     v^x*   'X  ,;■.  \    at!   of  the  latter's  coils  are   cut  by  the 

V      rvN  ot   torv^e,  whereas   when  outside,  only  a 

,.  .  .      V      »v^*.cach  it  and  its  voltage  is  correspondingly 

»v    'AM 'tv'.uils  of  7^ "s  secondary  the  test  lines 

...    vv.    i.^xl  .i:capj^!ied  to  the  insulation  to  be  meas- 

■     !.x  -.<>v\  iK^wever,  the  test  lines  are  not  held 

..  . ,    s.»  ..i'  ms:c:kv!  on  and  the  eircuit  closed  and 

.    \        "^^i^^le   A    "s  v^lv^seJ,    7" 's  primary   must 

V     iK.^.iUv:    ^y  t!u*   arrow.      Closing:   A',   P 

.     ..       ^  .V      ...1  .-o  iIk'  'Mir.Mrv  ir.to  tlie  seci>ndarv 


no 
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until  tiie  insulation  under  test  either  gives  way  or  stands 

the  1  uil  test.     Windlass  P  had  best  be  acted  upon  by  an  op- 

p^•^ini;  \vcii;ht,  which  will  automatically  return  the  coil  to  . 

the  zero  positiiMi  should  the  operator  carelessly  leave  it  in 

the  position  of  hijjh  voltage.    F  is  a  voltmeter  attached 

across  the  secondary  of  T^  and  registers  50  volts  at  time  of 

test.     An  electrometer  is  used  (not  shown  in  Fig.  77)  for 

rc-^isteriiig  the  voltage  on  7"'s  secondary,  and  it  is  this 

:...*:  :iK-  tester  watches  when  testing.    As  soon  as  switches 

."•  .iiivi   A"  are  closed,  ammeter  A  registers  the   current 

vv.:l».  -1  liie  50  volts  send  against  the  self-induction  of  7"  's 

1    •.•a;  V       It  the  insulation  under  test  is  perfect,  no  cur- 

:    \   ws  tl^roui^h   /'" 's  secondary,  there  is  no  reaction 

,N   \!:!ui:y,  aiul  ./'s  current  does  not  increase;  but  if 

>.  ;.i'.'.t  :;   at  A' breaks  down  current  flows  in   T^'s 

-.V      v.i.\.    ::>  I'Mcs  01    force    spread    out  and   cut   the 

a  ^    ■.    .    v.  :'.v!v.ce  the  induction,  and  let  the  50  volts 

.^    .      .    ...j;^!   c. 'lent  through   the   primary  circuit.      If 

^     \,  .1%.  ■- ^^ -.i  -.N  very   bad,    C  flies    out  and  opens  the 

w  ^.A  5  a  test  all  apparatus  should  be  well  pro- 

^    .  V         .11    \:Nse'  s  Vy. 

V.     i:\v.i\N  v-'ineinent   to   bring   the  electrical 

>^        ..o...  vv.    'e'v-.s,  transtormers  and  the  like,  to  a 

.,   .^      .  :.   ■.    \- UN'.evi,  Sv^  tv*  'l^viate  this  inci>nvenience 

A     .  ..V     !^  'M-.'.t.iv  iv.rors  have  adopted  the  fol- 

v\  .\c    ^\::v      I:'   K:^.  7^,  /*  is  the  primary 

v..^  :.vi  u^.:v^,  >t::'j:  vvnr.ected  to  a  plug,  can 

..     .,        .  .  V.     .i:i*:»  soexv!  V  ::  :"\c  <;:  '^  alternating 

:;^     i...  -N.       r.v"  <.\\:'\iry  ^\  i*.  has  several 

^    .   .     ...   V     '\    :-.s..-s     :   :*v<;.^  ».:::Yerent  sec- 

..      -e  s;::^'       :^'-   .s:::^  :::e  two  end 

•  >•     "»    .i  '*.v'  ', v'  :.v'o.'     — v.>  I  .ir.v-  3  give 
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2,000;  3  and  2y  1,000;  and  soon,  in  as  many  steps  between 
the  limits  as  there  are  extra  leads.  In  this  case,  no 
voltage  indicator  is  needed  on  the  secondary  coil  because 
the  transformer  is  usually  designed  for  a  particular  pri- 
mary voltage,  that  of  the  shop,  and  this  assumed,  the 
various  secondary  voltages  can  be  marked  under  their 
respective  leads  on  the  box.     Small  testing  sets  can  be 


Fig.  78. 


carried  by  hand,  but  the  larger  ones  of  greater  range, 
containing  coils  immersed  in  oil,  are  heavy,  and  must  be 
pushed  from  shop  to  shop  on  a  truck. 

The  question  of  liquid  resistance  arises  in  connection 
with  batteries  and  water  rheostats.  In  very  accurate 
work  it  is  necessary  to  know  the  battery  resistance.  If 
the  resistance  of  a  column  of  any  liquid  is  known  and 
taken  as  a  unit,  it  is  easy  to  estimate  the  dimensions  of  a 
box  to  fulfill  any  conditions  of  rheostat  service. 

The  Wheatstone  bridge  affords  a  ready  means  of  apply- 
ing a  battery  to  the  measurement  of  its  own  resistance. 
Fig.  79  shows  the  connections  for  such  a  test.  Here  the 
battery  occupies  the  bridge  arm  in  which  we  usually  find 
the  unknown  X :  but  in  this  test  the  battery  is  not  only 
A'  but  is  the  source  of  E.  M.  F.  as  well.  The  method 
differs  a  little  from  the  ordinary  bridge  method,  in  that 
balance  is  effected  with  a  constant  deflection  rather  than 
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a  zero  deflection.     The  arms  P  and  Q  are  the  proportion 

arms  and  their  values  once  chosen  are  not  changed.     The 

galvanometer  circuit  being 
always  closed  there  is  a  cur- 
rent and  deflection,  R  is  al- 
tered till  upon  closing  K  the 
deflection  is  not  changed  in 
value.  Under  this  condi- 
tion closing  K  does  not  cause 
a  redistribution  of  poten- 
tial over  the  system,  and 
hence   does    not    disturb  the 

galvanometer,  and  we  have  the  proportion  P  \  Q\\  R  \  X, 

whence 


One  objection  to  the  method  is  that  any  polarization  of 
the  battery  will  raise  its  resistance;  on  the  other  hand  this 
has  the  advantage  of  being  the  condition  of  actual  ser- 
vice. The  error  due  to  polarization  can  be  eliminated 
either  by  using  a  sensitive  galvanometer  so  that  only  a 
small  current  passes  or  by  employing  other  methods. 
When  the  battery  resistance  is  very  small,  such  as  that 
of  a  storage  cell,  the  following  method  is  recommended. 
A  WcsttMi  amperemeter  and  voltmeter  serve  the  pur- 
pose ill  the  connections  of  P'ig.  80,  where  F  is  a  volt- 
motor  of  such  high  resistance  as  to  have  practically  no 
shunt  in  i^  power,  whence  its  current  can  be  neglected  and 
tho  roacling  of  A  called  i9's  current,  i^  is  a  resistance. 
l\ill  /:\  A's  open  circuit  V..  M.  F.,  and  E  its  terminal 
K.  M.   F.  as  indicated  on  /',  when  the  current  in  A  is  /. 
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Now  when  current  flows  the  E.  M.  F.  of  B  is  divided 
into  two  parts — that  which  drops  through  the  external 
resistance  and  which  it  is  unnecessary  to  calculate 
because  Vindicates  it;  and  that  which  drops  through  r, 
the  battery  resistance,  and  equals  by  Ohm's  law  /  r. 
Then  £=:£'  +  / r  whence  -C  —  ^'  =  /  r  and 

£^£' 


The  test  consists  in  taking  £,  then  closing  /T  to  get  £' 
and  / ;  this  method  is  adapted  to  industrial  work.* 

Liquid  resistance  can  be  found  by  confining  the  liquid 
in  a  glass  tube  having  at  its  ends  metal  electrodes,  one  of 
which  can  be  moved  along  the  tube  to  vary  the  length  of 
the  liquid  column.     In  P'ig.  8i  £  is  the  movable  elec- 

E'  E 


[HiMU 


syJ. 
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^ 


\k 


Fio.  80. 
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Fig   81. 


trode,  G  a  low  reading  ammeter,  and  ^  a  resistance 
adjusted  to  give  a  convenient  current  value,  is's  position 
being  noted,  AT  is  closed  and  /  quickly  read  on  G.  The 
reading  must  be  made  quickly  to  avoid  the  error  of 
polarization.  £  is  than  moved  along  a  few  inches  and  a 
new  reading  taken.  /  is  now  less  than  before;  now,  b' 
means  of  ^  restore  /  to  its  former  value.  If  ilT  and  £' 
have  been  pushed  nearer  together,  in  order  to  reduce  / 
to  its  first  value  we  must  introduce  in  /^  a  resistance 
♦  For  other  methods  of  measuring  battery  resistance  see  some  standard 
treatise,  such  as  that  of  Carhart  and  Patterson. 
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equal  to  that  of  the  column  of  liquid  included  between 
the  first  and  second  position  of  E,  Knowing  the  dimen- 
sions of  this  column  we  can  estimate  the  resistance  of 
any  column  of  the  same  liquid.  It  is  well  to  start  with 
E  at  about  the  middle  of  the  tube  and  to  draw  it  out. 


Fig.  83. 

thus  increasing   the  resistance,  using  smaller  currents 
and  minimizing  the  effects  of  polarization. 

Water  rheostats,  or  water  boxes  as  they  are  commonly 
called,  are  made  upon  this  principle.  In  place  of  the 
tube  is  a  long  trough  as  in  Fig.  82,  or  a  box  or  barrel,  as 
in  Fig.  83,  which  should  rest  upon  insulators,  but  seldom 
does.  The  electrodes  are  iron  plates,  one  of  which  is  free 
to  slide  in  guides  as  in  Fig.  82,  or  free  to  move  up  and 
down  as  in  Fig.  ^^,  The  resistance  of  the  rheostat  is 
varied  ei^ther  by  varying  the  dimensions  of  the  liquid 
column  (moving  the  plates  or  putting  in  or  taking  out 
some  water)  or  by  improving  its  conductivity  or  impair- 
ing it  (putting  in  salt  or  soda  to  increase  conductivity; 
substituting  for  some  of  the  briny  solution  pure  water  to 
decrease  it).  The  water  box  finds  a  place  in  the  testing 
of  various  electrical  machines,  especially  in  providing 
converters  and  high  tension  alternating  current  machines 
with  non-inductive  loads — equivalent  to  a  lamp  load 
without  the   intervention  of  transformers.     The  water 


MEASUREMENT    OF   INSULATION. 


215 


box  finds  a  more  industrial   application   in    connection 

with  the  speed  regulation  of  turbines  and  is  growing  in 

favor  as  a   starting  box  for 

stationary    motors,    or    as   a 

permanent   resistance  in  cir- 

cuit  with  a  low  voltage  motor 

running   from    high    voltage 

mains. 

The  foregoing  methods  of 

testing  liquid  resistances  are 

open    to    the   objection   that 

polarization  must  more  or  less 

modify  results.      The  follow- 

ing  method  is   recommended 

as  free  from    this  objection. 

In  Fig.  84  A   is   an   ordinary 

*iide  bridge  with   a   standard 

non-inductive    resistance,    R, 

and  the  liquid  contained  in  tube,  Z.      j5  is  a  source  of 

alternating  current,  such  as  is  furnished  by  an  ordinary 

lighting  circuit,  and  T^,  telephone  receiver  used  in  place  of 

a  galvanometer.    As  the  contact  S  is  moved  along  the  wire 

the  buzzing  in  the  telephone  becomes  louder  or  fainter 

as  the  case  may  be.     When  ^  reaches  a  point  at  the  same 

potential  as  J/,  the  sound  ceases,  or  at  least  becomes  a 

minimum.     Under  this  condition  we  have: 

Other  forms  of  Wheatstone  bridge  are  not  so  well  suited 
to  this  test,  on  account  of  the  coils'  self-induction. 
which,  however  small,  cannot  be  said  to  be  zero. 


Fig.  83. 
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The  method  is  adapted  to  the  determination  of  a  sub- 
stance's specific  resistancei  which  we  have  learned  is  the 

resistance  of  a  piece 

of   any  substance  as 

compared     with    the 

resistance  of  a  piece 

of  similar  dimensions 

of  another  substance 

taken  as  a  standard. 

The  standard  is  pure 

copper.     If  a  piece  of 

pure  copper  measures 

so  much  and  a  similar 

piece  of  some  other  substance  measures  twice  as  much, 

the  specific    resistance  of  the  latter  substance  is  said 

to  be  2. 

In  speaking  of  a  conductor's  resistance,  we  tacitly  in- 
volve not  only  the  conductor's  dimensions  and  specific  re- 
sistance, but  we  must  know  the  temperature  at  which  the 
measurement  has  been  made:  hence  in  compiling  tables  of 
resistances  it  is  customary  to  give  resistance  values  at 
some  accepted  standard  temperature.  This  standard  is 
usually  taken  as  15.5°  C.  or  60°  F.,  the  average  yearly 
temperature  near  London,  England.  Carbon  excepted, 
all  solid  conductors  rise  in  resistance  as  the  temperature 
rises,  but  with  carbon  and  liquids  the  reverse  is  true.  To 
find  the  amount  of  this  effect,  it  is  necessary  to  measure 
the  resistance  of  the  conductor  at  several  temperatures 
and  to  divide  the  change  of  resistance  by  the  change 
of  temperature.  The  result  is  ohms  per  degree,  and 
is  called  the  temperature  coefficient.  Very  careful 
experiments    have     been     made,    particularly    by    Dr. 
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Mathiessen,  upon  copper,  showing  that  the  resistance  of 
a  pure  copper  conductor  changes  i  %  for  each  2.58**  C. 
change  in  temperature.  Thus  suppose  the  air  to  be  at 
15.5**  C.  and  that  at  this  temperature  a  machine's  shunt 
winding  measures  10  ohms.  What  will  it  measure  at 
77.5**  C?  The  change  of  temperature  is  77.5^  —  15. 5"* 
=  62**.  I  ^  of  10  ohms  is  .1  ohm.  The  resistance 
increases  as  many  times  .  i  ohm  as  2.58  is  contained  in  62, 
and 

62 

— -  =  24  times; 
2.58 

and  24  X  .1  ohm  =  2.4  ohms  increase  in  resistance,  10 
ohms  +  2.4  ohms  =  12.4  ohms,  the  resistance  at  77.5^0. 
We  have  here  assumed  the  air  to  be  at  standard  tempera- 
ture. Take  a  more  likely  case.  Let  R  be  13  ohms  at 
21.5^  C.     What  will  it  be  at  15.5*^0.?     Here 

21.5°-  15.5** 

I  ji  of  13  =  .13  and  2.3  X  .13  =  .299  ohm  change  in 
resistance.  Now  since  the  final  temperature  is  less  than 
the  initial,  the  value  of  R  is  less,  so  we  must  subtract 
the  correction  from  the  initial  value,  and  we  have,  13  — 
.299  =  12.7  ohms  at  standard  temperature.  In  these 
examples  the  change  in  temperature  is  given  and  the 
change  in  R  estimated.  It  is  more  often  that  we 
must  figure  the  final  temperature  from  the  rise  in  A*, 
obtained  by  measuring  before  and  after  heating.  If  a 
field's  resistance  is  27.2  ohms  at  air  temi)erature  of  30°  C, 
and  the  resistance  is  31.4  ohms  at  tiie  tMid  of  a  two-hour 
test;  What  is  the  final  temperature?      Since  R  rises  i  '^ 
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for  every  2.58**  rise  in  T^  TmW  increase  as  many  times 
2.58^,  as  the  rise  in  7?  is  times  i  j^of  the  initial  value  of  7?. 
Initial  R  =  27.2  ohms.  Final  R  =  31.4  ohms.  31.4  — 
27.2  =  4.2  ohms  rise  \n  R.  i  %  of  27.2  =  .272  and  4.2  -i- 
.272  =  15.4  times;  15.4  X  2.58*'  =  39.7**  rise  in  T.  30"^  + 
39. 7^  =  69.7^  final  temperature.  These  examples  show  that 
for  temperatures  below  the  standard  the  correction  is 
negative^  /.  ^.,  must  be  subtracted  from  the  resistance 
value  at  the  standard  temperature,  while  for  temperatures 
above  the  standard  the  correction  is  positive  and  is  to  be 
added.  These  facts  are  expressed  in  the  following  for- 
mula: R  =  R  +  R{t^  15.5**^.)  ^,  where-/?'  is  the  resis- 
tance after  test,  R  the  initial  resistance,  /  the  temperature 
at  which  the  resistance  is  desired,  and  k  the  percentage 
change  in  R  for  1°  C.  In  this  case,  considering  copper,  JS: 
=  .33  of  I  ^, 

To  build  the  above  formula  up  from  first  principles  we 
proceed  as  follows:  Since  R'  represents  the  final  value 
and  R  the  initial  value  of  the  resistance,  R{f  —  1^,$^  C)  k 
must  represent  the  increase  in  resistance,  and  the  formula 
must  read,  the  final  resistance  ==  the  initial  resistance 
4-  the  increase  in  resistance.  Further,  let  us  analyze 
the  expression  which  denotes  the  increase,  namely 
R(/  —  15.5**  C.)  Jk,  Here  /  —  15.5°  gives  us  the  number 
of  degrees  rise  in  temperature.  Also  Jk  is  the  percentage 
of  R  which  a  rise  of  i  °  in  temperature  causes  R  to  rise.  R 
X  >^  is  then  the  actual  increase  in  ohms  which  i^  causes 
and  this  x  by  the  degrees  (/  —  15.5)  rise,  gives  (/  — 
15.50  C.)  R  k\  whence,  R'  =  R  +  R  (/— 15.5^  C.)  >t,  or 
^'  =  ^[i  +  (/—  i5.5<>  C.)k].  If /is  greater  than  15.5,  R' 
is  greater  than  R.  If /is  less  than  15.5  the  expression 
R  {t  —    15.5°   C.)  is   negative   and  must  be  subtracted 
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from  J?  to  give  J?'.     We  now  wish  to  know  the  value  of 
k.    For  copper  it  is  practically  = 
.01  ^ 

SO  the  above  formula  becomes  /?'  =  ^  [i  +  (/  —  15.5*^  C.) 

•0038]. 

The  temperature  coefficient  of  alloys  is  generally  less 
than  that  of  its  component  metals.  This  decrease 
in  the  coefficient  suggests  the  possibility  of  finding  an 
alloy  with  a  zero  coefficient;  this  is  nearly  attained  in 
nianganin — an  alloy  12  ^  manganese,  84  %  copper,  4  ^ 
nickel.    The  following  table  shows  its  value : 

MANGANIN.* 

RANGE  OF  TEMP.  MEAN  TEMP.  CDlL. 

10^  to  20'' +.000025 

20       **     30       +.000014 

30     *'  35    +.000004 

35     **  40  +.000003 

40       *'     45     +.000001 

45     "  50' —.000001 

50     *'  55    —.000002 

55     **  60  —.000004 

60     **  65    —.000005 

It  is  here  seen  that  the  coefficient  is  positive  up  to 
45°  and  then  becomes  negative ;  the  average  coefficient 
for  the  whole  range  is  +  .00001  and  for  a  range  of  from 
30**  to  65**  the  mean  value  is  zero. 

The  question  of  temperature  coefficient  is  important 
in  dealing    with    resistances  and    batteries,  for  where 

•  Dr.  Lindeck,  Proc,  International  Elect,  Congress^  1893,  p.  165. 
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mccuracj  is  desired  it  is  now  co^omary  to  calciilate  final 
temperatures  from  the  increase  in  X,  instead  of  osing  a 
thermometer,  for  U^e  latter,  being  in  contact  with  only 
the  surface  layers  of  the  winding,  registers  less  than  the 
trae  value.  It  is  posnble,  howeyer,  to  perform  a  series 
of  experiments  which  shall  show  how  the  true  tempera- 
ture compares  with  that  indicated  by  the  thermometer. 
This  consists  in  carefully  measuring  a  resistance  at 
atmospheric  temperature  and  at  the  same  time  noting 
this  temperature  on  the  thermometer.  Next,  send  a 
small  current  through  the  coil  and  allow  it  to  get  as  hot 
as  that  current  will  make  it;  now  put  the  thermometer 
on  and  get  a  temperature  while  the  current  still  flows;  at 
the  same  time  measuring  /^  so  that  from  the  rise  in  ^the 
temperature  can  also  be  figured.  Next,  increase  the 
current  5  ^  or  lo  ^  and  allow  the  coil  to  reach  its  maximum 
temperature  for  that  current.  Read  the  thermometer 
and  place  opposite  its  indication  the  true  temperature  as 
figured  from  the  rise  in  /?.  Repeat  these  observations  a 
dozen  or  more  times  and  there  will  result  two  rows  of 
figures— the  thermometer  temperatures  and  the  corre- 
sponding true  temperatures,  which  we  will  call  respectively 
a  and  A  To  be  most  useful  these  values  should  be 
plotted  in  a  curve,  where  a  is  laid  off  horizontally 
and  d  vertically.  By  establishing  several  points  by  means 
of  the  above  experiment  we  find  the  law  of  variation,  and 
are  justified  in  assuming  that  the  law  which  holds  for 
those  points  holds  for  any  points  in  between;  hence  the 
points  may  be  connected  by  a  curve.  To  find  what  value 
of  ^  corresponds  to  an  undetermined  value  of  a,  draw  from 
the  a  point  in  question  a  perpendicular  line  to  cut  the 
curve  at  c:  from  c  draw   a   horizontal    to  the  d  line:  the 
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intersection  with  this  line  Is  the  value  of  ^sought*     Such 
a  curve  must  be  plotted  for  each  style  of  coil  which  the 
tester  has  ordinarily   to  do  with,   because  the   relation 
between  thermometer  readings  and  the  true  temperature 
IS  not  the  same  on,  say,  a  field  coil,  of  an  open  motor, 
as  it  is  on  a  closed  one.     In  the  above  experiment  there 
must  be  in   circuit  with  the  coil  under  test^  a  current  in- 
dicator with  which  to  keep  the  current  constant  in  the 
successive    steps.      The  current   may  be   regulated  by 
means  of  an  auxiliary  resistance  in  series  with  the  coil,  or 
ID  multiple  with  it,  provided  the  ammeter  is  cut  in  with 
the  coil  alone,  or  better  still  by  varying  the  voltage  on 
the  dynamo  which  supplies  the  current.    To  tell  when  the 
maximum  temperature  corresponding  to  any  given  cur- 
rent is  reached,  we  depend  upon  the  fact  that  when  the 
temperature  ceases  to  rise,  so  does  ^,  for  M*s  increase  is 
due  to    increase  in  temperature.     Now  if  a  voltmeter  be 
put  permanently  across  ^,  its  deflection  will  always   be 
|>roportional  to  R^  and  when  M  rises,  so  also  will  the  de- 
flection.    When  y?  ceases  to  rise  the  deflection  becomes 
Cunstant,   and  we  know    that  the   temperature  is  at  its 
highest  value.     It  is  well  to  wait  five  minutes  after  the 
deflection  seems  to  be  constant  to  be  certain  of  it:  also 
to  be  sure  that  the  current  is  at  its  proper  value. 

We  know  a  conductor's  resistance  to  depend  upon  its 
length  and  cross-section,  and  we  have  just  learned  that 
ji  also  depends  upon  temperature  and  specific  resistance. 
Specific  resistance  is  dependent  upon  quality,  and  is  of 
the  same  nature  as  specific  gravity^  in  that  both  express  a 
substance  s  property  as  compared  with  the  same  property 
of  some  other  substance  taken  as  a  standard.  The  stand- 
ard of  specific  gravity  is  a  cubic  centimetre,  or  cubic  inch, 
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of  water  at  its  ^eatest  density.  If  a  cubic  Inch  of  another 
substance  weighs  twice  as  much  as  a  cubic  inch  of  water 
the  specific  gravity  of  the  substance  is  2.  The  standard 
of  specific  resistance  is  a  cube  of  pure  copper  at  standard 
temperature.  If  the  resistance  of  a  similar  cube  of  an- 
other substance  measures  twice  as  much  as  that  of  the 
copper  one,  that  substance's  specific  resistance  is  2.  It 
is  impracticable  to  measure  accurately  the  resistance 
of  a  cube  and  moreover  very  inconvenient  to  make  one. 
If,  however,  we  know  the  resistance  and  dimensions  of 
any  regularly  shaped  conductor,  the  resistance  of  an  inch 
cube  can  be  deduced.  Suppose  the  resistance  of  1,000 
feet  of  No.  10  B.  &  S.  copper  wire  is  i  ohm.  Its  cross- 
section  is  .0082  square  inch.  It  will  take  as  many  such 
wires  to  make  up  a  cross-section  of  i  square  inch  as  .0082 
is  contained  in  unity,  or 

The  resistance  of  1,000  feet  of  such  a  cable  is  then 

of  I  ohm  or  .0082  ohm; 

121.95 

the  resistance  of  i  foot  is  1/1,000  of  this  or  .0000082 
ohm,  and  of  i  inch  1/12  of  .0000082  or  .00000068  ohm: 
/.  ^.,  the  resistance  of  i  cubic  inch  of  the  same  copper  as 
the  wire  is,  is. 00000068  ohm.  If  the  copper  is  pure 
copper,  then  the  actual  resistance  of  the  standard  is  this. 
The  appended  table  gives  the  specific  resistance  of  the 
various  metals.  The  formula  for  finding  the  resistance 
of  any  conductor  is: 

R  =  7^-^-^-    X  Spec.  Res.  X  .00000068, 
Cross-Sec.  ' 

and  the  result  is  expressed  in  ohms. 
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SUBSTAIMCE, 


Uli.TALS  AT  0^  C 


Cofppct  fanneatH). . . . 

Silver  (amutaled)   . , , 
Sitvrr(hard),  .,.  ..... 

Gold  (aLnncHlcii). ..».,. 
Aluminum  (atinealcd). 
PULmoiu  (atiiie«lcd). . 
irod  (anneal^t^ .,..,. 

Leid  (prcsse<i). 

Mercury. *   . 

Carbon  (graphUc J, . , . 


ALLOYS^ 


Germmn  Silver. ..,,,,..,,. , , 

C&pper  6a  t.  Zinc  96  fk  Kkkel  14  f* 

Platinum- Silver, 

PUtinum  67  %^  Sitwr  jj  %, 

Manganin,    ....    ...,,. 

Chopper  A4 %t  Nickel  ti  ^  MuigancM  4%,\\ 

LIQUIDS  AT  tS'  C. 


lUt^lSTANCE  OF 
I  CUBIC  INCH. 


Piire  Water , 

LHlut.  Sulphuric  Acid,  5  % 


INSULATORS. 


Glmss  at  20<*  C 
Glass  at  300^  C 


IN  UlCltOHMS. 

.643 

.643 

p8lO 

1. 147 

3*835 
7.7afi 

37.15 
q^O  to  1600 


8,240 
-945 

18,7 

m  OHMS. 

1020  } 

I.9I     j 

IN  MEGOHMS. 


RELATIVE 

RESISTANCE, 


1. 00 
1.019 

-95^4 

T.086 
1. 316 

I.g52 

5.BS2 
6,  as 
Ta.05 
63.50 

2500 


13.1G 
30.30 


More  than 

1,000. (NX) 


36XIO*     /,      More  than 
Guttapercha  at  24^  C |:     177  x  ipft     )\  ^ .000.000.000 


*  Sec  S.  P.  Thompson,  Elementary  EUc,  and  Mag,,  p.  404.      Also 
Electrical  Dictionary^  Houston. 
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Now,  to  build  up  this  formida:  If  tbe  conductor  is  r 
inch  loDgy  I  square  inch  cross-sectton,  uid  we  deal  with 
pure  copper  whose  specific  redstance  is  i,  the  formula 
becomes: 

iP  =  ~  X  I  X  .00000068  =:  .00000068  ohm, 

which  is  the  original  expression  for  the  resistance  of  a 
cubic  inch  of  pure  copper.  If  the  cube  is  Z  times  as  long, 
the  cross-section  being  kept  the  same,  the  resistance 
becomes  L  times  as  great  and  we  have  J?  ==  Z  X 
.00000068  ohm.  If  the  cross-section  becomes  A  times  as 
great,  R  is  diminished  as  many  times  as  A  will  go  into 
the  original  value  and  we  now  get 

_  Z  X  .00000068 
R- -2 . 

If  we  go  further  and  use  a  metal  whose  specific  resistance  fs 
not  I,  but  is  5,  the  formula  becomes  in  its  general  form, 

_          Zx  5  X  .00000068  c   -^  V  ax,    V. 

R  = =  5  —  X  .00000068  ohm. 

Or  in  words,  the  resistance  of  any  conductor  varies  directly 
as  the  lengthy  directly  as  the  specific  resistance^  and  inversely  as 
the  cross-section  ;  and  = 

^^  X  68  X  io-«. 

As  an  example  of  the  formula's  usefulness,  we  wil! 
apply  it  to  the  designing  of  a  water  box,  which  shall  carry 
50  amperes  at  500  volts.  To  keep  the  boiling  and 
evaporation  within  proper  limits,  the  box  should  not 
carry   more   than    1/2   ampere   per   square   inch    cross- 
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section.     Fifty  amperes  will  therefore  require  loo  square 
inches  cross-section.     Now  since 

/  =  -Tj-  or  50  =  -5^-,  -^  =  10  ohms, 

which  must  be  the  resistance  of  the  box.     We  therefore 
have, 

i?  =  --J-  X  5  X  .00000068  ohm  or  Z  r= 


^      ^    -^    ^    .wwwwv/  ■'        5    X    .00000068  • 

Knowing  5  for  any  liquid,  L  is  readily  determined. 

In  closing  the  discussion  of  current,  E.  M.  F.,  and 
resistance  measurements,  we  will  consider  in  a  general 
way  what  instruments  are  best  suited  to  different  classes 
of  work.  A  high  resistance  Thomson  reflecting  gal- 
vanometer, provided  with  a  shunt  box  and  directing  mag- 
net, can  be  adapted  to  any  sort  of  work,  not  excepting 
ballistic  work,  if  the  needle  has  a  damping  vane  at- 
tached. The  Thomson  galvanometer  is,  however,  such 
an  expensive  and  delicate  instrument,  that  its  use  should 
be  confined  to  accurate  work,  and  a  lower  grade  article 
used  where  it  is  possible.  In  current  measurement, 
where  the  current  passes  through  the  galvanometer,  the 
latter  should  be  of  low  resistance.  To  use  a  high  resist- 
ance instrument  the  main  current  passes  through  a  shunt, 
and  the  instrument  takes  a  known  fraction  of  it.  In 
measuring  a  potential  difference  across  a  resistance,  the 
galvanometer  resistance  must  be  high  compared  to  that 
across  which  it  is  placed,  so  as  not  to  appreciably  lower 
the  resistance  between  the  two  points  to  which  its  ter- 
minals are  attached.  In  Fig.  85  suppose  R  to  be  an  un- 
known resistance  in  series  with  battery,  B.  A  is  an 
ammeter  and  G  a  galvanometer,  to   read   the   potential 
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difiference  between  A  and  C  If  G  is  of  low  resistance^ 
placing  it  in  multiple  with  R  will  lower  the  resist- 
ance between  A  and  C,  and  (7s  reading  will  be  valueless 

because  it  is  not  due  to 
B    c        , ,       , — ,  tjjg    ^j.Qp    Qjj  ^  alone. 


HilMh-Q-rQ— I 


n_^ 


The  greater  R  compared 
with  C,  the  greater  the. 
error  caused    by  intro* 
Fig.  85.  ducing  G.     Thus  a  gal- 

vanometer of  5,000  ohms 
resistance  would  be  a  comparative  short  circuit  across  a 
resistance  of  200,000  ohms,  and  hence  not  suitable  in 
such  a  case.  We  can  draw  the  conclusion,  then,  that  a 
high  resistant  galvanometer  is  adapted  to  reading  poten- 
tial differences  across  a  low  resistance  and  that  a  low  re- 
sistance galvanometer  is  not  adapted  to  reading  potential 
differences  at  all.  Again,  the  high  resistance  galvanom- 
eter must  be  used  if  great  sensibility  is  required.  A 
low  resistance  instrument  has  only  a  few  turns  of  wire 
on  it,  and  hence  produces  a  comparatively  weak  magnetic 
field;  it  is  more  useful  in  qualitative  than  in  quantitative 
work,  hence  its  use  in  the  VVheatstone  bridge  where  it 
merely  indicates  the  polarity  of  a  deflection;  the  same 
is  true  of  any  zero  method,  although  in  the  most  accurate 
zero  tests  the  high  grade  instrument  is  frequently  used. 

When  a  galvanometer  is  to  be  put  in  the  main  circuit 
the  character  of  instrument  is  determined  by  that  of  the 
circuit.  On  a  high  resistance  circuit  such  as  one  includ- 
ing a  piece  of  insulation  under  test,  although  the  galva- 
nometer may  be  of  high  resistance  it  will  not  materially 
affect  the  result,  for  its  resistance  is  small  when  com- 
pared to  that  of  the  insulation;  also  the  greater  sensitive- 
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nessof  the  instrument  is  an  advantage  in  this  work.  For 
scries  ase  in  a  low  resistance  circuit  the  low  resistance 
galvanometer  or  an  ammeter  is  to  be  used.  On  power 
and  lighting  circuits  the  instruments  are  permanently 
coDDccted;  ammeters  should  be  of  as  low,  and  voltmeters 
of  as  high  resistance  as  possible,  so  as  to  consume  only 
the  smallest  amount  of  energy.  Ammeters  are  but  low 
resistance  galvanometers;  voltmeters  are  high  resistance 
galvanometers.  The  ammeter's  resistance  is  made  low 
so  that  the  drop  through  it  shall  be  small.  The  volt- 
meter's resistance  is  made  high  so  that  it  shall  take  but  a 
small  current.  A  station  full  of  poorly  designed  meters 
is  a  source  of  considerable  loss. 

The  broad  and  general  rule  for  all  measuring  instru- 
ments is  that  they  must  be  such  as  to  in  no  way  disturb, 
or  modify  the  existing  conditions  of  the  circuit  in  which 
thej  are  to  be  introduced  and  used. 
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CHAPTER  VIII. 

THE    SERIES    MACHINE. 

The  simplest   type  of    self-exciting    dynamo    is  the 

series  wound,  a  diagram  of  which  is  given  in  Fig.  86.     A 

is  the  armature,  F  the  field  coils,  and  L  L  lamps  or  other 

load.     The  distinguishing  characteristic  of  this  type  is 

the  interdependence  of  all  parts  of  the  circuit.     There  is 

but  one  circuit,  and  breaking  any  part  of  it    whatever 

throws  the  machine  out  of  action.     As  a  motor,  it  has 

several  features  which  make  it  very  valuable  in  street 

railway,  or    other    work    where    frequent    interruptions 

of  the  circuit   are  incidental  to   the  service.     In   doing 

heavy  duty,  suddenly  imposed,  there  flows  through  the 

circuit  an  abnormal  current,  which  if  prolonged   might 

do  harm,  but  since  the  field  current  grows  at  the  same 

rate  as  that  of  the  armature,  there  develops  a  powerful 

C.  E.  M.  F.,  which  checks  the  rise  of  the  current.     This 

and  other  features,  combined  with    the   fact  that  there 

is  but  one  circuit  to  control,  makes  the  series  motor  an 

ideal  one  for  street-car  work. 

The  series  dynamo  is  adapted  to  arc  lamp,  or  other 
service  where  a  constant  current  must  be  maintained 
through  a  variable  external  resistance.    The  field  winding 
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being  included  in  the  main  circuity  the  armature  does  not 
generate  until  the  circuit  is  closed,  and  then  the  readiness 
with  which  it  does  so  depends  upon  the  external  resist- 
ance, the  speed,  and  in  lesser  measure  upon  the  strength 
of  the  residual  fidd,  and  the  re- 
luctance of  the  magnetic  circuit. 
For  a  given  external  resistance 
the  initial  flow  of  current  will  de- 
pend upon  the  speed  aod  residual 
field :  if  the  reluctance  is  small, 
the  field  will  respond  promptly, 
and  in  any  case  builds  up  until 
the  current  reaches  such  a  value 
that  the  internal  'Mrop"  balances  the  gain  in  £.  M. 
F,  due  to  increase  of  field.  As  the  speed  rises  so 
does  the  £.  M.  F.,  and  with  it  the  current,  hence  also  the 
field  strength:  finally  the  field  cores  become  saturated, 
being  usually  of  lower  permeability  than  the  armature, 
ami  above  this  point  the  field  strength  remains  practically 
constant.  For  every  particular  value  of  external  resist- 
ance there  is  a  speed  corresponding  to  field  saturation^ 
and  below  this  speed  the  machine  will  not  work  satisfac- 
torily; this  is  called  the  critical  speedy  and  below  it  the 
field  is  too  light,  fluctuating  with  every  slight  variation  of 
load,  So,  also,  to  every  speed  there  corresponds  a  criti- 
iW  nmtiAHct  above  which  the  current  is  too  low  to  suffi- 
ciently excite  the  fields.  The  higher  the  speed,  the 
hiijher  the  resistance  through  which  a  series  dynamo  will 
excite  itseU,  and  conversely,  the  lower  the  resistance,  the 
lower  the  critical  speed.  A  point  to  be  noted  in  connec- 
tion with  the  critical  speed  is,  that  a  series  dynamo  will 
U\*^intain  an  established  field  with  a  smaller  current  than 
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it  takes  to  produce  that  field.  Thus,  if  a  high  resistance 
be  in  circuit  while  the  armature  runs  at  constant  speed, 
and  the  resistance  be  decreased  till  the  field  **  picks  up," 
the  machine  will  hold  its  field  even  when  the  resistance  is 
again  increased:  however,  when  the  field  once  begins  to 
fall  it  does  so  very  rapidly,  a  process  assisted  by  vibra- 
tion of  floor  and  machine.  On  the  other  hand  the  field 
builds  up  with  equal  rapidity,  and  in  putting  on  a  load 
care  must  be  had  lest  an  excessive  E.  M.  F.  be  developed 
and  trouble  ensue.  This  point  is  well  illustrated  in  a  bar 
commutator  arc  light  machine.  When  working,  each  arc 
has  a  C.  E.  M.  F.  of  about  50  volts,  which  is  absent  when 
the  load  is  first  thrown  on;  through  the  very  low  re- 
sistance at  start  the  initial  E.  M.  F.  sends  a  large  current, 
over  saturating  the  fields,  with  a  twofold  result:  first 
the  neutral  line  is  advanced,  and  if  the  brushes  are  not 
quickly  brought  forward,  vicious  sparking  results;  sec- 
<>7</,  there  is  an  excessive  E.  M.  F.,  which,  availing  itself  of 
the  sparking,  may  flash  around  the  commutator.  Spark- 
ing assists  the  flashing  by  volatilizing  the  copper  or  car- 
bon surfaces,  thereby  providing  a  conducting  vapor  for 
the  arc.  This  flashing,  so  common  to  arc  machines,  can 
be  caused  by  a  sudden  variation  of  external  resistance. 
On  full  load  the  voltage  may  be  2,500  or  3,000;  if  the 
line  be  now  broken,  the  neutral  point  is  thrown  back 
away  from  the  brushes  and  sparking  is  set  up,  resulting, 
generally,  in  flashing  from  brush  to  brush.  Fortunately 
the  arc  machine  has  an  inherent  factor  of  safety  in  its 
armature  reaction,  assisted  by  comparatively  easily  sat- 
urated field  cores.  If  the  speed  be  kept  constant,  at 
some  value  above  the  critical  value,  and  the  resistance  be 
gradually  decreased,  the  current  will  rise,  but  the  field 
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will  remain  almost  the  same,  for  after  saturation 
the  magnetism  does  not  responcf  so  readily  to  variations 
of  current.  As  already  learned,  the  internal  drop  increases 
with  the  current,  and  hence  the  terminal  £.  M.  F.  de- 
creases: furthermore  shifting  the  brushes  forward  to 
meet  the  requirements  of  the  neutral  line,  brings  like 
poles  of  armature  and  field  closer  together,  and  places  the 
former  in  a  position  to  exercise  greater  demagnetizing 
influence  on  the  latter,  thereby  weakening  the  field  and 
reducing  the  £.  M.  F.  so  much  that  at  over  load  it  is  less 
than  at  quarter,  or  half  load,  when  the  reaction  is  not 
so  great.  Every  self-exciting  dynamo  should  be  able  to 
pick  up  its  field  readily  when  the  armature  runs  at  its 
rated  speed:  and  in  the  case  of  the  series  dynamo  with 
the  added  condition  that  the  circuit  resistance  is  not  too 
high.  In  a  series  dynamo  failure  to  pick  up  indicates  a 
fault  in  either  the  machine  or  the  line.  Whether  it  is 
internal  or  external  can  be  determined  by  holding  a 
short  wire  across  the  terminals  of  the  line,  so  as  to  cut 
out  all  resistance  save  that  of  armature  and  field  coils. 
If  the  machine  now  generates,  the  fault  is  in  the  line; 
otherwise,  it  is  internal. 

Among  the  more  common  troubles  occurring  to  self- 
exciting  dynamos  are  the  following:  (i)  Loss  of 
residual  field;  (2)  wrong  connection  of  armature  or 
field;  (3)  open,  or  (4)  short  circuit  in  armature  or  field; 
(5)  high  resistance  of  brush  contact,  due  to  oxidation 
of  brushes,  or  to  shellac  on  the  commutator;  (6)  the 
speed  may  be  below  the  critical  value.  To  these  may  be 
added  as  less  common:  (7)  loosening  of  a  field  core  or 
pole  piece;  (8)  armature  core  below  standard  diameter; 
(9)  pole  pieces  bored  above    standard    diameter.     The 
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effect  of  the  last  three  failings  is  to  increase  the  magnetic 
reluctance,  thereby  reducing  the  E.  M.  F.  of  the  machine 
and  impairing  its  ability  to  pick  up  a  field.     As  a  motor 
theC.  E.  M.  F.  would  be  reduced  and  the  last  three  faults 
would  cause  an  increase  in  speed.     On   street  railway 
motors  parts  frequently  work  loose  as  a  result  of  pounding. 
The  best  order  to  be  observed  in  testing  for  faults 
depends  upon  the  circumstances  of  each  particular  case, 
so  only   general  directions  can  be  given    here.      When 
a  machine  in  active  service  suddenly  refuses  to  gener- 
ate, the   trouble    may   be  due   to   a  burn    out,    to  loss 
of  residual  field,   to  open  field  circuit;  or  on  a  series 
machine  to  some  interruption  on  the  line,  f.  g,f  a  loose 
lamp  connection  or  a  wire  broken  by  swinging  in  the 
wind   but   held  up  by    the    insulation.       If  a  burn   out 
occurs  while  the  machine  runs  the  symptoms  will  leave 
little  doubt  as  to  the  cause,  but  experience  shows  that  as 
many  machines  burn  out  standing  still,  as  do  runnin<^. 
Recharging  will  restore  a  lost  residual  field.     Generally, 
in  course  of  construction,  the  fields  acquire  under  the  file 
and  hammer  sufficient  magnetism  to  obviate  the  neces- 
sity of  charging,   but  this  is  not  always   the   case,   and 
strange  to  say,  machines  in  service  from  day  to  day  have 
been  known  to  not  only  lose  their  residual  field,  but  to 
even  acquire  one  of  reversed  polarity.     Since  it  is  impor- 
tant that  a  machine's  polarity  should  remain  always  the 
same,  recharging  is  resorted  to  when  necessary.     This  is 
done  by  connecting  the  fields  in  series  WMth  a  machine 
known  to  be  in  working  order.     When  the  field  or  arma- 
ture   terminals    have   been    disturbed    in    any    way,  and 
the  machine  will  not  generate,  either  set  of  terminals,  imt 
not  both,  should    be  reversed  if  there   is  any  uncertainty 
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as  to  connections.  It  is  easy  to  confuse  connections  in 
reconnecting  a  machine  dismounted  for  repair,  and  unless 
the  proper  relation  exists  between  armature  and  field  con- 
nections, the  machine  will  not  generate:  for  example,  sup- 
pose the  two  halves  of  the  field  winding  to  be  bucking 
each  other:  there  will  result  no  field  at  all,  for  any 
tendency  which  one  spool  exerts  toward  a  definite 
polarity  is  neutralized  by  the  counter  tendency  of  the 
second  spool.  For  securing  proper  connection  every 
dynamo  has  its  rule  which  must  be  observed  to  obtain 
satisfaction.  A  rule  familiar  to  those  experienced  with 
Edison  machines  is  as  follows:  **  Connect  the  right-hand 
magnet  to  the  lower  brush,"  for  the  shunt  winding,  and 
the  ** right-hand  magnet  to  the  upper  brush,"  for  the 
series.  The  difference  is  due  to  the  fact  that  on  one 
winding  the  inside  ends,  on  the  other  the  outside  ends, 
are  brought  out  for  connection.  Where  no  rule  is  given, 
and  former  experience  gives  no  clew,  direct  experiment 
is  resorted  to,  and  the  connections  shifted  till  the  right 
combination  is  secured.  The  proper  shunt  connections 
once  secured,  it  is  easy  to  get  the  series  connections  right, 
as  will  be  shown  under  generator  testing. 

It  sometimes  happens  that  a  dynamo  when  first  started 
shows  a  small  E.  M.  F.  due  to  the  residual  field,  but  on 
closing  the  field  circuit  the  E.  M.  F.  falls  to  zero,  and  the 
machine  refuses  to  generate  at  all.  Such  action  indicates 
a  wrong  connection  of  field  or  armature,  and  can  be  ex- 
j)]ained  as  follows:  Suppose  the  dynamo  to  be  properly 
connected  and  to  be  generating;  this  involves  the  follow- 
ing conditions:  that  the  ficki  current  is  in  such  a  direc- 
tion as  to  produce  a  magnetic  field  which  shall  enable  the 
armature   conductors,  cutting  this  field,    to   generate  an- 
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L  M  F,  that   in   turn    shall  reinforce  the  initial  arma- 
jure  current  due  to  the    residtial  field.      Now,    without 
disturbing  anything  else^  let   the  field  terminals   be   re- 
versed.      For  the   sake  of  clearness   we    will   suppose 
that  there  remains  a  residual  field,  due  to  the  current  last 
floting:  under  this  condition  the  pole  pieces  are  of  the 
Mme  polarity  as  when   the   machine  was  properly  con- 
isected,  and  was  generating:  since  the  lines  of  force  due 
to  the  residual  field  are  in  the  sanie  direction  as  when  the 
annature  generated.     The  small  current  now  in  the  arma- 
ture, and  due  to  the  residual  field,  will  be  in  the  same 
direction  as  it  was  then,  but  the   field  connections  being 
reversed,    the  current    now  flows  around  the    spools  in 
such  a   direction  as  to  neutralize  the  residual  magnet- 
ism.    The  slight  magnetising  force  due  to  the  residual 
field  now  opposes  this  field  atid  soon  reduces  it  to  asero, 
thus  totally  depriving  the  machine  of  all  ability  to  pick 
up.     Nor  can  a  reverse  fieldj  even  if  established  by  re- 
charging, be  maintained;  forassuminga  reversed  residual 
10  be  provided,  the  lines  of  force  have  changed  direction, 
the  armature  current   does  likewise,  and  previous  con- 
ditions being  re-established    the   residual   field   ts  again 
destroyed.     Confusion  of  connectionsis  a  common  source 
of  failure  to  generate,  but  there   are  other  causes   less 
common  but  similar  in  effect.     Among  these  are   errors 
in  winding  and  connecting.      In  rewinding  an  armature 
the  new  coils  should  be  wound  on  in  the  same  way  that  the 
old  ones  were.    Other  things  being  the  same,  the  armature 
polarity  depends  upon  the  manner  of  winding  and  con- 
necting.    If  in  the  original  armature,  the  winder  turned 
the  core  over  and  from  himself^  in  rewinding  the  same 
rule  mii5^t  be  observed.     In  connecting,  the  leads  may  be 
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brought  around  oppositely  to  what  they  were  originally 
or  they  may  be  brought  around  one  bar  too  far,  any  of 
which  mistakes  reverses  the  armature  polarity,  and 
changes  its  relation  to  the  field.  Under  these  circum- 
stances, the  attendant  may  be  very  much  surprised  to 
find  that  his  dynamo  refuses  to  generate  under  apparently 
the  same  conditions  that  existed  before  rewinding.  In 
such  a  case,  a  reversal  either  of  direction  of  rotation,  or  of 
field  or  armature  terminals,  will  restore  the  dynamo  to 
working  order.  It  is  not  always  convenient  to  reverse 
the  direction  of  rotation,  as  it  involves  either  reversing 
the  engine  or  turning  the  dynamo  end  for  end ;  while  the 
brushes,  if  of  copper,  must  also  be  changed,  and  this  may 
necessitate  altering  the  brush  holders.  On  arc  machines 
provided  with  regulating  devices  the  latter  are  often  con- 
structed and  adjusted  for  a  given  direction  of  rotation. 
On  such  a  machine  let  us  suppose  the  regulation  to  be 
effected  by  means  of  the  brushes,  and  also  suppose  the 
direction  of  rotation  to  be  changed.  If  for  increase  of 
current  the  mechanism  throws  the  brushes/i?rwar^ giving 
them  a  positive  lead,  with  the  reversed  rotation,  this 
would  now  be  a  negative  lead  instead  of  positive;  while 
for  decreasing  current  drawing  the  brushes  back  is  to  give 
them  a  positive  lead.  In  either  case  the  sparking  is 
increased  instead  of  diminished,  and  in  the  latter  case 
flashing  is  apt  to  ensue.  It  is  therefore  necessary  to 
preserve  the  direction  of  rotation  undisturbed. 

If  one  of  the  above  reversals  is  found  necessary,  it  is 
customary  to  reverse  the  field  connections,  as  they  are 
near  together  and  a  neat  job  can  be  done.  Having 
determined  that  failure  to  generate  is  not  due  to  wrong 
connection  some  other  source  of  trouble  must  be  sought 
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There  are  many  tests  for  open  and  short  circuit  in  field 
or  armature.  If  while  the  fields  are  separately  excited, 
the  armature  be  rotated,  a  short  circuit  in  the  fields  will 
prolably  be  indicated  by  too  low  voltage  at  the  brashes, 
since  part  of  the  field  coil  is  inactive,  and  the  armature 
is  unable  to  produce  the  voltage  called  for  by  the 
mwn  voltage  applied  to  the  fields.  This  test  is  not 
infaJiiblc,  and  an  existing  short  circuit  might  escape 
detet  tinn,  unless  the  field  circuit  contains  an  ammeter, 
^«ti  the  field  current  is  maintained  at  normal  value* 
Tlms^  suppose  there  are  two  field  coils  of  equal  mag- 
Rttiztng^  power  and  resistance,  and  that  the  short  circuit 
is  such  as  to  entirely  cut  out  one  coil;  for  a  given 
£.  M,  F,  at  the  field  terminals,  the  current  will  now^  be 
twice  its  normal  value,  and  hence  the  field  ampere-turns 
exactly  the  same  as  if  no  short  circuit  existed :  the  field 
strength  will  therefore  be  unaltered.  If  the  fields  under 
lest  are  those  of  a  constant  current  machine,  and  are 
connected  in  series  with  a  second  constant  current 
machine,  or  in  any  case  if  the  field  current  is  kept  con- 
stant, the  test  becomes  a  decisive  one.  Open  circuit 
Would,  in  a  series  machine,  be  indicated  by  the  absence 
of  all  current.  Open  circuit  in  the  fields  can  in  all  cases 
k  tested  for  with  an  ordinary  bell  and  battery^  a  mag- 
neto, or  a  test  lamp  circuit.  Fig;  87  gives  the  connections 
for  a  bell  and  battery,  B  is  the  battery  of  two  cells, 
and  at  Muhdl  TV  are  test  lines.  The  whole  outfit 
can  be  put  into  a  small  box,  and  T  T\  when  not  in  use, 
are  coiled  around  a  cleat  on  the  cover.  Fig.  %Z  gives 
the  arrangement  of  a  test  lamp  circuit.  A  and  B  arc 
light  or   power   mains,  L^  L^  Z,  are  lamps  in  series,  the 
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^Ahhih^ff^^A^%  'Aft  rtxor*^/.  •'.,  '\^.r'<  .s^,  --.^'^  :r.  throngb 
f>>^  i$frff^ffir^,^  k  fton}/i^,  y^\h  {:.::.  \r .-.'.  t .     -j^h.  so  that 
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although  a  wire  may  be  broken  in  one  path,  the  circuit  is 
complete  through  the  other.  If  the  armature  be  run  in  sep- 
arately excited  fields  it  will  spark  at  the  brushes  in  case  of 
either  an  open  or  short  circuit,  because  the  armature  is 
electrically  unbalanced,  and  the  neutral  point  shifts  con- 
stantly. A  short  circuit  can  often  be  located  by  remov- 
ing the  brushes,  and  running  the  armature  at  its  usual 
speed  in  the  fully  excited  field.  The  field  must  be 
separately  excited,  for  with  a  defective  armature  the 
machine  will  not  excite  itself  even  though  the  brushes  be 
restored.  Now  the  resistance  of  a  whole  armature  is 
not  high,  and  the  resistance  of  the  short  circuited  coil 
being  very  low,  the  electromotive  force  generated  by  the 
coil  produces  sufficient  current  to  heat  the  wire  and 
ultimately  to  burn  it  out.  Open  or  short  circuit  can  also 
be  detected  by  separately  exciting,  as  above,  then  turn- 
ing the  armature  slowly,  and  watching  the  needle  of  a 
voltmeter  placed  across  the  brushes.  In  case  of  open 
circuit,  the  needle  will  fluctuate  between  zero  and  some 
definite  value,  depending  upon  the  field  strength  and  the 
speed.  If  a  short  circuit  is  present,  the  needle  will  not 
drop  to  zero,  but  will  fluctuate  between  two  definite 
values.  The  above  methods  were  well  illustrated  in 
the  following  case,  of  an  armature  which  refused  to  move 
when  connected  as  a  motor;  it  was  then  run  as  a  sepa- 
rately excited  generator,  and  the  voltmeter  read  zero 
across  the  brushes,  but  the  armature  became  very  warm 
after  a  ten-minute  run.  The  heating,  however,  was  not 
local,  but  uniform  over  the  whole  armature.  The  com- 
mutator was  then  disconnected  and  tested,  and  the 
insulation  between  bars  found  to  be  defective,  thus  short 
circuiting  every  coil  upon  itself.     Connected  as  a  motor 


*4- 


IhMlN^.'.    OK    UYXAMOS    AND    MOTORS. 


'.»c  ,'.iMi'i»i  ciuciiiii;  ai  one  brush  passed  directly  througbi 
.i«v  .  .u-.\':u.cd  iiiMilation  and  the  commutator  bars  to  the 
.  'v.    ^•.:>"\  Mitiuuu  entering  the  coils  at  all;  when  run- 
-.  ..   ^vtici.iLvi.  cd^h  coil,  short  circuited  on   itself,  wa^ 
■v^.w;.   Ml    xiLivc   ihrrc   was  no  K.  M.  F.   additive  fron"^- 
■,    X.'  .V   M-.ixit  V.\c  Vv'llincU-r  jjave  no  sign. 

"k   -^ijio  '.iioi'K'd  ill  a  nivKiined  form  can  be  used  tc^ 
..,v^   .*  ^iv'*i:k:   '.:♦  ais  ar:Mau:rt\  the  effectiveness  of  ther^ 
ic^t  J.c 'trending  upi»n  the  fact  that 
-^  ::i    a    i^lcteciive    armature    the    E. 

M     F    ireneraied  is  greater  when 
^^    :  *.e  :a-;*:y  ov  il  is  in  one  part  of  the 
•,..■   :   m:*.  w'^::  in  another.     The 
\     :-'.:;r  w/.;  :n.*.:ca:e  this  fluctua- 
:      •   ::    : '.    <Vii.".  is  n   t  too  high. 
\\  '.■  •  .-.  •  .ir.*:.-:;:re  rcj.  n:es  inter- 
• .'.    \     j:  '.".■.  -  J.    : :    :  <    c  u  sr  o  mary 
'. '  '       .:  :/c    :...:!:    ::   :  ossible 
X.-    .  ■..:     :    ■•.■.•.    V:    n:   re    readily 
\;      :  ■  s    <  ..  yr.i.:  ;e  .inhered 
.:    X        :.-...:.      /:  :".-:-  "s^riters 
•^        .    :     .     .  ■ .;...-    --  :.'.■/    in    ihat 
-c    ..  >:  .;     :       :    :    •:*  .::.:er. 

.    ;     .:    •  .  :.    .    :..  *      :::-::  tr^usd 
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excited  generator  and  from  a  motor  of  moderate  capacity, 
the  armature  will  alternately  start  and  stop  once  in  every 
revolution.  This  ** bucking"  is  not  so  marked  if  the 
driving  power  is  a  larger  unit.  When  the  fault,  C,  is  in 
the  position  of  the  figure,  there  are  two  short  circuits 
present,  one  through  G\  i,  -£",  4,  6,  G^  the  other  through 
G\  2,  Ey  4,  6,  G,  Two  parts  of  the  winding  are  in  mul- 
tiple, and  through  the  low  resistance  of  the  short  circuit 
a  large  current  flows,  loading  the 
dynamo  so  that  the  motor  cannot 
run  it.  As  soon  as  the  dynamo 
stops,  its  current,  and  hence  load, 
becomes  zero,  and  the  motor  thus 
relieved  starts  again,  only  to  re- 
peat the  same  operation.  The 
point  of  maximum  speed  corre- 
sponds to  the  position  where 
the  fault  passes  under  the 
grounded  brush  holder,  for  it  is 
here  the  two  grounds  become  one,  and  have  no  more 
influence  than  a  single  ground  has  on  any  otherwise 
insulated  circuit.  As  G'  is  carried  past  the  grounded 
brush  the  E.  M.  F.  in  the  grounded  circuit  rises  and  cur- 
rent once  more  flows.  Fig.  90  shows  a  method  of  find- 
ing  open  circuit:  Suppose  a  break  to  ht  zX.  A\  it  is 
desired  to  determine  between  what  two  bars  it  is  located. 
Open  a  circuit  at  a  second  point,  as  at  By  by  disconnect- 
ing one  of  the  leads.  There  are  now  two  parts  of  the 
winding  insulated  from  each  other.  Next  place  one  test 
line  on  bar  No.  i  and  move  the  other  around  the  commu- 
tator till  the  bell  ceases  to  ring,  which  will  be  as  soon  as 
the  sliding  contact  rests  on  bar  No.  10,  thus  showing  the 
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fault  to  be  between  Nos.  9  and  10.  To  verify  the  result, 
place  one  line  on  No.  11  and  slide  the  other  back  and 
forth  over  Nos.  9  and  10:  the  bell  will  cease  ringing  upon 
reaching  bar  9.  Enough  of  the  head  can  now  be  removed 
to  examine  the  damaged  coiL  Trouble  of  this  nature 
k;^  does  not  generally  occur  in 

the  more  removed  parts  of 

^^  f^  I      the  winding,  and  is  often  due 

^d^  to  the  melting  of  a  connect- 
ing wire.  Poorly  "  sweated  " 
connections  are  a  fruitful 
source  of  trouble:  a  poor' 
connection  will  always  heat 
and  may  reach  a  temperature 
sufficient  to  melt  the  solder  and  release  the  connector 
from  the*  ear  or  cup  of  the  commutator  bar,  thereby 
causing  an  open  circuit.  Such  trouble  is  more  often  due 
to  mismanageipent  than  to  any  defect  in  the  machine 
itself. 

We  have  learned  that  a  short  circuit  in  the  field  wind- 
ing impairs  a  machine's  ability  to  excite  itself  and  in 
increased  measure  as  the  short  circuited  portion  is 
greater.  This  fact  is  utilized  on  series  dynamos  for 
removing  them  from  service.  In  Fig.  91  AT  is  the  line 
switch  and  A"  one  which  short  circuits  the  field,  ^. 
When  the  dynamo  is  in  service  A'  is  closed  and  A^  open. 
To  remove  the  load  A"  is  closed.  Jl  is  generally  left 
sloped. 

Whether  failure  to  generate  is  or  is  not  due  to  low 
NiK'Cil  can  be  ascertained  by  taking  the  speed  of  the 
.luualure  or  that  of  the  countershaft  which  drives  it,  and 
uuiUn»lyi»n»  this    by   the   ratio    of   the   diameter  of  the 
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countershaft   pulley    to    that   of   the    armature    pulley. 

-Assuming  that  the   engine  and  countershaft  speed  are 

correct,  that  of  the  armature  is  governed  by  the  size  of 

its  pulley,  and  can  be  altered  by  using  a  pulley  of  greater 

or  less  diameter;  this  step,  however,  should  not  be  taken 

"niess  the  designed  speed  of  the  armature  is  known,  for 

many  armatures  will  not  run  at  full  load  without  sparking, 

'^  the  speed  be  much  below  or  much  above  its  rated  value. 

As  a  rule,  in  order  to  secure  sparkless  running  the  field 

°^^gnets  are  made  so  powerful,  and  the  shunt  and  series 

coils  (on  a  compound-wound  machine)  so  proportioned  that 

even  on  full  load  the  armature  causes  but  slight  distortion 

^^  the  field,  and  the  position  of  the  neutral  points,  hence  of 

^^e  brushes,  is  practically  unaltered.     In  poorly  designed 

constant  potential  machines,  and  in  series  machines  in- 

\cnded  to  regulate  for  constant  current,  this  proportioning 

^^  armature  and  field  is  not  observed,  so  that  the  position  of 

^he  neutral  points  depends  upon  the  load;    changing  the 

load  shifts  the  position  of  the  neutral  points,  and  unless 

the  brushes  are    shifted   accordingly,  sparking  ensues. 

The    effect  of  changing  the  armature  speed  is,  for  any 

given  load,  to  change  the  above  relation  between  armature 

and  field,  and  hence  to  cause  a  shifting  of  the  neutral  line, 

with   resulting   sparking.       For  a  given  position  of  the 

brushes  sparking  can  be  avoided  only  by  strengthenirg 

or  weakening  the  field  enough  to  restore  the  neutral  line 

to  its  position  under  the  brushes.     This  is  an  effect  seen 

not  only  on  badly  designed  constant  potential  machines, 

but  also  on  well  designed  ones  if  the  armature  is  run 

much  below  its  rated  speed.     To  have  the  field  strong 

enough  to  control  the  position  of  the  neutral  point  there 

must  be  the  designed  voltage  at  the  field  circuit  terminals: 
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to  lower  the  speed  is  to  lower  this  voltage,  and  with  it 
the  field  current,  so  the  field  magnetizing  effect  is  lower, 
while  that  of  the  armature  remains  constant  Raising 
the  speed  strengthens  the  field,  but  raises  the  £•  M.  F. 
of  each  coil  as  it  is  short  circuited  by  the  brush,  and 
enables  it  to  genemte  current  enough  to  cause  sparking. 
This  is  avoided  in  ordinary  running  by  using  carbon 
brushes  of  comparatively  high  resistance. 

Series  machines  are  widely  used  on  arc  light  circuits, 
and  when  run  together  are  generally  connected  in  series. 
When  so  connected  they  give  no  trouble  in  load  regula- 
tion, each  unit  supplying  its  share  of  the  total  voltage, 
the  same  current  passing  through  all.  The  total  watts 
generated  equals  the  total  E.  M.  F.  X  current  =  j&  /  = 
(^  +  ^,  +  ^,  +  ^1  +>  etc.)  /,  where  ^,  ^„  etc.,  are  the 
E.  M  Fs.  of  the  individual  machines,  or  J  J'  =  (^  -|-  ^^  -f- 
f^  -f-  ^%  +»  etc.)  /,  and  we  see  that  the  load  on  each  machine 
is  directly  proportional  to  its  E.  M.  F.  Machines  of 
different  capacities  can  therefore  be  run  together  without 
overloading  any,  provided  /  does  not  exceed  the  current 
capacity  of  the  smallest  machine.  The  advantage  of  the 
series  connection  is  that  many  lamps  can  be  placed  on 
one  circuit,  thereby  saving  copper  and  other  expenses. 
Scries  machines  can  be  run  in  multiple,  provided  one  of 
the  foUowing  precautions  is  taken:  (i)  the  machines  with 
rijjid  connection  between  the  shafts  (direct  coupled), 
must  be  started  up  with  botli  line  switches  in;  or  (2)  the 
tields  must  be  separately  excited,  when  of  course  they  cease 
to  bo  series  machines;  or  (3)  an  equalizer  must  be  used 
Xo  ro^uhite  the  sharinjj  of  the  load,  and  to  prevent  any 
dynamo  from  roversinjj:  and  running  as  a  motor.  The  equal- 
izer is  especially  used  with  compound-wound  machines. 
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and  iti  consideration  is  therefore  deferred.     If  the  arma- 
ture shafts  are  rigidly  connected  the  necessity  of  start* 
ingwitli  both   line  swjtclies  in   h  easily  seen;  for  since 
a  series  machines  is  devoid   of  field  until  the  external 
ciTcmi  is  closed,  throwing  in  its  line  switch,  when  other 
machines  arc  in  service,  wrmid  result  in  a  short  circuit 
tijroygh  its  armature.     This  would  run  the  machine  in 
question  as  a  motor  and  in  the  opposite  direction,  since 
series  motor  and  dynamo  reverse  rotation  for  given  con* 
ii«cticrns.     The    ri^iid  connection    would    prevent  actual 
reversal  of  rotation,  hut  unless  a  clutch  slipped,  or  a  cir* 
curt  breaker  worked    very  promptly,  something  serious 
would  happen.     With  separate  excitattun  the   machine's 
E,  U.  ¥.  can  be  made  equal  and  opposite  to  that  on  the 
line,  and   its  switch  closed.     Other  things  being  equal, 
the  load  which  each  machine  takes  depends  upon  its  own 
E,  M.  F.p  and  this  in  turn  upon  the  field  strength.     With 
separate  excitation  regulation  is  obtained   by   means  of 
a  rheostat,  and  automatic  devices  depending  upon   the 
artnature    reaction   are    generally   dispensed    with.      In 
practice  the  only  circumstances  under  which  arc  machines 
are  run  in  multiple,  is  where  the  lamps  used  require  a 
current  double  that  of  either  machine.     The  machines 
cannot  be  expected  to  regulate  very  closely*  unless  they 
arc  magnetically  and    electrically  balanced    throughout 
their  load    range.     As   a    rule    the   lamps   do   not   give 
satisfaction* 

Series  dynamos  can  be  designed  to  regtilate  for  a 
fairly  constant  potential  between  certain  load  limits. 
We  have  learned  that  below  a  certain  current  value  the 
fields  are  insufficiently  excited,  and  up  to  this  point  the 
voltage  fluctuates.     If  this  critical  point  be  brought  near 
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the   saturation    point  of   the    iron,    the   voltage    due  to 
inrrease^l  field    stren;;(th  as  load   goes  on    may    increase 
at  the  sanne  rate  as  the  drop  in  the  line  increases,  thus 
givinj2^   constant   potential    at   the   lamps  or  other   loai 
across  the  mains.     The  limits  of  rejjulation,  however,  are 
narrow,  anrl  fr>r  li^^htand  heavy  loads,  po«>r.      In  attempt- 
ing to  run  several  machines  in  multiple  there  arise  c».m- 
plirations  wliirh  prarti(  ally  exclude  series  dynam'.s  irC'VA 
this  cKi*«s  of  work,  now  covered  by  shunt- and  comp*-'L:r.Li- 
WDund  dynamos.     ()i\  the  other  hand,   while  arc   Unips 
are  generally  run  from  series  machines,  they  are  often 
operated   from    the    same   dynamo  that    supplies    incan- 
ilfS«"rnt  iismp^,  or  tr'*lh-y  system,  at  (instant  p'.  tirr.tial. 
I:i  :!'.:^  'ase  ;is  mrmy  lainj^s  ar«:  ])!a'  rd  in  series   as  -  a:i  '.c 
\v  r!vril    iri'iu    tiir   givn    vol:;tgr,   a:id    a  (iermaii   silvc-r 
r-.»s:>r.tr.»  <•    :•>   pl.p  rd    in    fir«.uit   wiin    tljcm  to  avert    tlie 
-iivr:  -  '.r- *.i:.  which  otlir-rwisc  woidd  (-(«.:ur  were  all   tiie 
\v."'  :*>  t'  t'lnie  to;^ttli'r  .'il   oii' e.      'I'liis  adtieil   rcsist- 
;■:■■'  -i-     !;r.pr"V«;s  tiic  r';.i;iil.ition  <.f   tiie   lamps,  which 
••.■    :::«.:.M.;y  wiien  c-nnec  led  dire<  lly  ai  r'-ss  the  mains. 
'■•^.    .   TxA-:  .'f  the   resist.nur   is  t"   (.ushi«'n    the  current 
•  •..  :-.;.i:'-'*>   ^y   narmwini;  the    limits   between    which    it 
.  -   •■.•.^.- :*,:.;: 0.      Thus  suj)j)ose  two  arc  lamj)s  are  in  series 
-•>^     :c    v\t    mains.      I.et    the  total    KiUip  rrsisiance 
■-:'      -.     '.ir'.''t"ns  are   together  be    i   nhm,  and   kt   the 
— :       >  <:^ -.v'e    be  4  t)hms,    making    the    it'tal    circuit 
--ii":-.--    -       •::*>.      Without    the    extra    resistance    tlu; 
— «--  ■   ^-.-.ctv.ate  between  o  and  125  amperes,  while 

- :     :::::$  TT.';:Id  be  o  and  25  amperes,  the  zero 
-   -^-*sr-.  ~-...:-^  :■'»  open  circuit,  tine  to  the  carboi.s 

^    .-^7'       i.'^n  modern  lamps  such  action  is 

--■ir  .7.    *  ?.^c>  !amp  is  prkv:ilid  witli  a   device 
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for  cutting  out  the  lamp  when  the  arc  reaches  a  certain 
length. 

The  problem  of  regulation  on  arc  machines  is  solved 
in  one  of  three  ways.  In  the  first  there  is  a  mechanism 
operated  either  by  a  solenoid  around  which  the  working 
current  flows,  or  by  a  magnetic  vane,  which  moves  under 
the  influence  of  the  external  field  magnetism;  in  both 
cases  a  system  of  levers  is  made  to  operate  the  rocker  arm 
to  which  are  attached  the  brushes.  According  as  the 
load  increases  or  decreases,  the  brushes  are  moved 
forward  or  backward.  Such  a  regulator  governed  by  a 
solenoid  can  be  made  very  sensitive,  as  is  illustrated  in 
the  Thomson-Houston  arc  machine.  The  magnetic  vane 
was  used  on  the  Edison  arc  machine,  now  relegated  to 
history.  The  second  method  of  regulation  depends  upon 
a  solenoid  for  its  action,  but  the  function  of  the  magnet 
is  to  press  together  with  varying  force,  according  to  load, 
a  number  of  carbon  plates  which  constitute  a  shunt  to 
the  field  winding.  If  the  number  of  lamps  in  circuit  is 
increased,  and  the  current  begins  to  fall  off,  the  plunger 
of  the  solenoid  relaxes  its  pull  on  the  lever,  which  con- 
trols the  pressure  on  the  plates,  and  the  conductivity  of 
the  contacts  is  thus  impaired :  less  current  passes  through 
the  shunt  and  more  through  the  field  coil,  and  the  field 
becoming  stronger  the  machine's  E.  M.  F.  is  increased 
sufficiently  to  provide  for  the  additional  lamps.  This 
type  of  regulation  is  found  only  on  the  Brush  arc  light 
machine,  and  gives  great  satisfaction.  It  is  the  simplest 
electrical  regulator  in  use.  Since  the  solenoid  is  oper- 
ated by  the  main  current  it  responds  very  promptly  to 
load  variations,  the  carbon  plates  forming  a  high  non- 
inductive  resistance. 


is#^  for  rrxm^r^n^  iLMC:  [nstd  ifttiiianiv^  Mt 

.o^  The  .ie:ri^  iinrut  M-JU-Mnoklsitsk  riic  saae^  anrccr:  sad. 

TTX^r^t  iTi^r^ii.n^   i^suies  rgndgrmg  die   HiH  riifwt  jtao^ 

poiar.tj.  Thereof  'tau^wnij'  the  am  laixros  tn  aiirzL  np^gftf 
down.  This  sr-naDir^  r*ai:naa  ipvcs  rise  ca  pgi uriar 
heharii-ir  it  ';me^.  ioH  die  o^mpiuranoiis  vmck  at  ^-^■v^ 
in  certain  r^^r^  -r  ['.  ^e  CAtwulered  lacer. 

Aa  '>v*^r  'ys^   ^,t   Tie  w-idri'i  im  Ix^^ftcn^  is  <iaoe  6y 

tic;uar  itidj  '->c  theiie  machines  wiE  be  ni  ordcn 

Tko^i^yn-HrAU^yn  Arc  Dynama, — Processor  Svirsims  F. 
Thomps«>n  says  of  th-s  machine;  *•  Its  spheraal  srva- 
turc  is  unique  amonjj  armatures;  its  cnp-shaped  icbl 
ma^ets  arc  cniqae  amon^^  ne'.d  ma^^ets;  its  three- 
part  commntator  is  unique  ax on^  coxmiitators^'*  The 
armature  is  of  the  open  c  >!  tjp^.  'o^:  is  woand  in  a 
peculiar    wav.     The  inside  ends  jf  the  three    coils   arc 
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soldered  together,  while  the   outside   ends  connect  eacli 

^o    one    commutator     bar.       In    the    earlier    machines 

the  armatures  were  hand  wound  as   follows:  first,  half 

of  the  first  coil    was  put  on;    then   half  of  the  second 

coil;  then  the  whole  of  the  third  coil,  next,  the  second 

'^If   of    the   second   coil,  and   finally   the   first    coil   is 

finished.     By  this  means  the  average  distance  of  each 

^oil  from  the  core  is  made  the  same.     In  the  more  recent 


types  the  coils  are  lathe  wound  and  are  laid  onto  the 
core,  which  has  a  removable  section.  This  cheapens  the 
cost  of  production,  and  greatly  facilitates  their  repair. 
The  operation  and  regulation  of  the  machine  can  be 
seen  in  Fig.  92.  The  three  coils  of  the  armature  are 
indicated  by  the  figures,  i,  2,  3.  The  current  leaves  the 
armature,  A,  by  the  brushes  B\  B^,  passes  through  the 
field  F^^  through  the  regulating  apparatus  and  out  on 
the  line,  returning  to  the  machine  through  field,  F^^  and 
brushes  B\  B^,  The  regulation  of  the  machine  is  effected 
by  means  of  the  magnets  M  and  r,  while  5  is  a  high 
resistance  carbon  shunt.  The  magnet  c  is  the  controller 
and  is  adjusted  by  means  of  a  spring,  so  that  the  rated 


252  TESTING   OF   DYNAMOS   AND   MOTORS. 

lamp  current  will  just  raise  the  cores,  and  separate  K, 
If  K  is  closed,  the  current  in  M^  which  is  the  regulator 
magnet  operating  the  lever  arm  and  brushes,  becomes 
weaker  and  the  core  in  M  drops  by  gravity.  Let  us  sup- 
pose  that  the  current  in  r,  and  hence  in  the  lamps,  is  too 
small:  the  cores  in  c  drop,  K  closes,  the  current  in  M 
becomes  smaller,  the  regulator  core  drops,  and  brushes 
B^  and  B^  are  shifted  backward  while  B\  B\  are  shifted 
forward.  This  drawing  together  of  each  pair  of  brushes 
shortens  the  period  of  short  circuit  of  each  coil,  lengthens 
the  time  that  two  coils  are  in  series,  hence,  raises  the 
E.  M.  F.  and  with  it  the  line  current.  If  r's  current  gets 
too  large,  the  reverse  action  takes  place;  K  opens,  M 
rises,  and  the  pairs  of  brushes  separate,  the  period  of 
short  circuit  is  increased,  and  the  voltage  lowered. 
The  resistance  6"  takes  up  the  spark  when  K  is  opened, 
and  a  dash  pot  eases  off  the  motion  of  M.  The  current 
obtained  from  the  machine  is  always  in  the  same  direc- 
tion, but  fluctuates  between  zero  and  its  maximum  value 
nv»  less  than  thirteen  times  *  per  revolution.  These 
fluctuations  are  too  rapid  to  have  any  perceptible  effect 
on  the  working  of  the  lamps,  but  undoubtedly  produce 
nKluction  effects  on  neighboring  telephone  circuits. 

Ml  direct  current  series  dynamos  spark  somewhat  upon 
slaiim>i\  because  any  regulating  device  requires  time  to 
lake  hold.  Ordinarily  the  brushes  should  not  spark  to 
M\\  cvlcnt  under  load,  or  even  overload.  In  open  coil 
mnauuvs  the  sparking  is  greater  than  in  closed  coil 
v'.ux  Ivvviusc  ii\  ihoni  each  coil  is  alternately  cut  out  and 
V  lii  'UU'  vuvuit  during  every  revolution.  In  the  T.-H. 
'    x  »     ai'vi   I'v    M    V.    rhvUTij^^vMi.  u.i.l  l>ctorc  ihe   A.  I.  E.  E.,  May 

.  I.    .'V 
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Oiachine  this  effect  is  increased  on  account  of  the  large 

^glc  covered  by  each  coil;  the  coil  being  often  cut  out 

^f  circuit   while   generating  a   strong   E.    M.    F.     The 

'''ethod  by  which  the  sparking  is  controlled,  and  even 

^aOe  use  of,  is  very  ingenious.     In  the  first  place  we 

-Diu St  note  that  during  part  of  each  revolution  each  coil 

'^  ^hort  circuited  by  each  pair  of  brushes,  /.  ^.,  when  two 

^^Onmutator  segments  touch  two  brushes  which  are  con- 

''^ Cited,    the    included   coil   short    circuits   through   the 

'^**%jshes.     Since  this  short  circuiting  takes  place  in  a  by 

'^^^  means  weak  field,  the  current  in  the  coil  is  consider- 

^^^Ic,  and  so  also  the  danger  of  breaking  down  the  insula- 

5  ^  CDn,  if  the  current  is  too  suddenly  broken.     First  then 

*^^    is  necessary  to  guard  against  a  too  sudden  breaking  of 

^  Vie  current,  and  this  is  done  by  the  spark  which  acts 

4"^Tecisely  as  the  carbon  shunt  S  in  the  controller.     The 

^^^achine,  however,  is  generating  a  very  high   E.  M.  F., 

^nd    were    this   spark  allowed    to   persist   unmodified    it 

'Mrould    heat  the  air  between   the  commutator  bars,  and 

clause    flashing   from   brush   to  brush.     Furthermore,  in 

order  that  the  commutator  may  run  smoothly  and  last 

long,  it  must  be  oiled,  and  this  adds  to  the  danger  of 

Dashing.     The  air  blast  was  introduced  to  suppress  the 

spark  after  it  has  served  to  free  the  coil  of  its  current  of 

self-induction,  and  to  introduce  a  thin  layer  of  cold  air 

in  place  of  the  heated  air  due  to  the  spark.     This  air  blast 

makes  it  possible  to  run  a  machine  to  as  high  as  4,500 

or  5,000  volts,  where  without  it  500  volts  would   cause 

flashing.     The  value  of  the  air  blast  is  most  keenly  felt 

when  it  gets  out  of  order.     With  each  machine  a  brush 

gauge  is  sent,  by  means  of  which  the  four  brushes  may  be 

given    the   proper  /^ad  and    correct   relative    positions. 
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The  brushes  constitute  the  " cut-out,"  so  called  because 
they  cut  out  each  coil  a  part  of  every  revolution.  Care 
must  be  taken  that  the  angle  of  the  brush  holder  is  cor- 
rect, and  that  the  distance  of  each  brush  holder  is  exactly 
the  same,  as  measured  on  the  straight  edge  of  the  gauge. 
General  directions  for  brush  setting  are  as  follows — par- 


Fig.  93. 


tivular  directions  accompany   each    machine:     Set    the 

l>iuNhes  in  an  exactly  straight  position;   turn   the  com- 

luuuitor  in  the  direction  of  rotation  until  there  is  just 

V  v»nuu  I  iH-'tween  brush  B^  and  the  end  of  the  segment  A\ 

\^«  Ki^.  Qj;).     In  this  position  the  tip  of  brush  ^^  should 

M.i<  v*\cr  the  eiige,   C,  of  the   segment  A"  one   sixty- 

»  wiii^  ^  I   04^1  of  an  inch.     Now  turn  the  commutator  till 

u    'uv;x;\   .\  iust   makes  contact  with   the   point   C  on 

•  ^  s  ''^ '  »    *     i  the  brush  />\  should  hang  over  the  follow- 

^   .xj^.uvaii   04  inch.      Having  set  the  brushes  properly, 

..  \     ..X    ..uiv   ii>c  air  Mast  is  adiiistod;  to  do  this,  the 

.^   .....    .;..;»    nust  be  raised  and  nxed  at  its  extreme 

«N  j,.»,        .^  \   ..K^  'Ct  :s  put  in,  and  t'r.e  point  brought  to 
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»*ithin  about  1/32  inch  in  front  of  the  brush,  and  the 
same  distance  above  the  face  of  the  commutator.  In 
small  machines  the  air  blast  is  sometimes  omitted^  and 
when  this  is  the  case  the  spark  should  be  about  i/j6* 
for  full  load.  With  the  air  blast  the  spark  is  increased 
lu  i/S*  and  on  large  machines  slioyld  be  3/16".  The 
proper  working  of  a  T.-H,  arc  machine  depends  upon 
the  lead  of  the  commutator,  and  upon  the  proper  adjust* 
ment  of  air  blast  and  **  cut-out"  securing  the  correct 
length  of  spark-  Often,  important  conclusions  can  be 
drawn  from  the  character  of  the  spark,  so  that  the  fol- 
lowing points  should  be  carefully  noted: 

Possible  causes  of  excessive  flashing  at  the  commuta- 
tor: ft)  The  air  blast  may  be  loose  on  the  back  plate; 
(2)  Air  screens  may  be  stopped  with  dirt;  (3)  Air  blast 
••muogs  **  may  be  in  end  for  end — ti>p  edge  should  be  in 
Iront;  (4)  Air  blast  jet  may  be  jammed;  {5)  Air  blast 
jet  may  be  set  too  far  from  the  ends  of  the  brushes;  (6) 
Air  blast  pins  may  have  been  changed  in  position  and 
be  incorrectly  adjusted;  (7)  Air  blast  jet  may  not  be 
properly  set  with  respect  to  the  commutator  slots;  (S) 
The  commutator  may  be  set -wrong;  the  mark  on  the 
commutator  and  that  on  the  machine  should  line  op; 
{9)  The  ** cut-out**  may  be  too  strong;  (10)  Tlie  regula- 
tor yoke  connections  may  be  sticky;  (n)  There  may  be 
a  poor  contact  in  the  controller;  (12)  The  dash  pot  may 
be  either  too  stiff  or  too  weak;  (13)  There  may  be  too 
much  oil  used  about  the  bloweri  or  the  oil  may  be -of 
inferior  quality;  (14)  Too  frequent  wiping  of  commuta- 
tor may  have  accumulated  lint,  which,  by  carbonizing, 
short  circuits  the  commutator;  (15)  The  machine  may 
be  overloaded,  or  the  belt  may  be  slipping;  {16)  There 
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may  be  either  a  short  or  open  circuit  in  the  armature  or 
field;  (17)  There  may  be  a  portion  of  the  circuit  which 
is  periodically  cut  out  by  contact  to  ground,  as  by  wires 
swinging  in  the  wind;  (18)  There  may  be  bad  or  dirty 
controller  contacts  which  keep  the  regulator  cut  in  almost 
constantly.  Many  of  the  above  cases,  especially  those 
due  to  the  presence  of  dirt,  should  never  occur,  and 
some  of  the  remaining  ones  can  be  quickly  eliminated.  * 
A  contact  or  ground  in  a  single  coil  of  the  armature 
makes  a  sputtering,  broken  sparking  at  the  commutator, 
the  current  surges,  rising  high,  then  falling  low.  This 
surging  may  also  be  caused  by  a  lack  of  sensitiveness  in 
the  controller  magnet,  for  this  makes  the  regulator  rise 
above  then  fall  below  the  normal  points  of  variation. 

The  machine  will  generate  a  heavy  current  if  by 
grounds  or  other  short  circuit  part  of  the  turns  on  the 
regulator  magnet  are  cut  out;  this  weakens  the  magnet 
and  allows  the  regulator  to  fall  too  low.  On  the  other 
hand  a  short  circuit  in  the  field  coil,  cutting  out  part  of 
the  turns,  weakens  the  field's  intensity,  and  lowers  the 
capacity  of  the  machine.  Two  grounds,  one  on  each 
end  of  the  field  coil,  deprives  the  machine  of  generating 
power.  If  the  machine  fails  to  carry  the  standard  num- 
ber of  lights,  the  failure  may  be  due  to  a  short  circuited 
armature.  To  test  for  this,  turn  off  the  lights  and  run 
for  a  short  time  on  dead  short  circuit,  watching  the  am- 
meter to  see  that  the  current  is  not  too  high;  then  if 
there  is  no  short  circuit  the  regulator  armature  should 
be  up  to  within  1/16'  of  the  bottom  of  the  regulator.  If 
there  is  a  short  circuit  the  regulator  armature  will  hang 
down  from  1/4  to  1/2  inch.  A  short  circuit  in  any 
armature  can  be  detected   by  running  it  in  separately 
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excited  fields,  and  on  open  circuit;  upon  holding  a  piece 
of  iron  in  the  air  gap  near  one  pale  a  vibrating  pull  can  be 
fdttf  the  armature  has  a  cruss  in  it.     The  vibration  is 
inmistakeable,  and   is  due  to  the  fact   that   the   faulty 
amature  is  a  strt.mger  magnet  when  the  cross  is  in  one 
part  of  the  field  than  in  another,  thus  giving  rise  to  an 
altcrnaiely  stronger  and  less  strong  attraction  for  the 
bit  of  iron.     If  there  is  a  cross  the  armature  will,  if  run 
^enough,  grow  hot  and  ultimately  burn  out  the  fault, 
i  recent  types  of  armature  the  short  circuited    section 
alone  will  heat  and  may  be  thus  located,  but  in  the  old 
types  this  is  not  possible- 
Short  circuit  in  the  field  can  be  roughly  guessed  at  by 
not rng  which  pole  pulls  strongest  on  a  piece  of  ironj  or 
better,   the   resistance  of  each   field   can    be  measured 
(lirectly  or  calculated  by  use  of  Ohm*s  law, 
A  ground  between  armature  and  shaft  can  be  detected 
^connecting  each  brush  alternately  to  the  frame  by 
lis  of  a  *' jumper**  (/,  c,   short  wire).     Flashing  at 
the  commutator  results  if  there  is  a  ground.     The  use  of 
the  jumper  will  also  cause  flashing  if  there  is  a  ground 
between  regulator  and  frame.     These  grounds  may  be 
[too  undeveloped    to  show  up  through  a  magneto,  and 
r should  be  subjected,  as  above,  to  the  full  voltage  of  the 
[  machine.     At  all   events   they   should    be  located  and 
|f€iiioved,  as  it  is  hazardous  to  run  so  high  a  potential  on 
I  grounded  circuit  supposed  to  be  insulated.     Should  a 
nachine  that  has  been  in  good  working  order  begin  to 
Eiashi    first   look   over    the   sliding  connections   on    the 
fokes;   on   old  machines   these  become   weakened   and 
dirty;  next  clean  out  the  blower  and  air  screens,  and  see 
I  that  the  blower  is  properly  set;  look  ovtr  tlie  tuuirolitr 


1 


258  TeSTlHt;    OF    DYNAMOS   AND   MOTORS. 


contacts.  If  the  inachhie  flashes  when  bein^  loaded 
and  the  spark  becomes  very  short,  and  the  current  rtins- 
low,  there  is  a  poor,  i".  e,^  high  resistancCp  connection  on 
the  rig/tt  lead  to  the  controller,  whereby  the  regulator  is 
not  short  circuited  when  the  c(  troller  contacts  touch. 
If  the  reguhitor  drops  clear  down,  either  the  regulator 
has  a  short  circuit  or  the  contn  ler  contacts  touch  per* 
manently- 

A  very  lung  spark  indicates  that  the  commutator  has 
been  wrongly  set,  and  has  a  long  positive  lead;  the 
regulator  also  drops  to  the  bottom  in  such  a  case.  On 
the  other  hand  if  the  commutator  works  loose  and  slips 
backy  makinLT'^  negative  lead,  the  reic'^'^^itur  arm  isbrotjg^ht 
up  and  flashing  ensues.  The  Uadoi  the  armature  is  very^ 
important.  If  the  fields  are  very  strong  a  long  positive 
lead  must  be  given,  otherwise  the  regulator  will  drop, 
the  current  will  be  low,  and  the  spark  long  and  heavy. 
In  rare  cases  a  rheostat  is  placed  in  shunt  across  the 
fields  to  weaken  them  if  it  becomes  necessary.  In  such 
a  case  care  must  be  taken  that  the  box  is  placed  across 
the  fields  and  not  across  the  armature.  To  make  mis- 
takes less  likely,  the  field  connections  must  be  so 
changed  as  to  place  both  spools  on  the  same  side  of  the 
armature,  otherwise  the  shunt  box  must  be  in  two  parts 
to  avoid  shunting  the  armature.  The  cut-out  is  of  equal 
importance  with  the  lead,  and  should  be  so  set  that  the 
current  will  not  be  more  than  4^  or  5<^  over  the  rated 
value.  If  the  cut-out  is  set  very  strong,  and  the  lead  at 
the  same  time  be  very  weak  or  negative,  the  regulator 
will  come  up  hard,  and  the  current  will  be  high;  as  the 
load  goes  on,  flashing  is  likely  to  ensue.  Iq  general, 
where   flashing   is   due   to  wrong   cut-out   and   lead,  as. 
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indicated  by  surging  and  easy  flashing,  the  cut  oat 
should  be  weakened  and  the  lead  leogthened.  It  is 
interesting  to  note  that  by  setting  the  commutator  back 
90%  the  T.-H.  machine  can  be  run  as  a  series  motor, 
though  at  a  very  low  efficiency. 

Enough  has  been  said  to  show  that  a  general  experi- 
ence with  other  machines  does  not  make  one  thoroughly 
at  home  with  a  T.-H.  arc  machine;  and  that  an  intimate 
knowledge  of  the  latter  will  greatly  facilitate  caring  for 
it.  When  understood,  and  intelligently  handled,  the 
machine  easily  holds,  on  its  own  merits,  its  recognized 
place  among  arc  dynamos. 

TAe  Brush  Arc  Dynamo  is  the  pioneer  of  arc  machines. 
The  first  one  had  its  bobbins  wound  on  a  solid  armature 
core,  and  heated  to  a  wasteful  degree.     This  fault  was 
soon  eliminated.     In  structure  this  excellent  machine 
differs   very  materially  from  other  types.     In  the  first 
place  the  field  poles  confront  either  side  of  the  arma- 
ture, and   hence  the  magnetic  lines  pass  through   the 
armature  parallel,  not  perpendicular,  to  the  shaft.     The 
armature  core  is  therefore  laminated,  not  with  discs,  but 
with  concentric  sheets  formed  by  winding  up  band  iron. 
The    s|K\ce   between   coils   is  occupied    by   projections 
built  up  of  sheet  iron,  and  serving  the  double  purpose  of 
hoKlini:  the  coils  in  position  and  improving  the  magnetic 
cirxuit.     Ky  means  of  Fig^  94  and  95  we  sec  that  the 
ticKl  spvH>Is  a^^  in  series  with  each  other  and  the  arma- 
turr^.      To  facilitate  assembling,  the  brass  tips  of  each 
magnet   arf    ietterevl,  those   v  t    like   letters  connecting 
tv^^ether.     A  univjue  featurxr  of  the  neld  stnictore  is  that 
Nf'twcen  each  vX^T.  a:td  the  iron  core  :>  a  sheet  of  copper 
sv^lvlorxNl  to  form  a  sheath^  which,  by  itself  becoming  the 
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seat  of  induced  currents,  due  to  the  fluctuating  field  cur- 
rent, protects  the  iron  core  from  these  effects. 

The  second  point  in  which  the  Brush  machine  differs 
from  others,  follows  from  the  first.  Since  the  field  poles 
face  the  armature's  side,  here  are  to  be  found  the  active 
wires,  and  not  on  the  outer  face.  The  armature  is,  there- 
fore,  made   as   short  as   is   practicable,   and   somewhat 


ARMATURE  CONNECTIONS 

FOR 

NO.  10  All  ARC  DYNAMO 
Fig.  96. 


resembles  a  large  disc.  Machines  as  now  made  have 
ci>:ht»  sixteen,  or  twenty-four  armature  bobbins,  divided 
»nlo  sets  of  four  coils.  The  coils  of  each  set  are  in 
sciies^  their  final  leads  are  connected  to  adjacent  com- 
luutatvu-  bars»  and  alternate  in  position  and  action  with 
ilivvse  ot  the  other  sets.  The  connections  for  two  sets 
v>t  l>v»MMns  are  shown  in  Fig.  96.  Each  set  is  indepen- 
vU  ni  v^t  the  others,  is  etTective  only  when  its  bars  pass 
u,uU  I  tJ\o  brushes,  so  that  the  machine  is  virtually  two 
\isu  :»;.UN  \\iil\  v^pon  cv>il  annatvircs.  Ihe  armature  coils 
^.v  xs  I  N\n\n\ctiKailv  not  on'.y  wirh  respect  to  each  other 
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but  to  the  magnetic  field.  All  four  bobbins  are  in  the 
maximum  field  together,  and  in  zero  field  together. 
The  E.  M.  F.  in  each  set  therefore  rises  to  a  maximum, 
then  falls  to  zero.  Fig.  97  shows  the  character  of  the 
E.  M.  F.  and  current  curves  of  an  eight-coil  machine. 
Curve  I  is  due  to  one  set  of  coils,  and  II  to  the  other 
set  45^  behind  the  first.  The  heavy  line  denotes  the 
resulting   E.    M.    F.    at    the    brushes.     In    the   larger 


Fig.  97. 


machines  additional  sets  of  coils  are  used,  making  the 
E.  M.  F.  steadier,  and  giving  a  larger  current  capacity 
or  a  higher  E.  M.  F.,  as  the  design  may  require.  In  the 
twenty-four  coil  machine  shown  in  Fig.  96  we  have  prac- 
tically three  dynamos  of  eight  coils  each,  in  parallel; 
this  is  shown  by  the  three  commutators  which  are  set 
each  iij^**  behind  each  other,  corresponding  to  the  rela- 
tive position  of  their  respective  armature  coils.  In  the 
figure  only  eight  of  the  twenty-four  coils  are  shown. 
A^,  A^y  A^y  A^  are  in  series  and  their  leads  connect  to  bars 
A^  and  Ay  In  Figs.  94  and  95  it  can  be  seen  that  the 
brushes  are  set  f)o^  apart,  instead  of  180°,  as  on  many 
machines,  indicating  that  the  commutator  is  cross  con- 
nected, /.  e,y  opposite  bars  are  metallically  connected, 
thus  obviating  the  necessity  of  using  over  one  pair  of 
brushes  per  commutator. 
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This  compound  commutator  is  the  third  distinguishifig 
characteristic  of  the  machine;  it  is  air  insulated,  and  built 
upon  wooden  blocks.  The  bars  are  long  enough  to  keep 
each  set  of  coils  under  the  brush  during  the  period  of 
strongest  action.  The  brush  is  broad  enough  to  cover 
two  bars  side  by  side.  These  bars  overlap  so  that  as  one 
set  of  coils  dies  down  and  is  cut  out,  the  other  set  is 
brought  into  service.  Similar  action  takes  place  in  the 
other  commutators,  so  that  while  the  current  in  each  set 
of  coils  is  periodically  broken,  the  line  current  is  not,  and 
its  fluctuations  are  confined  to  narrow  limits,  though  it 
is  by  no  means  as  steady  as  in  the  ordinary  closed  coil 
arniaturo  of  many  sections. 

We  next  turn  our  attention  to  the  automatic  regulator 
shown  in  I'ij^.  9S.       The   principle  of  the   regulator  has 
already  been  s^iven,  7'iz. :  that  of  placing  a  variable  shunt 
at  rv»ss  the  lieKls,  thereby  controlling  their  magnetization. 
The  duty  of  the  regulator  is  twofold:    First,  it  must  keep 
the  current  constant  by  means  of  the  shunt;    second,    it 
must  kct'p   tiie   brushes  in  such  a  position  as  to  give  a 
spark  v»i    prv>i»er  Uniith   to   take    up   the    self-induction   of 
each  ct»il  a^  it  is  cut  out  oi  circuit,  and   must  not  let   the 
spark  liet  loni;  envuij^h  to  cause  tiashing.       The  regulator 
CvMHu\iiv»ns  are  shown  in  Fii^.   100.       i'he  box  bar  sweeps 
av  rv»ss  a  set  v>t  contacts.  tln\nvniv;  nu^re  or  less  resistance 
m  sluint  with   t'ae  ricM  mai;net   circuit,  and  at  the  same 
tune  rv^kins;  t!u>   brushes  s.>  t:\.i:  t>.e  s:\irk   is  kept  con- 
sla-.t;  a  s-ua.!  ivlt  ».!riven  by  :'::o  arrnature  shaft  runs  the 
\>vu:n    :\    \k\\w\\    \\\    lv.::\    v^:^cr..:.s    the   w.  rm    wheel    Q. 
A::ac:u\'  :.^  ;^'  :^  sha::  .\\  .  -  u  •  .  :  ..n    ;::.  urtvf^i  clutches 
\a:v!  >        /\i    v!    .'"   .1:0  :;  ;•  .;•    •  .:    ■  . -.  •    r  :h-  resrective 
V  !;::v  ^;  <,  ,--v.    :.>    :    .<,    ...       ^.    .    .    ::-.;:iJ   two   small 
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Fig.  99. 


bevel  gears.  A' and  X\  both  of  which  engage  the  small 
bevel  gear  IV,  fFis  fast  to  shaft  K,  on  which  is  mounted 
the  spur  pinion  Z»  engaging  sector  ^'V^.  The  contact  arm^ 
or  box  bar  A^  is  also  atiacht^d  to  shaft  Y.  When  the  cur- 
rent increases  above  its  normal  value,  a  certain  aniount 
passes  through  clutch  S^  which  immediately  seizes  its 
armature  A',  and  the  contact  arm  sweeps  over  the  con- 
tactS|  cutting  out  resistance  in  liie  sliuntf  weakeuing^  the 

fiekl,  and  restoring  the  current 
to  Its  normal  value.  At  the 
same  time  the  brushes  are 
shifted  backward.  In  case 
the  current  falls  below  its 
proper  value,  clutch  .S"  acts, 
the  shunting  power  is  decreased,  the  field  thereby  strength- 
ened,  and  the  brushes  moved  forward  to  meet  the  condi- 
tion. This  regulator  is  then  a  mechanical  device  kept  in 
continuous  motion  and  electrically  controlled  by  means  of 
what  is  called  the  **wall  controller." 

The  controller.  Fig.  98,  consists  of  two  relays  (electro- 
magnets A' and  Y)  and  a  small  German  silver  resistance. 
The  main  current  enters  the  controller  at. the  right-hand 
top  binding  post,  passes  around  the  two  relays  and 
through  the  German  silver  resistance,  and  so  on  out  at 
the  upper  left-hand  binding  post.  At  the  point  A  the 
circuit  is  connected  to  the  yokes  of  the  relays,  and  in 
metallic  connection  with  this  are  two  silver  contacts,  B 
and  C\  opposite  these  are  two  platinum  contacts,  ^'and 
C,  which  connect  to  posts /^  and  E.  In  case  the  current 
rises  above  its  normal  value,  relay  A'  raises  its  armature 
and  makes  B  touch  B'.  If  the  current  falls  too  low, 
relay  1' drops  its  armature,  letting  6' touch  C,  and  cur- 
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rent  passes  down  through  E,     In  order  to  reduce  the 
S{nrking  at  the  make  and  break  contacts,  a  small  spool  of 


Fig.  100. 


German  silver  wire  is  connected  across  the  breaking 
point,  to  take  up  the  secondary  current  due  to  the  self- 
induction  in  the  clutch.      The  principle  of  its  action  can 


f<S 


be  feeo  by  :iid  of  Fig.  99,  vhich  shows  ttic  conaectioE 
on  the  field  **(  a  street  railway  generator.  We  have  seen 
that  when  wc  break  a  circuit  containing;  an  electro* 
magnet,  the  induced  E«  M,  l\  is  high  and  causes  a  long 
spark,  beiidc^  straining  the  insulation.  In  Fig.  99  F  Is 
the  generatnr  fuih]^  L  suiik?  lamps  whose  number  had  best 

be  determined  experimentally,  JT  is  a  switch,  and,  when 
the  dynamos  are  working,  occupies  position  i.  If  it  is 
desired  to  break  the  generator  field,  it  is  thrown  over  to 
position  a,  which  includes  the  lamps,  whose  resistance  is 
so  high  that  the  machine  cannot  support  its  field  through 
them.  In  the  regulator  case  before  us,  the  lamps  are  re- 
placed by  the  high  resistance  German  silver  wire,  which 
instead  of  being  placed  in  with  a  switch  is  in  all  the  time, 
and  when  B B^  or  CC  opens,  the  induced  current  is 
given  the  alternative  of  an  air  gap  or  this  German  silver 
resistance.  The  method  of  connecting  the  wall  control- 
ler and  automatic  regulator  to  the  machine  is  shown  in 
^i^fc*  94*  Facinji[  the  commutator  the  left-hand  binding 
post,  as  indicated,  must  always  be  positive,  and  the  wire 
fr\>m  this  post  should  run  to  the  line  direct.  On  return- 
ing to  the  station  the  wire  i>asses  through  the  ammeter 
«nd  thence  to  the  right-hand  post  A '  of  the  wall  con- 
trv>Ucr,  through  the  controller  out  at  B^^  and  to  the  right- 
hand  upper  post  B  on  the  dynamo;  from  here  it  passes 
thivu^h  the  tield  and  back  to  the  lower  post  on  the  same 
side  of  the  dynaaK\  and  tn.>m  here  on  through  the  arma- 
ture, rhe  lower  binding  posts^  F'  and  E\  on  the  wall 
cvn\tr\>lU't\  cv>u»evt  respectively  to  F  and  E  on  the 
clutv  hes  v^^  uud  v^  .  Frv>m  the  clutches  the  current  passes 
tv^  the  ceutrxr  rin^  ol  the  gov^rruvr.  In  Fig.  icc  we  see 
ihAt  thb  rtu^  c\>attevt<  to  the  >zLiH  biavliag  pcst/>'. 
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which  in  turn  connects  to  the  small  upper  binding  post 
I>  on  the  right-hand  side  of  the  machine.  The  connec- 
tion between  binding  post  -5  on  5'  is  of  use  only  when 
the  machine  is  overloaded.  For  example,  suppose  the 
current  to  fall  below  9.6  amperes,  the  right-hand  relay  of 
the  wall  controller  acts  and  sends  current  through  the 
right-hand  clutch  Si  which  tends  to  rotate  its  own  arma- 
ture; all  resistance  in  the  shunt  rheostat  is  cut  in  and 
the  brushes  are  back  as  far  as  they  can  go.  To  relieve 
clutch  iS'of  its  current,  thereby  taking  off  -P,  a  strain 
which  would  soon  wear  it  out,  the  clutch  .5",  in  this 
extreme  position  of  the  contact  arm  A^  is  short  circuited. 
In  all  other  positions  of  A  the  resistance  box  is  in  shunt 
with  the  field  through  binding  post  C,  which  connects 
to  lower  post  Con  the  machine,  while  D'  connects  to  D^ 
thereby  throwing  the  resistance  and  field  in  shunt. 

Before  starting  up  a  machine  see  that  its  rocker  arm 
moves  freely;  a  little  thin  oil  can  be  used  here  to  advan- 
tage. Care  should  be  taken  to  have  no  cramping  where 
the  teeth  of  the  small  spur  pinion  Z  engage  the  teeth  of 
the  sector  N  (see  Fig.  100).  A  small  amount  of  oil 
should  be  placed  in  the  oil  chamber  surrounding  the 
worm  to  insure  its  lubrication.  It  is  well  to  test  the  re- 
lays in  the  wall  controller  before  throwing  on  the  load. 
To  do  this,  rock  the  brushes  well  forward  and  see  that 
the  contact  arm  A  is  on  the  extreme  right.  Connect  the 
main  binding  post  A  (Fig.  94)  of  the  dynamo  to  post  A^ 
of  the  ammeter;  disconnect  E^  and  F^  on  the  wall  con- 
troller, then  start  the  machine  and  adjust  the  right-hand 
relay  so  that  it  will  drop  its  armature  when  the  current 
falls  below  9.4  amperes,  and  the  left-hand  relay  so  it 
will  raise  its  armature   when   the   current  exceeds  9.8 


*^, 


i-**--*^        *     A^X. 


*IKI5- 


^•r,-v    '^/.v    %i*     ^  flff^v^    2«rv  :«uf    ajT -meruit-: a 
^nF    ^^^  ^    rjs^'     tii^r     i^rr     ,jr  -^^^^^^     i 

/.    '  '*'    pft:.**    .ft  ,,,%/,  *"ZZ'''  ^f^^i'^r^  \t:ers:z.^  zzst  man. 

If,     i't  \n     -  tt**  if   >ii*,"\')   h'     tU'fUli^'*]  on    tht  Sin*    Blftt   iC 

n,i  tti-f' ^iitit  •'■■  ih»  tnrV't  itttn  III  fj;ir»'llin;( the  iTSfiti^ 
ti\ '  I ,  i  («.■  /  iU»-  ^tn  *\]  *wi«'  (1  ]n*  iti*-t\  ju»t  above  the  ccai>- 
i/ri' ••"♦  ■•«'»»♦  ')Mi»HiMt{  iIm-  iiMiijitiirc,  otherwise  tbe 
.iHi  ii'l  Mil  I-  ll'iM*  hi  |(»-1  II  rnvrir  nliocik,  cvcn  thongi 
III.  it>  I'l  "Hill  It  til  I  liKiiil  'In  "kill"  the  machine  id- 
•  I  ml  iM»  niflt ,  '!•«  lit  I  itMi>  III  III  I  iili*nt,  (lose  the  armature 
.  •  II.  h  t  'n>l»  I  iinlinMi  \  « id  utnutiiiu  rs  it  is  best  to  dose 
\\\,  \\,\A  mIi.Ii  \\\"\  \\\  ^t.uhn^  up  it  is  immaterial 
•1 1.;    I»  I     -I     m  A  \\\  '-y 

\  .<  lU.  ini'h.-  \  -hill  \\u\.\\  C'>"ii<^  is  used.  Thist.. 
,  »,-.  .  ,  ■^n'.'.  ,\  »  mN  <!;.  in,,:.v.  v,>r."5rr,nics  after  th^ 
1  ,.  .,.    .1    .  .      N    .,.  .  M..     .  >»       >♦■  N^r.ni^  that th^ 

..'     N  1 .  ;;.:ons.      This    135 
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parts  of  the  armature  and  to  local  variations  in  its 
magnetic  quality.  This  is  unavoidable,  and  in  such  cases 
the  brush  should  be  lengthened  or  shortened  from  1/16' 
to  1/32'  to  suit  the  circumstances.  Under  ordinary  cir- 
cumstances 1/8'  is  the  proper  length  of  spark,  but  where 
large  fluctuations  of  load  are  likely  to  occur,  as  for 
example  where  hotels,  concert  halls,  skating  rinks,  etc., 
are  in  circuit,  it  is  well  to  carry  a  3/16'  or  1/4'  spark, 
because  where  variations  are  wide  and  sudden  a  great 
many  lines  of  force  are  put  in  motion  and  the  self-induc- 
tion is  heavy.  All  series  machines,  and  especially  those 
which  depend  to  any  degree  on  armature  reaction  for 
regulation,  give  lower  and  lower  efficiencies  as  the  load  is 
decreased.  This  is  so  on  the  Brush  machine,  because  the 
fewer  the  lamps  in  circuit  the  less  is  the  voltage  needed, 
and  hence  the  more  the  current  which  must  pass  through 
the  shunt  and  be  wasted.  On  the  Thomson-Houston 
machine  running  light,  the  coils  are  short  circuited  for  so 
long  a  time  during  each  revolution,  that  they  may  be  in. 
active,  as  far  as  concerns  the  external  load,  as  long  or 
longer  than  they  are  active.  The  local  current  in  the 
short  circuited  coils  gives  rise  to  heat,  and  impose 
additional  drag  on  the  engine  without  making  any  return 
for  it.  On  either  of  these  arc  machines  the  iron  losses 
are  greater  under  light  load,  because  the  fluctuation 
and  hence  moi'cment  of  lines  of  force  is  greater.  If  the 
machine  supplies,  say  i  lamp,  whose  resistance  equals 
that  of  the  machine,  and  if  we  suppose  the  resistance  of 
the  lamp  when  burning  to  be  5  ohms,  the  resistance  of  the 
line  will  be  10  ohms;  and  if  for  any  reason  the  i  lamp  cuts 
itself  out,  the  line  resistance  suffers  a  variation  of  50^^, 
whereas  if  there  are  9  lamps  in  circuit,  i  lamp  is  but  i/io 
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of  the  line  resistance,  and  its  being  cut  out  makes  a  dif- 
ference of  but  lo^.  On  those  machines  whose  regulation 
depends  on  armature  reaction  (such  as  the  Edison  and 
Westinghouse  direct  current  arc  machines),  it  is  inefficient 
to  run  on  light  loads,  because  then  the  armature  reaction 
is  greatest,  and  the  field  lines  of  force  are  created  only 
to  be  neutralized  by  those  of  the  armature,  whereas 
at  full  load  the  armature  has  little  positive  influence, 
and  all  the  lines  of  force  generated  are  used.  It  is 
safe  to  say,  then,  that  no  arc  machine  should  run  on 
light  load  any  longer  than  can  be  helped.  To  revert  to 
the  Brush  machine  in  particular:— its  commutator  should 
have  the  best  care,  for  upon  it  satisfactory  workFnig 
largely  depends.  It  should  be  kept  perfectly  clean  and 
only  enough  oil  used  to  prevent  cutting;  this  should  be 
mineral  oil,  and  should  be  applied  with  a  piece  of  felt  or 
leather.  To  insure  safety  to  the  attendant  it  is  abso- 
lutely necessary  that  the  felt  or  leather  be  applied  from 
a  dry  stick,  piece  of  fibre,  or  other  insulator  at  least  twelve 
inches  long.  Machines  whose  E.  M.  F.  range  from  3,000 
to  6,000  volts  are  dangerous  traps,  unless  respected,  and 
any  mistake  is  apt  to  be  a  fatal  one.  The  commutator 
bars  are  built  upon  hard  wood  bh>cks  (generally  lignum 
vit;v  ,  and  it  is  sometimes  necessary  to  renew  them;  as 
even  well  seasoned  wood  is  apt  to  be  a  little  damp,  new 
blocks  may  occasion  more  or  less  trouble  at  first.  To 
prevent  flashing,  the  spark  can  be  lengthened  slightly  for 
a  few  hours,  till  the  wood  is  dried  out. 

The  troubles  to  which  tiie  machine  is  liable  are  in 
general  tlie  same  as  those  already  spoken  of,  and  the 
same  general  precautiiuis  and  mcth.Hls  of  testing  are  to 
be    followed.     The   first   sign    of   a   dciective   armature 
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bobbin  is  seen  on  the  commutator;  the  spark  will  grow 
short  and  may  disappear  at  one  of  the  commutator  sec- 
tions, and  there  may  be  some  flashing.  If  the  machine  is 
badly  needed,  the  brush  can  be  cut  a  little  back  and  the 
machine  may  run  a  long  time  if  not  overloaded.  Upon 
shutting  down,  the  short  circuited  or  defective  coil  can 
be  located  by  the  fact  that  it  will  be  overheated.  As 
there  is  considerable  space  between  bobbins,  an  accumu- 
lation of  dust  sometimes  starts  a  ground  between  bobbin 
and  core.  To  prevent  this  a  stiff  brush  and  bellows 
should  be  used  every  day  or  so.  Dust  and  oil  must  not 
be  allowed  to  gather  on  the  armature  leads  where  they 
enter  the  shaft  and  where  they  come  out  on  the  commu- 
tator end;  oil  is  doubly  harmful  because  it  not  only  holds 
the  dust,  but  rots  the  insulation.  As  a  rule  the  commu- 
tator segments  wear  out  first,  and  at  the  tips,  where  the 
arc  holds.  Their  life  can  be  prolonged  by  taking  them  off 
and  bending  up  the  tips.  The  tip  can  then  be  filed  down 
to  a  circle  and  replaced;  next  cut  out  a  block  of  wood  to 
fit  the  commutator;  cover  the  inside  of  the  block  with 
sand-paper  (not  emery),  and  press  it  against  the  com- 
mutator while  the  armature  turns  at  about  half  speed. 
In  order  to  line  all  segments  up  to  the  circumference  of 
the  same  circle  it  may  be  necessary  to  slightly  raise  a 
segment;  to  do  this  slack  up  the  screws  and  pack  under 
the  segment  with  sheet  fibre  or  other  insulator,  and  then 
proceed  with  the  sand-papering.  During  this  operation 
the  leads  should  be  carefully  wrapped  to  prevent  copper- 
dust  from  entering  the  shaft  hole.  The  commutator 
should  be  then  carefully  wiped  off.  The  Brush  regulating 
apparatus  is  perhaps  not  so  compact  as  that  of  the  Thom- 
son-Houston regulator,  nor  is  it  as  purely  an  electrical 
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device;  nevertheless,  with  due  attention  it  gives  excellent 
satisfaction.  The  dial,  if  kept  in  good  order,  will  for  the 
little  extra  attention,  make  ample  returns,  but  if  neglected, 
will  require  the  assistance  of  the  attendant  to  regulate  the 
lamps,  which  will  either  flame  or  hiss.  It  is  a  good  idea 
to  mount  all  the  station  dials  on  a  piece  of  wood  about 
I  1/2  X  3  inches  square,  and  long  enough  to  run  the  whole 
length  of  the  dial.  The  upper  strip  should  be  hinged 
to  the  wall  frame  or  switchboard.  This  facilitates 
removal  of  carbons  for  inspection  and  cleaning.  In 
replacing  it  should  be  seen  to  that  the  carbon  piles  work 
freely  between  the  dividing  slates,  and  that  they  make 
good  contact  across  from  one  pile  to  the  other. 

There  are  in  use  other  arc  machines  and  regulators, 
which  are  gradually  gaining  a  foothold,  and  which  might 
well  be  described  here,  but  they  are  only  adaptations  and 
modifications  of  principles  above  dwelt  upon,  and  any- 
one who  can  handle  and  umierstand  the  Thomson-Hous- 
ton and  Brush  machines  will  be  at  a  loss  with  no  other. 

We  therefore  turn  to  the  last  type  of  arc  machine  to 
be  here  considered.  This  is  the  new  Westinghouse 
direct  current  generator.  Though  the  machine  differs 
very  radically  in  construction  from  former  types,  it 
belongs  to  the  open-coil  continuous  current  class,  which 
has  special  advantages  for  arc  work.  It  delivers  a  cur- 
rent which  is  pulsating,  but  always  in  the  same  direction, 
/.  e,^  the  current  is  not  constant  in  value,  varying 
between  narrow  limits,  and  the  brushes  remain  always  of 
the  same  polarity.  It  is  upon  the  fact  that  the  current 
pulsates  that  the  machine's  automatic  regulative  ability 
depends.  The  fields  are  separately  excited  at  110  volts, 
thus  avoiding  the  introduction  of  higli  voltage  into  the 


THE   SERIES    MACHINE.  275 

^eld   circuit,  and  securing  a   field  current  of  constant 

strength.     The  main  current  has  a  steady  mean  value, 

and  the  pulsations  keep  the  mechanisms  of  the  lamps  in 

^  constant  state  of  mild  vibration,  thereby  making  them 

'ess  liable  to  become  slow  in  action  or  to  stick.     In  gen- 

^""iil  appearance  the  machine  resembles  the  VVestinghouse 

^'t^rnator:  consisting  of  a  circular  cast  iron  yoke  parted 

**^^rizontally  and  having  inwardly  projecting  poles.     The 

f^^rriature  is  of  the  toothed  type,  having  especially  heavily 

■  ^'^sulated  lathe  wound  bobbins.     Between  the  teeth  are 

^^'^clge-shaped  iron  lugs  to  be  driven  in  after  the  bobbins 

^'•"^   in  place.     Each  coil  of  the  armature  consists  of  two 

^^^     "^hese  bobbins,  which  are  put  on  one  at  a  time,  and  then 

^^r>ed  together  on  the  ends.     There  are  eight  armature 

?^^^ilsand  but  six  field  spools  and  poles;  this  peculiarity 

^     accounted  for  by  the  fact  that  from  the  nature  of  the 

^^^nmutator  two  coils  are  always  idle,  leaving  an  active 

^^il  to  each  pole.     The  strong  point  claimed    for   the 

^^^chine  is  its  method  of  automatic  regulation  without 

^  ^ulating  devices  of  any  kind.     For  regulation  it  depends 

^^^lely  upon  the  armature  reaction  about  which  we  have 

^V^oken  above;  the  principles  here  involved  can  be  better 

Understood   if   we   look    for  a  moment   at   the   reactive 

Effect  of  an  alternator  armature.     In  the  field  winding  of 

^ti  alternator   the   direction    of    the   current   does    not 

change,  but  that  of  the  armature  flows  first  one  way  and 

^hen  the  other,  alternating  as  each  pole  piece  is  passed. 

It  can  be  seen  then  that  an  armature  conductor  opposite 

a  pole  piece  may  assist  the  field  coil  and  strengthen  its 

field,  or  may  oppose  the  coil  and  exert  a  weakening  effect, 

according  as  the  conductor's  current  concurs  with,  or 

opposes  the  magnetizing  effect  of  the  current  in  the  coil. 
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,  lerc    is   opposition   or  concurrence    depends 
OH  ine  direction  of  the  current  for  a  given  position  of 
inc  conductor.     Assume    fur    siraplicity   that  our  con- 
ductor lays  midway  between    two  pole  pieces,  and  that 
when  the  armatun     :  full   load,  the  conductor 

current  reaches  its  lauest  *t  ic  in  this  position.  7^he 
conductor    being  y    between    two    poles   exerts 

counter  influences  on  tne  rear  and  forward  poles,  and  its 
resultant  influence  is  zero.  If  lamps  are  in  series  and 
several  be  turned  off,  the  etTect  is  to  momentarily  increase 
the  current,  and  also  the  self-induction  of  the  circuit. 
Now  if  the  self-induction  uf  u  circuit  is  increased  the 
current  does  not  reach  its  maximum  value  as  soon  after 
the  E.  M.  F.  reaches  its  maximum  value  as  it  otherwise 
would,  so  that  in  this  particular  case  the  lagging  current 
no  longer  reaches  its  maximum  value  when  the  conductor 
is  midway  between  pole  pieces,  but  does  so  beyond  this 
point,  and  being  then  nearer  the  approaching  pole  is  in  a 
position  to  exert  a  stronger  demagnetizing  influence  on 
this  pole.  The  result  is  to  reduce  the  E.  M.  F.  and 
restore  the  current  to  its  proper  value.  When  the 
machine  is  short  circuited,  the  self-induction  and  result- 
ing lag  become  so  great  that  the  conductor  has  its  maxi- 
mum demagnetizing  ability  when  it  is  immediately  in 
front  of  a  pole  piece.  As  seen  above  a  pulsating  current 
partakes  of  the  nature  of  an  alternating  current  in  that  it 
fluctuates  between  limits,  but  differs  from  the  latter  in 
that  there  is  no  change  of  sign.  The  current  in  each 
coil  starts  from  zero,  goes  to  a  plus  maximum  and 
returns  to  zero,  to  repeat  the  same  cycle.  The  amount 
of  reaction  between  any  armature  conductor  and  a  pole 
piece  depends  upon  the  conductor's  position,  its  current 
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Strength,  and  in  part  upon  whether  this  current  is  rising 
or  falling  in  value.  At  full  load  the  current  in  any  con- 
ductor may  be  at  its  least  value  when  the  conductor  is  in 
the  best  position  for  demagnetizing  the  field;  and  is  at 


TO 

uyp8 


Fig.   ioi. 

its  highest  value  when  best  disposed  to  reinforce  the 
field.  On  short  circuit  the  armature  current  reaches  its 
maximum  value  when  the  conductor  is  opposite  a  pole 
piece  of  similar  sign.  In  these  machines,  as  in  alternators, 
the  shape  and  disposition  of  the  pole  pieces  have  been 
experimentally  determined.  The  machine  in  question 
can  be  better  understood  by  looking  at  Fig.  loi.  On 
the  machine  itself  the  two  commutators  occupy  posi- 
tions side  by  side  on  the  shaft,  while  in  the  figure  the 
outside  commutator  represents  the  one  next  the  arma- 
ture, the  inside  small  one  the  one  next  the  end  of  the 
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shaft.  Notice  that  a  straight  line  through  the  centre  of 
the  shaft  and  the  centre  of  a  bar  on  one  commutator^ 
passes  through  the  centre  of  the  insulation  on  the  other, 
showing  the  commutators  to  be  on  the  shaft,  one  a  little 
ahead  of  the  other.  Besides  the  mica  insulation,  there 
are  two  air  gaps  between  each  segment,  one  on  each  side 
of  the  mica.  Points  numbered  the  same  are  in  metallic 
communication,  thus  8,  the  inside  end  of  a  bottom  sec- 
tion, goes  to  binding  post  8,  on  the  end  of  the  shaft, 
and  this  connects  to  three  bars  marked  8,  on  the  little 
or  outside  commutator.  The  field  circuit  is  completed 
through  a  device  operated  by  the  plunger  of  a  solenoid 
in  the  main  circuit.  If  the  outside  circuit  opens,  the 
plunger  falls  and  opens  the  field. 


CHAPTER  IX. 

TESTING    OF     DYNAMOS     AND     MOTORS,    SHUNT     AND     COM- 
POUND MACHINES. 

The  shunt  dynamo  differs  from  the  series  dynamo  in 
that  the  field  circuit  is  independent  of  the  external  or 
line  circuit,  and  its  E.  M.  F.  is  highest  when  the  line 
switch  is  open.  With  the  fields  connected  below  the 
switch,  the  dynamo  generates  on  open  circuit  only  such 
current  as  the  existing  E.  M.  F.  of  the  machine  can  urge 
through  the  combined  resistance  of  the  field  and  its 
rheostat.  The  amount  of  current  which  will  pass  through 
any  resistance  depends  upon  the  potential  difference  at 
its  terminals,  and  conversely,  the  current  which  any 
given  potential  difference  will  send  through  a  circuit  de- 
pends upon  the  resistance  of  the  circuit;  and,  further, 
we  know  that  any  applied  E.  M.  F.  distributes  itself 
around  a  circuit  according  to  the  disposition  of  the  re- 
sistance. Wherever  the  greatest  resistance  is  found  there 
also  is  the  greatest  potential  difference  per  unit  of  length 
of  circuit;  and  when  a  circuit  is  broken,  the  resistance  of 
the  air  gap  at  the  break  is  so  great  compared  with  the 
resistance  anywhere  else  that  the  entire  potential  differ- 
ence takes  place  across  the  break.  On  the  other  hand, 
if  between  any  two  points  a  second  wire  be  placed,  as 
between  points  A  and  B  in  the  circuit  of  Fig.  102,  the 
effect  is  to  decrease  the  resistance  between  these  points. 
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since  there  are  now  two  paths  instead  of  one,  and  thereby 
to  decrease  their  difference  of  potential.  The  original 
path  A  D  B  being  now  subjected  to  a  less  potential  dif- 
ference, does  not  get  as  much  current  as  it  did  before 
being  shunted.  If,  however,  by  any  means  (increasing 
the  E.  M.  F.  applied  tp  the  circuit)  the  potential  differ- 
ence between  A  and  B  be  raised 
to  its  initial  value,  path  A  D  B 
-B  will  take  the  same  current  that  it 
had  when  alone  in  circuit,  and 


i>i>ii 


P     ^  path  A  c  B^z.  current  depending 

upon  its  resistance.  The  total 
current  has  been  increased.  We  may  say,  then,  that 
the  current  taken  by  any  branch  is  independent  of 
that  flowing  in  any  other  branches,  provided  the  poten- 
tial difference  at  the  common  junction  is  maintained 
the  same,  and  the  current  which  each  branch  takes 
depends  upon  its  own  resistance.  If  the  potential  dif- 
erence  between  A  and  B  is  not  regulated,  then  the 
effect  of  introducing  an  additional  path  is  to  divert  the 
current  from  existing  paths,  and  in  a  degree  depending 
upon  its  conductivity.  Both  conditions  can  be  practically 
illustrated  by  means  of  Fig.  103,  where  A  is  the  armature, 
/"the  field,  and  A' and  Z,  respectively,  the  line  switch  and 
lamp  load  of  a  shunt  dynamo.  The  smaller  lettering  is 
identical  with  that  of  Fig.  102.  The  armature  A  applies 
its  E.  M.  F.  at  a  and  ^,  the  common  terminals  of  field 
and  line.  When  A'  is  open  A  and  /'are  in  series,  and  all 
the  current  A  generates  goes  through  F,  The  amount  of 
this  current  depends  upon  *-/'s  E.  M.  F.  and  upon  F*^  re- 
sistance. *-i*s  E.  M.  F.  depends  upon  its  speed,  its  num- 
ber of  conductors  "iber  of  lines  of  force  they 
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cut.  The  number  of  lines  of  force  depends  in  turn  upon 
the  field  current.  With  A  and  7^  alone  in  circuit,  A*s  re- 
sistance being  very  low,  the  total  potential  drop  takes 
place  through  -^'s  high-resistance  windings,  and  can  be 
measured  between  a  and  b.  Potential  measured  under 
this  condition  is  called  the  ** open  circuit"  potential  of 
the  dynamo.  When  K  is  closed,  resistance  between  a 
and  b  becomes  less,  and  the  armature  current  increases,  so 
that  there  is  a  redisti-ibution  of  potential.  We  know  that 
the  drop  between  a  and  b  is  the  machine's  useful  E.  M.  F., 
and  that  the  drop  through  the  armature  resistance  is  a 
dead  loss,  and  equals  the  product  of  armature  resistance 
and  current,  or  =  Ir^,  where  /is  A's  current  in  amperes, 
and  r^  its  resistance  in  ohms.  The  final  effect  then  of 
closing  K  is  to  decrease  the  circuit  resistance  and  in- 
crease the  current.  The  increased  current  causes  a 
greater  drop  to  take  place  through  the  armature,  and 
hence  decreases  the  E.  M.  F.  available  at  the  line  termi- 
nals; but  since  the  field  winding  is  energized  by  the 
potential  difference  between  these  points,  when  this 
grows  less,  the  field  gets  less  current,  the  magnetism 
decreases,  and  the  voltage  does  too.  To  determine 
what  part  of  the  voltage  decrease  is  due  to  increased 
armature  drop,  and  what  part  is  due  to  decreasing  the  field 
current,  proceed  as  follows  :  Get  the  dynamo  up  to 
voltage,  throw  on  a  certain  number  of  lamps,  and  observe 
the  loss  of  potential  between  a  and  b.  This  loss  will  be 
due  to  the  combined  effect  of  the  above  two  causes;  next 
separately  excite  the  field,  bring  the  armature  up  to 
voltage,  and  again  throw  on  the  lamps.  The  loss  is  now 
due  entirely  to  increase  of  armature  drop,  consequent 
upon  increasing  the  current.     To  be  strictly  correct,  the 
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armature  should  carrj*  the  same  current  in  both  cases.  In 
Fig.  103  the  armature  is  the  undivided  part  of  the  circuit, 
and  the  branches  ^and  L  the  divided  part  If  we  call  / 
the  current  in  the  undivided  part,  and  /"^  and  /,  that  in  the 
branches,  then  /^  -f-  /^  —  /,  and  i^  i  i^\\  f\  I  f^^  where  /-^  and 
r^  are  the  respective  resistances  of  branches.     If  we  call 

r^   the  armature    resist- 
ance,   then,    since    from 


f 


F^^^^^ 


LJNE 


FIELD 


Ohm's  law  the  drop  is  in 
{  any  case  the  product  of 
current  by  resistance^ 
wc  have  the  armature's 
"lost  volts*'  =  /  r^,  and 
^  in    desiirning  armatures 

P'G.  103.  „  .    U  J 

allowance  must  be  made 
for  this  loss,  which  must  be  calculated  when  the  armature 
is  hoty  not  cold^  for  as  more  lamps  are  thrown  across  the 
mains,  the  external  resistance  is  further  decreased,  a 
larger  flow  of  current  takes  place  through  the  armature, 
giving  rise  to  heat,  and  robbing  the  fields  of  more  mag- 
netizing power.  A  shunt  dynamo,  with  an  armature  of 
zero  resistance,  would  be  self-regulating  for  constant 
potential  at  the  brushes,  for  without  resistance  there 
could  be  no  loss  of  potential  in  the  armature,  and  hence 
the  total  E.  M.  F.  would  always  be  the  same  as  that  at 
the  brushes.  This  ideal  state  is  approached  by  mak- 
ing the  armature  resistance  as  low  as  possible.  A  shunt 
dynamo  is  theoretically  adapted  to  automatically  regulate 
for  constant  potential  at  the  brushes,  when  the  lamps  or 
other  devices  are  in  series.  As  the  number  of  lamps 
increases  so  does  the  circuit  resistance,  and  with  it  the 
potential  at  the  field  circuit  terminals,  and  hence  the  ma- 
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chine's  ability  to  supply  an  increased  voltage;  but  where 
devices  are  in  series  tliey  all  take  the  same  current,  so 
that  the  line  voltage  must  be  very  high  to  supply  any 
Considerable  amount  of  energy.  A  shunt  winding  which, 
when  subjected  to  very  high  voltage,  would  give  the  nec- 
essary magnetizing  power,  and  at  the  same  time  be  of 
sufficiently  high  resistance  to  shunt  an  economical  frac- 
lian  of  the  armature  current,  would  be  very  ei^pensive  to 
Ruike.  The  cost  of  insulated  wire  per  pound  increases 
very  rapidly  as  the  diameter  decreases.  A  pound  of  No* 
5,  double  cotton-covered  B.  &  S.,  copper  wire  sells  for 
t4  i/j  cents  a  pound,  of  No,  to  at  17  1/2  cents,  No.  jo 
at  iS  cents,  etc.  As  the  wire  grows  smaller  its  insulation 
lakes  up  a  relatively  larger  and  larger  part  of  the  winding 
space^  till  when  we  reach  a  No.  13  B.  &  S.  the  copper  and 
cotton  occupy  about  the  same  space.  This  means  that 
in  order  to  get  on  enough  copper  the  machine  must  be  1 
made  larger  than  its  output  would  call  for,  and  the  maker 
h would  lusc  the  interest  on  money  uselessly  expended. 
The  larger  a  wire,  the  smaller  is  the  relative  amount  of 
space  taken  up  by  insulation.  On  a  series  machine 
the  whole  armature  current  flows  through  the  field  wind- 
ing, so  that  for  a  given  magnetization  there  need  not  be  as 
many  turns  of  wire.  Accordingly,  under  the  dictates  of 
economy,  series  machines  have  been  adopted  in  high 
voltage  constant  current,  or  series  working,  separate  ex- 
citation in  other  high* voltage  work,  and  shunt  machines^ 
for  the  most  part,  in  constant- potential  multiple  work. 
Separate  excitation  is  the  most  flexible  method,  in  that 
it  affords  a  ready  means  of  securing  any  combination  of 
amperes  and  turns  to  make  up  a  given  number  of  ampere 
turns.     For  a  giv^n  num  be  r  t  >  f  tt  mpcrt  turns  (usually  written 
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Si)  the  same  amount  of  work,  or  watts,  is  expended  tn 
maintaining  a  field,  whether  the  winding  is  coar&e  or  iine* 
Suppose,  for  instance,  that  around  a  spool  of  10  turns, 
measuring  i  ohm,  there  flows  a  current  of  10  amperes. 
If  we  halve  the  cross-section  of  the  wire  we  can  get  on 
twice  as  many  turns,  and  it  will  require  but  5  amperes  to 
give  the  same  Si  as  before.  But  in  halving  the  cross- 
section  we  double  the  resistance  of  every  turn  of  wire, 
and  since  we  have  doubled  the  number  of  turns  we  double 
again  the  resistance  of  the  wire  on  the  spool.  In  other 
words,  we  have  not  only  doubled  the  length,  but  also 
halved  the  cross-section.     Tabulating  this  we  get: 


Turns. 'Amps. 

A  nip. -Turns. 

Res.-Ohms. 

Watts   Lost. 

First  Case 

Second  Case. .  . . 

10 
20 

10 
5 

100 
100 

I 
4 

(/«i?)=IOO 
(/    ^)  =  IOO 

Now  while  it  makes  no  difference  so  far  as  the  magneti 
zation  is  concerned  whether  the  Si  are  made  up  of  many 
turns  and  small  current,  or  vic^  versa,  it  does  make  a  dif- 
ference electrically  where  a  machine  is  to  furnish  its  own 
exciting  current.  If  in  a  shunt  dynamo  the  field  winding 
is  of  the  right  number  of  turns  but  of  too  low  resistance, 
it  will  take  more  current  than  it  ought  to,  but  will  not 
raise  the  machine's  voltage,  and  hence  the  output,  pro- 
portionally. Properly  designed  shunt  windings  are  of 
such  resistance  as  to  let  in  that  current  which  will  mag- 
netize the  iron  to  best  saturation,  and  any  current  above 
this  over-saturates  the  fields,  reduces  the  number  of  lines 
of  force  per  ampere,  and  brings  down  the  efficiency  of 
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the  machine.  Sir  William  Thomson  (Lord  Kelvin)  has 
pointed  out  that  no  shunt  dynamo  can  run  at  an  efficiency 
of  go^  unless  its  field  resistance  is  at  least  324  times  that 
of  the  armature.  Without  repeating  the  mathematical 
work  presented  by  both  Sir  William  Thomson  and  S.  P. 
Thompson,  we  will  pass  directly  to  the  more  practical 
deductions  which  they  have  developed  as  regards  the  re- 
sistance of  different  parts  of  the  circuit,  and  its  influence 
upon  the  efficiency.  First,  for  all  practical  work  the  effi- 
ciency (7)  is  given  nearly  enough  by  the  formula, 


V  = 


Second.  The  most  economical  value  of  the  external  re- 
sistance to  work  with  is  given  by  the  formula  R  — 
V'*«''a»  where  r,  and  r,  are  respectively  the  field  and 
armature  resistances.  Suppose  we  wish  a  machine  to 
have  an  efficiency  of  90^,  what  must  be  the  relative  re- 
sistances of  armature  and  field?  Substituting  in  the 
above  formula  we  get 

I  I  I 


.90  = 


Whence  clearing  of  fractions, 

.  .9  V'r,  +  i.SV^I  =   ^8,  and  v7,  -  .9a/7.  =  1.8  ^fl 
or  .1  Vr",  =  1.8  ^U'      Multiplying   through  by  10  to  get 
rid  of  the  decimals   we   have    |/;^  =  18  ^^ 
.-.  r,  =  (i8)«/-.  =  324  r.. 
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For  any  other  proposed  efficiency  it  is  only  necessary  to 
substitute  and  go  through  a  similar  operation  to  get  the 
relation  which  r,  must  bear  to  r».  As  a  practical  ex- 
ample, let  r.  =  .206  :  what  value  of  r,  will  secure  a 
maximum  efficiency  of  955^,  and  of  90^  respectively? 
The  equation  is 


I 
V  = 


which  gives 


V  = 


as  shown  above  in  the  determination  of  the  best  relation 
of  r.  and  r,  for  ;;  =  90^.  Clearing  this  equation  of  frac- 
tions we  have:  rj  Vr^  +  2TjVr^=  j/r.  ;  transposing, 
^8  —  V  4/r.  =  2t]\/T^ ;  factoring  on  Vr^  ,  Vr^  (1  -  ^) 
=  2rj  j^r^.     Dividing  both  sides  by  i  —  17  , 

2T}  Vr 

and  substituting  in  this  formula  for  7  and  r^  their  re- 
spective values  .95  and  .206  ohm,  we  get 

-  _  2  X  .95^.^^  _  1.90  X  ^r^ 

^"'       1-95 :^s — ' 

or  4/r,  =  38  V.206,  and  r,  (squaring  both  sides)  =  h^ 
X  .206  =  297  ohms.  For  7=  90^  =  .9,  r,  =  324  X  -^^^ 
=  66.74  ohms.  As  a  practical  example  of  the  second 
case,  let  r.  =  034  ohms,  and  r,  =  ,3.6  ohms,  whatjs 
the  best  value  for  J^  f  We  have  R  =  ^r/^ 
=  i^i3-6  X  .034  =  .68  ohm.     From   a   consideration  oi 
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the  two  problems  in  Case  i,  we  see  that  to  secure  a  5<^ 
increase  in  efficiency  the  magnet  resistance  must  be 
raised  from  66  to  297  ohms,  and  this  means  a  great  in- 
crease in  cost  of  production.  Practice  compromises  be- 
tween first  cost  and  efficiency.  Let  us  suppose  the 
resistance  of  a  given  set  of  magnets  to  be  200  ohms. 
What  must  r^  be  to  give  an  efficiency  of  90^?  Of  95^? 
Taking  the  equation  V^,  (i  — -  77)  =  2^/  Vr^  and  dividing 
off  by  217,  we  have, 

^ -  ^  V^,  ('  -  ^) . 
217 

Substitute  for  17  and  r,  their  respective  values, 

,-        \/2oo  (i  —  .90)       \/20o  X  .1         / I 

4/r,  =  ^ = -^~  -  =  V  2  00  X  jg 

Whence 

'^^  =  I  ~  I  (  V^2oo)  =  200  X  —  =  .6172  ohm, 
for  go^  efficiency,  and  for  95 jf 

,—        V^oo  200 

V/-»  =  -7==-»r.=  --— =  .1385  ohm. 
Vi,444  ^'^"^4 

Here  to  secure  5^  increase  in  efficiency,  r^  must  be  low- 
ered to  less  than  one-fourth  of  its  value  for  90^1^  effi- 
ciency. It  is  not  easy  to  vary  the  resistance  of  an 
armature  intended  to  do  a  certain  amount  of  work, 
unless  it  so  happens  that  several  points  in  bad  design 
may  be  changed  to  right  matters.  If  there  is  no  such 
outlet  the  machine  must  be  either  redesigned  or  rated 
lower.  Field  resistance  should  be  made  as  high,  and 
armature  resistance  as  low,  as  possible. 
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As  shunt  dynamos  are  not  perfectly  self-regulating  for 
constant  potential,  some  method  of  regulation  must  be 
used;  the  universal  method  is  to  place  a  variable  resist- 
ance (rheostat)  in  the  field  circuit  so  that  its  resistance, 
and  hence  field  current,  can  be  varied  to  meet  the  de- 
mand. As  we  have  seen  in  a  shunt  machine  with  closed 
switch,  the  current  leaving  the  armature  takes  two  paths; 
the  field  winding  and  external  circuit,  and  the  current 
through  each  depends  upon  their  relative  resistances  un- 
less the  potential  difference  is  kept  constant,  in  which 
case  the  current  in  each  depends  upon  its  individual  re- 
sistance. If  at  any  given  load  the  mains  are  found  to  be 
at  the  proper  potential  difference,  it  means  that  the  field 
circuit  resistance  lets  in  just  field  current  enough  to 
maintain  the  proper  field  strength.  If  R  is  increased  or 
diminished,  by  diminishing  or  increasing  the  load,  the 
rheostat  must  be  turned  to  restore  the  potential  to 
its  former  value.  As  the  load  increases,  or  what  is  the 
same  thing,  as  R  decreases  the  potential  difference  at  the 
brushes  decreases,  and  the  rheostat  resistance  must  be 
reduced  until  the  increased  field  current  provides  volt- 
age  enough  to  look  after  the  increased  drop  in  the  arma- 
ture. If  the  external  resistance  becomes  too  low,  as  in 
the  case  of  a  short  circuit  on  the  line,  the  machine  will 
lose  its  field,  if  the  suddenly  precipitated  load  does  not 
open  a  circuit  breaker  or  throw  the  belt  first,  and  will 
refuse  to  "pick  up"  a  field  until  the  short  circuit  is 
removed.  This  is  because  when  a  short  circuit  occurs 
on  the  line,  the  low  resistance  of  the  short  circuit  is  in 
multiple  with  the  high  resistance  of  the  field  circuit,  and 
prevents  the  latter  from  getting  any  current:  or  more 
properly  speaking  the    armature    ^'drop"   becomes    so 
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great  that  there  is  not  left  across  the  fieki  terminals 
potential  difference  enough  to  support  the  field  In  such 
a  case  the  line  switch  raust  be  opened,  and  the  trouble 
souglit  on  the  machine  itself.  We  specify  line  switch  be- 
cause in  stations  where  many  dynamos  run  in  multlj^le  it 
is  customary  to  keep  the  head  board  switch  closed,  and 
10  do  all  testing  across  the  switch  on  the  station  switch- 
board. Where  several  shunt  machines  feed  into  the  same 
*•  bus  **  bars,  a  short  circuit  on  the  outside  is  apt  tu  make 
ihcin  all  lose  their  fields,  but  tn  some  cases  the  fault 
bams  out  as  soon  as  it  is  made,  while  in  others  special 
preparations  must  be  made  for  burning  it  out.  This  is 
treated  of  elsewhere,  as  is  also  the  special  case  of  short 
circuit  In  the  machine  itself  as  a  consequence  of  a  broken 
fiekl  wire. 

If  a  shunt  machine  has  most  of  its  load  suddenly 
remolded,  by  cutting  out  parts  of  the  service,  the  voh* 
age  will  rise  and  endanger  the  lives  of  the  lamps  still 
in  circuit.  This  is  because  at  the  larger  load  the  arma- 
ture tirup  is  the  greater^  and  the  field  current  is  adjusted 
tu  look  after  it.  When  the  load  is  removed  the  arma- 
ture drop  is  much  less,  leaving  a  greater  potential  differ- 
ence for  the  external  circuit  w^hose  resistance  has  been 
increased.  The  immediate  effect  of  raising  tite  voltage 
at  the  field  terminals  is  to  send  a  larger  current  through 
the  windings  thereby  again  sending  the  voltage  upward. 
This  action  is  most  marked  where  there  ih  but  a  single 
dynamo  in  service,  the  reason  being  that  where  several 
dynamos  are  in  multiple,  the  decrease  in  load  is  divided 
among  them  all,  and  the  amount  per  machine  is  not  so 
large.  The  remedy  is  tu  cut  resistance  into  the  field 
rheostat     This  liability  to   injure  lamps  is  one  reason. 
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aside  from  the  desire  to  keep  lamps  at  constant  brilliancy, 
th:it  the  attendant  watches  so  closely  at  that  time  in  the 
evenings  when  a  great  many  lamps  are  being  turned  out. 
Turning  off  all  the  lamps  in  a  public  building  will  very 
perceptibly  affect  the  voltage  f  a  single  dynamo.  An 
attendant  soon  comes  to  knov  ic  unsteady  times  of  the 
day  and  keeps  a  hand  near  the  rheostat.  Where  the  ser* 
vice  is  such  that  load  variations  are  not  sudden  or  great, 
an  attendant  is  equal  to  the  occasion,  otherwise  the  shunt 
machines  had  better  give  way  to  compound-wound 
machines,  whose  rheostats  are  set  once  for  all  and  re- 
quire no  further  attention* 

The  extent  to  which  a  given  change  in  the  rheostat 
resistance  will  affect  the  dynamo's  voltage  depends  upon 
the  relative  resistance  of  the  field  winding  and  rheostat, 
and  this  relation  in  turn  depends  upon  their  temperatures. 
It  must  be  borne  in  mind  that  the  two  are  usually  com- 
posed not  only  of  different  substances,  but  have  very 
different  facilities  for  radiating  heat,  so  that  a  given  cur- 
rent will  raise  their  resistances  at  quite  different  rates. 
In  winter  when  the  surrounding  air  may  be  at  15*^  C.  to 
20°  C,  it  might  be  necessary  to  use  all  of  the  rheostat  to 
hold  the  voltage  at  its  proper  value,  while  in  summer 
with  the  temperature  of  the  air  surrounding  field  and  box 
at  70*^  C.  or  80°  C,  the  rheostat  must  be  almost  cut  out, 
the  increased  resistance  of  the  field  sufficing.  For  the 
same  reason  a  rheostat  adjustment  when  the  field  is  cold 
is  of  no  value  when  the  field  /"  r  loss  has  raised  the  field 
temperature,  and  with  it  its  resistance.  Further,  the 
armature  heats  under  load,  and  its  increased  resistance 
causes  a  greater  internal  **drop"  through  it;  and  finally, 
after  heating  up,  the  iron  or  steel  parts  of  the  machine 
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do  not  carry  lines  of  force  so  well,  ur  as  we  say,  the 
rebucance  of  the  magnetic  circuit  has  increased,  so  tliat 
it  takes  more  magnetizing  force  to  produce  a  given 
amount  of  magnetization.  All  of  these  causes  call  fur 
more  ampere-turns  on  the  field,  to  keep  up  the  voltage, 
and  since  we  cannot  in  most  cases  increase  the  turns,  we 
rausi  use  a  rheostat  to  increase  the  amperes,  and  this 
device  is  necessary  aside  from  its  use  in  regulating  varia- 
tions due  to  changes  in  load.  True,  minor  variations 
can  be  cared  for  by  rocking  the  brushes,  forward  to  raise 
liie  voltage  and  backward  to  lower  it»  but  since  there  is 
always  a  best  position  for  the  brushes,  other  positions  are 
not  so  good,  and  for  several  reasons  the  practice  is  con- 
demned. One  reason  is  the  effect  upon  the  efficiency. 
The  brush es*  although  apparently  not  sparking,  really  do, 
and  hence  heat  more.  One  other  reason,  to  bedealt  witbl 
later,  is  that  the  regulation  depends  largely  upon  arma- 
ture reaction^  and  this  means  that  a  certain  amount  of 
the  field's  magnetisra^  which  costs  money,  is  being  neu- 
tral ixed. 

One  must  not  be  deluded  into  the  idea  that  a  rheostat 
can  of  itself  raise  a  dynamo's  voltage,  for  when  the 
rheostat  is  short  circuited  it  might  just  as  well  be  out  of 
circuit.  This  is  a  very  delusive  error^  wanting  thought, 
and  when  sustained  by  circumstances  is  misleading. 
The  writers  recall  one  instance  where  two  young  men 
were  using  a  machine  running  from  a  line  of  heavily 
loaded  shafting,  turning  below  speed  because  the  steam 
pressure  was  low.  They  were  imbued  with  the  idea  that 
the  voltage  was  generally  brought  up  by  cutting  the 
rheostat  out,  so  not  having  one  in  they  decided  to  pivt 
one  in  so  they  could  cut  it  out.     Acting  upon  the  rcsulu- 
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tion  they  put  one  in.  In  the  meanwhile  the  speed  of  the 
shaft  had  risen  10  revolutions,  raising  that  of  the  dynamo 
about  25  revolutions.  Of  course  the  voltage  was  raised 
and  they  were  satisfied  that  the  rheostat  was  the  respon- 
sible  party. 

In  changing  the  field  rheostat  resistance  on  a  dynamo 
two  effects  obtain,  and  these  are  best  studied  by 
considering  a  separately  excited  machine^  for  in  tliis 
case  the  two  can  be  separated.     In  Fig.  104,  A  is  ao 


Fig.  104. 

armature,  and  F  a  field,  separately  excited  from  the 
battery  or  exciter  B,  ^  is  a  variable  resistance  rheostat, 
in  series  with  F,  but  in  no  way  connected  with  A,  This 
arrangement  typifies  a  separately  excited  machine.  Now 
when  switch  A'  is  open  no  current  flows  in  /*,  and  what 
voltage  can  be  measured  on --I  is  due  solely  to  the  residual 
magnetism,  and  we  will  suppose  that  by  some  means  or 
other  this  is  gotten  rid  of,  so  that  until  AT  is  closed  A 
generates  no  voltage.  Next  close  AT,  and  suppose  A 
generates  500  volts.  /^  is  cut  out,  and  the  current 
thrv>ugh  /^is  that  which  ^will  send  through  its  resistance. 
Now  increase  A*  until  its  resistance  equals  that  of  F:  we 
have  halvevl  the  neld  **  ^  because  we  have  doubled 

the   neld   circuit   r  voltage  of  B  having 
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imed  the  same*     In  halving  i,  the  exciting  or  mag- 
nking  power  or  ampere-turns,  St\   have  been  halved, 
and  A  ts  found  to  generate  250  volts— its  speed  assumed 
to  be  the  same.     If  the  total  resistance  of  F's  circuit  be 
again  doubled,  the  voltage  will  fall  to  the  neighborhood 
of  1^5  volts.     We  cannot  say  txiwl/v  in  any  case,  because 
effect  which  any  given  increase  in  field  current  has^ 
eods  upon  how  nearly  saturated  the  iron  frame  is,  hut 
since  this  error  will  occur  in  both  cases  it  will  not  affect 
our  comparison*     Better  still  let  us  suppose  the  machine 
has  DO  magnetic  metal  in  it,  and  the  above  figures  become 
true,  and   vre  can  say  that  .'^'s  voltage  is  strictly  pro- 
ponional    to  J^*a  current  and   inversely  proportional  to 
(^4-  ^)*s  resistance,  that  is,  if  the  field  circuit  resist- 
ance is  halved,  A*^  voltage  is  doubled;  if  It  is  dtmbled, 
^*s  Vfthage  is  halved.     Now  suppose  B  to  be  removed, 
and  the  shunt  machine  connected  to  excite  itself  {the 
machine  would  never  build  up  a  field  through  a  magnetic 
circuit  having  no  iron  or  steel  in  it,  but  this  will  not  affect 
ar  demonstration).     Further  suppose  /^  to  be  such  that 
A  gives  a  voltage  of  500:  now  vary  ^  so  the  field  circuit 
resistance  (/^+  j?)  is  doubled.     In  the  separately  excited 
machine  varying  i?  did   not  affect  the  exciting  voltage, 
because  -^was  independent  of  all  changes  tn  A*s  voltage, 
but  in  this  case,  as  soon  as  /^  is  increased  the  voltage  on 
A  decreases  as  before;  but  now  A's  voltage  excites  F  so 
that  not  only  is  the  field  circuit  resistance  increased,  but 
the  exciting  E,  M.  F.  is  also  decreased:  both  changes  con- 
spire to  reduce  .^*s  E*  M.  F*,  and  if  i?  is  increased  enough 
the  machine  will  drop  its  field  entirely.     We  may  say  then, 
that  on  a  shunt   machine  a  given  change  in  the  rheostat 
has  a  greater  effect  than  on  a  separately  excited  machine. 
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The  presence  of  the  rheostat  is  sometimes  referred  to 
as  objectionable,  in  that  it  introduces  an  additional  /V 
loss  into  the  equation  for  efficiency.     While  this  is  in  a 
certain  sense  true,  it  can  only  be  avoided  by  winding  the 
fields  with  an  unheard-of  metal  whose  resistance  is  the 
same  for  all  temperatures,  and  doing  away  with  all  arma- 
ture drop.      If  the  former  could  be  done  there  would 
remain  the  variation  of  E.  M.  F.  due  to  variation  of  load, 
and  could  the  latter  difficulty  be  overcome  there  would 
still  be  a  great  difference  between  the  voltages  for  hot  and 
cold  fields.     It  must  be  remembered  that  for  a  specified 
voltage  at  the  terminals  there  must  be  a  specified  current 
in  the  field  circuit,  which  must  therefore  be  of  a  specified 
resistance.     The  ampere-turns  necessary  to  maintain  the 
proper  potential  for  any  given  load  is  independent  of 
temperature  as  far  as  concerns  the  windings  of  the  field, 
and  depends  only  upon  speed  («),  the  number  of  armature 
conductors  (C),  and  the  goodness  of  the  magnetic  circuit 
But,   as  we  have  seen,  the   temperature  influences  the 
ampere-turns  indirectly  by  raising  the  armature  resist- 
ance, and  increasing  its  /V  loss.     Assuming  the  machine 
to  be  running  under  constant  load,  so  that  the  rheostat 
will    not    have    to    regulate   load    variations,   and  that 
the  potential  at   the    brushes   is   to   be   kept   constant, 
there  is  a  certain  field  circuit   resistance   which  corre- 
sponds to  a  particular  value  of  the  ampere-turns,  and  this 
resistance  is  the  same  whatever  the  temperature,  except 
in  so  far  as  the  temperature  affects  the  permeability  of 
iron  or  steel.      It  matters  not,  as  far  as  concerns  the 
dynamo's  electric  efficiency,  whether   this    resistance  is 
found  in  the  winding  alone,  as  it  often  is  in  hot  weather, 
or  in  winding  and  rheostat  combined,  as  in  cold  weather. 
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The  /V  loss  is  a  constant,  and  whether  or  not  it  is 
divided  between  field  and  rheostat  is  immaterial.  How- 
ever, heating  in  itself  is  guarded  against  in  well-designed 
machines,  for  excessive  heating  carbonizes  the  insulation 
and  ultimately  gives  rise  to  serious  trouble.  Since  heat 
is  in  any  case  generated  at  the  rate  of  /V  watts  per 
second,  the  temperature  will  rise  rapidly,  unless  there  are 
provided  proper  facilities  for  ventilation.  This  means 
practically  that  the  winding  must  have  ample  surface  for 
radiation.  The  temperature  limit  for  ordinary  machines 
may  be  set  at  50°  C.  above  that  of  the  surrounding  air, 
but  on  inclosed  motors  of  the  street  railway  type,  the 
temperature  rises  above  this,  and  on  machines  of  special 
design,  as  in  the  Marvin  rock  drill,  where  the  magnets 
are  mica  insulated,  the  temperature  may  reach  much 
higher. 

To  secure  the  50°  C.  limit  there  should  be  2  1/2  square 
inches  of  radiating  surface  for  every  watt  of  energy 
wasted.  Suppose,  for  instance,  a  magnet  spool  of  i 
ohm  resistance  takes  30  amperes  under  full  load.  Watts 
wasted  =  /V  =  /x/X^  =  3oX3ox  1=  900  watts; 
900  X  2  1/2  square  inches  =  2,250  square  inches  of  surface 
required  to  be  exposed  to  the  air.  In  the  Brush  machine, 
2  square  inches  are  allowed  the  fields,  and  9  square  inches 
per  watt  waste  in  the  armature;  in  the  T.-H.  armature 
I  2/3  square  inch  is  allowed.  These  figures  illustrate 
the  fact  that  the  rule  is  seldom  adhered  to;  in  other 
words,  machines  are  in  most  cases  allowed  to  run  at  a 
temperature  exceeding  50°  above  the  atmosphere.  Note 
that  less  radiating  surface  is  allowed  on  armatures  than 
on  fields;  this  is  because,  as  a  rule,  field  wires  are  wound 
many  layers  deeper  than  armature  wires,  and  besides  this 
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the  armnture  is  fanned  by  the  current  of  air  produced 
by  its  own  motion.     In  general,  the  2  1/2  square  inch  rule 

applies  to  machines  run  continuously  at  full  load,  and  as 
this  condition  is  not  ordinarily  required  to  be  fulfilled, 
the  rule  is  not  rigidly  adherec  The  main  reason  for 

the  reduciiun  in  nidiating  surfa\  las  been  the  desire  to 
make  the  machine  lighter  and  ^Mialler,  and  it  is  brisk 
competition  that  has  forced  the  figure  so  low. 

To  understand  how  increasing  the  radiating  surface 
also  increases  a  machine's  weight.  Jet  us  suppose  that  we 
have  a  field  winding  that  is  run n  too  hot-  To  increase 
the  square  inch  of  radiating  suriace  per  watt:^  we  must 
either  arrange  the  layers  of  wire  to  lie  less  deep,  hut 
wider,  or  we  must  decrease  the  number  of  watts.  In  the 
first  case  the  pole  piece  or  magnet  core  must  be  lengthened, 
and  with  it  necessarily  every  part  of  the  frame  parallel 
to  the  direction  of  elongation.  In  the  second  case  (in- 
directly the  same  as  the  first)  a  larger  wire  must  be  used, 
and  in  order  to  get  in  the  same  number  of  turns  as  before, 
more  room  is  required.  This  gives  more  surface,  and  we 
have  not  reduced  the  number  of  watts  wasted,  but  we  have 
reduced  the  watts  per  square  inch.  The  same  number 
of  turns  of  a  larger  size  wire  would  be  of  too  low  a 
resistance,  and  would  let  in  too  great  a  current,  so  a  larger 
resistance  must  be  inserted  in  the  rheostat.  In  cases 
where  a  machine  is  unavoidably  overloaded,  artificial 
cooling  must  be  resorted  to,  otherwise  the  machine  must 
be  shut  down  at  intervals  to  cool  off.  The  writers  recall 
one  instance  of  where  a  street  railway  waterproof  motor 
attached  to  the  machine  shop  shafting  was  kept  cool  by 
allowing  a  stream  of  water  to  play  on  it.  In  another 
case  reversed  fans  were  placed  on  either  side  of  a  dynamo 
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to  draw  a  strong  current  of  air  through  it.  Shunt  wind- 
ings are  so  designed  that  at  no  load  the  rheostat  is  called 
largely  into  play,  and  as  the  load  goes  on,  the  ampere- 
turns  can  be  increased  to  suit  the  demand  by  taking 
resistance  out  of  the  rheostat.  In  winter,  and  with  full 
load,  there  is  still  enough  resistance  in  the  box  to  equal 
the  amount  by  which  the  fields  will  need  to  be  raised  in 
summer. 

Field  rheostats  are  generally  made  of  German  silver 
wire,  which  rises  to  a  higher  temperature  for  a  given 
current  than  copper,  but  its  resistance  does  not  rise 
nearly  so  much  per  degree  rise  in  temperature.  Since 
its  specific  resistance  is  greater,  not  so  much  wire  is 
needed  to  make  up  a  given  resistance,  and  German  silver 
rheostats  are  therefore  lighter  and  less  bulky  than  those 
of  iron  or  copper.  The  rheostat  should  be  placed  where 
ventilation  is  good,  and,  if  properly  made,  will  heat  but 
little.  Rheostats  are  shipped  with  each  machine.  In 
adapting  a  box  for  use  as  a  rheostat,  care  must  be  taken 
that  not  only  the  desired  resistance  is  had,  but  that  the 
wire  is  of  sufficient  current  carrying  capacity,  otherwise 
the  heating  will  be  abnormal,  and  a  connection  may  be 
melted  off,  thereby  perhaps  opening  the  field  circuit  on  a 
machine  running  in  multiple  with  others.  We  recall  one 
test  in  which  it  was  necessary  to  get  along  with  a  rheostat 
of  insufficient  current  capacity;  so  we  put  a  similar  one 
in  series  with  it,  and  kept  cutting  one  out  at  the  same 
rate  as  we  cut  the  other  in,  and  in  this  way  relieved  first 
one  and  then  the  other.  Had  the  boxes  been  put  in 
multiple  their  current  capacity  would  have  been  doubled, 
but  there  would  not  have  been  enough  resistance.  The 
best  arrangement  would  have  been  two  in  series  and  two 
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in  fmiHtj^leL  Tbis  voold  give  the  rfsiscance  of  one  box 
and  the  curr^ttt  capacity  of  two  in  mtiltipie.  But  oi»ly 
two  bcAsrs  were  to  be  had. 

Sbont  machines  can  be  run  either  in  series  or  paraflcj, 
but  are  specially  adapted   to   the  Jattcr  practice.     When 

run  in  series  it  Is  usually 
on  a  three-wire  lighting  or 
power  system.  Some  ti  mes 
two  low -voltage  machines 
are  connected  in  series, 
and  the  combination  run  in 
multiple  with  a  machine  of 
twice  the  vohage  of  either 
— as  when  two  250  volt 
dynamos  in  series  are  run 
in  mitln[>le  with  a  500 
volt  machine.  Connections 
are  shown  in  Fig.  105.  In 
such  a  case  the  current  flowing  through  the  two  in  series 
must  not  exceed  the  capacity  of  the  smaller  machine. 
The  current  in  both  being  the  same,  each  one's  load  will 
be  proportional  to  its  voltage,  and  can  be  regulated  by 
means  of  the  latter.  It  is  customary  to  connect  the 
two  fields  in  series  acr<:ss  the  500  volt  **  bus  "bars.  A 
single  rheostat,  if  of  sufficient  range,  answers  for  reg- 
ulation. 

Where  there  is  a  single  shunt  dynamo  on  a  circuit,  it  is 
customary  to  connect  the  fields  on  the  armature  side 
of  the  open  switch,  or,  as  it  is  usually  said,  "below  the 
switch,"  so  that  the  field  may  be  excited  before  the  switch 
is  closed.  Very  often  in  single  dynamo  private  installa- 
tions the  switch  is  never  opened  nor  the  field  rheostat 
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changed  from  one  month's  end  to  the  other.     The  load 
'^'og  put  on  and  taken  off  by  starting  up  and  shutting 
"Own  the  engine.     When  several  machines  are  run  in  mul- 
^'P'e  the  fields  are  connected  above  the  switch,  or  direct 
^o  the  **bus"  bars,  thus  in  a  measure  separately  exciting 
the  machine,  since  it  has  a  field  whether  running  or  not. 
-^s  Soon  as  the  machine  contributes  its  share  of  work  to 
^"e  line,  it  may  be  regarded  as  exciting  itself.     Ordina- 
rily tiliis  arrangement  insures  that  the  machine's  polarity 
IS  such  that  when  the  switch  is  closed  the  machine  will 
.       ^^  multiple  and  «t?/  in  series  with  the  machines  already 
'^  ^^rvice.     However,  because  a  machine's  field  is  charged 
'"^^^^  the  line,  it  does  not  necessarily  follow  that  the  po- 
^^it.y  may  not  be  wrong,  for  it  is  possible  that  the  field 
^^ Elections  may  be  wrong.     In  such  a  case  the  macliine 
y^^  the  line  will  be  in  series  and  with  no  resistance    in 
^^t'cuit  save  that  of  the    armatures — a  situation  by  all 
*^^ans  to  be  avoided.     Promiscuous  line  charging   does 
^ot  of  course  insure  proper  polarity,  and  the  fact  should 
^^  tested  before  closing  the  line  switch.     The  test  is  as 
follows:     Connect  the  fields  below  the  switch,  raise  the 
Pushes  (or  where  there  are  many  sets  of  brushes,  discon- 
nect   an    armature  cable)  and   close  the    switch,    thus 
charging  the  fields  from  the  line.     Now  open  the  switch. 
The  field  circuit  is  broken,  but  the  poles  retain  a  con- 
siderable   anount   of   residual   magnetism.     Lower   the 
brushes  and   observe  if  the  dynamo    supports    its  own 
field;  if  so,  the  polarity  is  correct,  because  charging  from 
the  line  insures  proper  polarity  if    the  connections  are 
correct,  and  if  they  are  not  correct  the  machine  will  not 
support  its  field.     Assuming  that  the  machine  generates, 
the  connection  which  was  below  the  switch  can  be  per- 


T 

1 


300 


TESTING    or    DVKAMOS   ASD    MOTORS, 


mancntljT  secured  above  it.  If  it  refuses  to  generate  it 
means  that  the  armature  E.  M.  F<  is  such  as  to  send  a 
reverse  current  through  the  iields  opposing  the  residual 
field  due  to  charging.  In  other  words,  the  field  leads  arc 
connected  wrong  and  must  be  reversed,  and  the  fields 
recharged.  Tliis  point  is  more  fully  considered  in  a  later 
chapter. 

The  fact  that  the  fields  of  shunt  niachines  are  independ- 
ent of  the  external  circuit  adapts  them  for  running  in 
multiple  on  constant  potential  mains.  To  run  dynamos 
in  multiple  successfully  it  is  desirable  that  they  be  of  the 
b;tme  rated  E.  M.  F,,  for  a  machine  will  not  always  behave 
Well  when  run  at  other  than  its  designed  voltage^  and 
careless  handling  of  the  brushes  or  rheostat  is  apt  to 
reverse  the  machine,  running  it  as  a  motor  with  destruc- 
tive sparking.  The  extent  of  sparking  depends  upon 
how  much  load  is  on  the  machine  at  the  time  of  reversal. 
For  a  dynamo,  on  heavy  load,  the  non-sparking  point  is 
well  forward.  A  motor  under  similar  conditions  has  this 
point  well  backward,  so  that  in  reversing  from  dynamo  to 
motor  the  non-sparking  point  is  shifted^  and  unless  the 
brushes  are  shifted  also,  sparking  ensues.  Aside  from 
sparking  no  bad  effects  attend  a  shunt  machine's  reversal 
of  nature,  for  it  continues  to  run  in  the  same  direction  as 
a  motor  that  it  did  as  a  generator.  The  behavior  of 
series  and  compound-wound  machines  under  like  condi- 
tions has  already  been  briefly  considered.  We  will  now 
consider  the  question  more  fully,  and  explain  the  facts 
that  (i)  a  shunt  machine  rotates  the  same  way  as  a  motor 
and  as  a  generator;  (2)  a  series  machine  rotates  in  oppo- 
site directions  in  the  two  cases;  (3)  a  compound-wound 
machine's  behavior  when  changed  from  dynamo  to  motor 
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depends  upon  the  relative  strength  of   the  shunt  and 
series  windings. 

When  a  machine  runs  as  a  dynamo  the  source  of  cur- 
rent is  within  the  armature;  when  run  as  a  motor  cur- 
rent is  supplied  from  without.  Whether  a  machine  will 
run  in  the  same  or  opposite  direction  as  motor  and 
dynamo  is  independent  of  the  direction  of  the  current  in 
the  external  circuit,  and  depends  solely  upon  the  relation 
existing  between  the  current  direction  in  the  armature 
and  that  in  the  field.  On  a  shunt  dynamo  it  matters  not 
which  brush  the  current  flows  toward,  it  must  eventu- 
ally divide  between  the  line  and  the  field  circuit.  The 
fisld  circuit  shunts  the  line.  If  on  a  shunt  dynamo  we 
assume  that  field  and  armature  currents  flow  in  opposite 
directions  as  regards  a  point  in  space,  they  will  always  do 
so.  Reverse  the  machine's  polarity,  if  you  will,  by 
reversing  its  residual  field.  Current  through  arma- 
ture and  field  both  reverse  direction,  and  therefore  are 
still  opposed  as  regards  a  point  in  space.  Now  regard 
the  machine  as  a  motor:  current  from  without,  whatever 
its  direction,  must  divide  between  armature  and  field. 
The  field  circuit  now  shunts  the  armature,  and  it  is  impos- 
sible to  introduce  current  from  outside  and  have  it  go 
through  field  and  armature  in  opposite  directions  as  re- 
gards a  point  in  space,  the  connections  being  the  same. 
In  a  shunt  machine,  reversing  from  dynamo  to  motor, 
the  relative  direction  of  armature  and  field  currents  is 
changed,  because  the  armature  current  reverses,  while 
the  field  current  does  not.  This  is  true,  for  suppose  the 
machine  to  be  running  as  a  motor;  the  armature  has  a  C. 
E.  M.  F.,and  this  counter  tries  to  send  through  the  arma- 
ture a  current  opposed  to  that  urged  by  the  impressed  or 
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line  E.  M.  F.  If  the  impressed  E.  M.  F.  is  removed  and 
the  armature  kept  turning  by  some  other  means,  the  C.  E. 
M.  F.  will  assert  itself  as  the  E.  M.  F.  of  the  machine  run- 
ning as  a  dynamo,  and  will  dictate  the  direction  of  the 
current.    This  will  be  more  clear  Iry  considering  Fig.  io6. 

B  B\  M^  and  F  are  re- 
spectively the  brushes, 
armature,  and  field  of 
a  shunt  motor.  A  A' 
and  D  are  the  brushes 
and  armature  of  a 
Fu;.  loO.  dynamo  sending  cur- 

rent in  the  direction 
indicated  by  arrows.  The  current  arriving  at  B'  splits, 
part  going  through  F,  in  the  direction  indicated  by  tlie 
arrow,  and  part  ///  through  the  armature  M,  The  C.  E. 
M.  F.,  if  aUowed  to  assert  itself,  would  send  a  current 
downward  through  J/,  which  at  B*  would  split,  part  going 
through  F^  and  in  the  same  direction  as  before,  and  part 
through  the  external  circuit,  but  in  a  direction  opposite 
to  that  in  which  it  flowed  when  J/ was  a  motor.  We  can 
now  say  that  if  in  changing  a  machine  from  dynamo  to 
motor  without  changing  the  connections,  the  relative 
direction  of  the  field  and  armature  currents  is  changed, 
the  rotation  in  both  cases  will  be  the  same. 

In  a  series  machine  armature,  field,  and  line  are  all  in 
series:  whatever  reversal  of  current  takes  place  in  one, 
takes  place  in  all,  so  the  relative  directions  remain 
always  the  same.  A  series  machine  must  then  be  run 
the  opposite  way  as  generator  from  what  it  is  as  motor, 
otherwise  it  will  not  generate  unless  either  the  field  or 
armature  leads  are  reversed. 


SHUNT    AND    COMPOUND    MACHINES.  303 

In  the  compound-wound  machine  the  two  tendencies 
conflict,  the  series  winding  tries  to  reverse  the  polarity 
of  the  field,  the  shunt  winding  to  keep  it  the  same.  The 
stronger  of  the  two  dictates  the  field's  polarity,  and  with 
it  the  direction  of  rotation.  In  a  compound-wound 
machine  connected  to  run  as  a  generator,  current  leaving 
the  armature  flows  around  shunt  and  series  coils  in  the 
same  direction,  thereby  strengthening  the  field  as  load 
goes  on.  If  through  careless  handling  the  machine 
become  reversed,  the  direction  of  current  in  the  series 
winding  is  reversed  while  that  in  the  shunt  is  not.  The 
result  is  that  if  the  windings  are  very  nearly  balanced, 
the  field  is  neutralized,  and  there  is  a  short  circuit.  This 
matter  has  a  bearing  upon  the  operation  of  compound- 
wound  generators  in  multiple.  Ordinarily,  the  equalizer 
prevents  any  troubles  of  this  sort,  but  they  do  occur 
occasionally  in  spite  of  everything,  and  it  is  well  to  be 
forewarned  as  to  what  is  likely  to  happen.  Machines  on 
which  shunt  and  series  windings  are  too  nearly  balanced 
are  apt  to  be  unstable  and  give  trouble.  In  any  event, 
should  such  a  machine  ever  reverse  and  the  circuit 
breaker  fail  to  act,  the  armature  would  race  and  tear 
itself  to  pieces.  We  have  thus  far  had  most  to  do  with 
the  shunt  dynamo  as  adapted  to  use  with  lamps  in 
multiple,  and  we  have  learned  that  the  serious  problem 
of  compensating  armature  drop  has  been  solved  by  the 
use  of  a  rheostat.  Now  this  armature  loss  increases 
very  rapidly  as  the  current  increases,  and  hence  any  step 
that  would  tend  to  decrease  the  current  used  for  a  given 
horsepower  would  decrease  also  the  **lost  watts."  1  his 
can  be  approximated  by  having  the  lamps  or  other  load  all 
in  series,  and  raising  the  voltage  to  a  high  value;  if  this  is 
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done  by  strengthening  the  field  and  running  the  armature 
at  a  higher  speed,  but  holding  the  maximum  current  at 
one  half  its  original  value,  there  is  a  saving  efifected  in 
two  ways:  first,  since  the  current  is  halved  there  will  be 
but  one-half  the  original  drop  in  the  armature  at  a  given 
load,  and  since  this  drop  is  distributed  among  so  many 
lamps  in  series, its  effect  will  not  be  so  noticeable;  second, 
it  costs  much  less  to  transmit  a  given  amount  of  energy 
at  high  pressure,  because  a  small  current  occasions 
less  /•  R  loss.  If,  however,  the  increased  voltage  is 
secured  by  putting  more  wire  on  the  armature  and 
increasing  its  resistance  proportionately,  there  is  effected 
only  the  saving  in  transmission  as  far  as  drop  is  con- 
cerned, but  there  is  but  half  the  energy  wasted  in  the 
armature,  because  if  for  a  given  armature  the  current 
be  halved,  the  lost  energy  is  but  one-fourth  as  great; 
now  double  the  resistance  and  the  loss  is  doubled  for 
the  same  current,  leaving  the  loss  one-half  as  great.  It 
is  not  practicable  to  raise  the  armature  speed  much 
above  what  it  is  on  ordinary  machines  of  to-day,  and 
the  series  system  is  not  in  general  vogue  for  constant 
potential  lighting.  The  nearest  and  most  successful  ap- 
proach to  it  is  the  **  Edison  Municipal  Incandescent 
Lighting  System,"  on  which  there  are  long  lines  of  lamps 
in  series,  and  several  of  these  lines  in  multiple.  The 
voltage  most  commonly  used  on  such  a  system  is  1,20a 
volts. 

Separately  excited  dynamos  differ  from  self-excited 
ones  in  that  no  attention  need  be  paid  to  the  field 
connections  relative  to  the  armature:  even  where  a 
particular  polarity  is  desired,  a  reversing  switch  in  the 
field  circuit  answers  the  purpose.     If  there  are  several 
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sach  machiaes   running   in    parallel,   and    one    of   them 

rererse&j  Us  iJirection  of  rotation  remains  the  same,  but 

this  is  as  far  as  its  behavior  is  analogous  tt>  that  of  the 

shuni  machioe.     On  a  separately  i-xcited  machine  the  field 

his  no  cunnection  with  the  armature,  so  that  when  the 

fme  current  is  reversed  the  armature  alone  is  reversed, 

and  mi  the  firtd.      If  the  machine  is  first  a  dynamo  and 

nuwa  motor,  the  direction  of  rotation  remains  unaltered; 

but  if  it  is  a  motor  first,  then  under  the  new  conditions 

the?  directiim   of    rotation   is   reversed.       A   separately 

excited  machine  will  then  run  the  same  way  as  motor 

and  dynamo,  provided  all  machine  and  line  connections 

remain  the  same  and  the  line  polarity  is  not  changed. 

All  four  types  of  machine,  series,  shunt,  conipound- 
woiind  and  separately  excited,  can  he  run  in  series  or 
tnaltiple^  or  in  any  series  multiple  comhination^  provided 
proper  precautions  are  taken.  Machines  of  the  same  type 
run  hcst  together,  because  their  iron  is  apt  to  be  of  the 
same  quality,  making  their  saturation  curves  similar,  and 
tKis  means  that  for  any  change  in  load  their  voltages  would 
vary  in  equal  measure,  thus  keeping  I  lie  load  properly 
distributed.  On  similar  machines  the  armature  resist- 
ances are  nearly  the  same,  and  the  armature  drops  will 
be  the  same.  Again,  on  series  and  compound-wound 
machines  it  is,  for  reasons  to  be  considered  bter,  absn- 
lulely  necessary  that  the  series  field  resistances  bear  a 
certain  ratio  to  each  other  if  the  machines  are  to  be  run 
with  an  equalizer.  On  machines  from  the  same  factory 
this  rule  is  observed.  Machines  of  widely  varying  cur- 
rent capacity  should  not  be  run  in  series,  nor  those  differ- 
ing greatly  in  voltage  in  multiple.  In  series  working 
there  should  be  a  separate  voltmeter  across  the  brushes  of 
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cath  machine  as  a  means  of  uuting  the  distribution  of 
load.  The  load  is  regulated  by  varying  the  voltage,  since 
the  Ctifrent  is  the  same  in  all  This  voltage  variation  is 
efTected  in  the  usual  way  on  a  shunt  machine,  but  on 
a  sieries  machine  the  rheost  is  in  multifU  with  the 
field  winding^p  and  in  operati  t  more  or  less  exciting 
current  is  diverted  from  the  fieia.  In  multiple  work  the 
load  distribution  is  indicated  by  ammeters  placed  in  cir- 
cuit with  each  machine*  On  account  of  the  greater 
liability  to  rcvcriials,  more  precautions  are  needed  in 
parallel  than  in  series  work.  One  point  to  be  always 
oljt^erved  is  to  never  close  a  switch  across  which  there 
is  a  difference  of  potential,  unless  the  operator  under- 
stands exactly  what  is  to  follow.  Occasions  often  arise 
for  quick  action,  and  it  may  be  necessary  to  throw  a 
machine  in  without  the  usual  preliminaries,  but  this  is 
not  good  practice. 

The  easiest  way  to  throw  a  machine  into  service  where 
others  are  running  in  multiple  depends  upon  the  accuracy 
of  a  zero  reading  across  the  switch.  When  a  voltmeter 
reads  zero  between  two  points,  and  there  is  a  certainty 
that  the  lines  are  all  right  and  make  good  contact,  it  is 
iiafe  to  join  these  two  points,  for  no  current  can  flow 
between  points  of  the  same  potential.  All  more  hurried 
methods  are  adaptations  of  the  following:  In  Fig.  107, 
Irl  /*  anil  N  be  the  line  wires  or  bus  bars  of  a  station,  A 
U  a  Hhunl  dynamo  already  running,  and  increase  of  load 
ri't|uire>i  A  lo  be  put  on.  A  being  in  service  its  switch, 
A'»  Im  rloHcd,  while  A''  on  the  idle  machine  is  open.  If 
A  \%  a  new  maihine,  or  one  whose  connections  have  been 
ilijilurbtHl.  il  will  be  best  to  first  test  its  polarity.  Lift- 
ing V»"s  brushes  A"  is  closed,  and  the  fields  changed  from 
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the  line.  Then  opening  K^  and  lowering  the  brushes  the 
machine  will  pick  up  a  field  if  the  connections  are  cor- 
rect This  test  being  satisfied,  one  voltmeter  terminal  is 
held  on  the  right  hand  block  V  on  the  headboard  of  the 
machine,  and  the  other  terminal  is  touched  to  the  upper 
switch  block  on  the  left.  The  reading  gives  the  line 
voltage.     Transferring  the   meter    terminal    from    the 
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Fig.  107. 


upper  jaw  to  the  lower,  we  get  the  machine's  voltage, 
which  must  be  so  adjusted  by  means  of  the  rheostat  that 
it  equals  that  of  the  line.  When  these  voltages  are  equal 
and  opposite  the  meter  will  indicate  zero  when  placed 
across  the  switch,  for  the  line  voltage  tries  to  send  cur- 
rent through  it  one  way,  and  ^'s  voltage  the  opposite; 
the  tendencies  are  equal,  so  the  needle  does  not  move. 
At  this  point  the  switch  may  be  closed,  and  /?'s  field 
strengthened  a  little  to  prevent  reversal  in  case  the  speed, 
and  hence  voltage,  of  -^'s  armature  may  chance  to  fall. 
The  load  can  now  be  gradually  transferred  from  A  to  B 
by  strengthening  /?'s  field,  and  at  the  same  time  weaken- 
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ing  ^'s.  It  may  happen  that  when  the  meter  is  placed 
across  the  switch,  instead  of  reading  nearly  zero  it  reads 
twice  the  line  voltage.  This  would  indicate  the  machine 
and  line  to  be  in  series  instead  of  multiple,  and  would 
necessitate  recharging.  Charging  may  be  avoided  by 
connecting  the  field  above  the  switch,  thus  exciting  from 
the  line  direct.  When  there  is  any  uncertainty  as  to 
connections  the  above  test  must  be  fully  made,  but  where 
there  is  absolute  certainty  of  correct  polarity  it  suffices 
to  use  a  test  lamp  instead  of  a  voltmeter,  or  even  a 
marked  position  on  the  field  rheostat.  However,  the 
positicn  of  the  rheostat  varies  considerably  for  different 
line  loads  and  different  temperature  of  the  machine,  so 
that  the  attendant  must  exercise  considerable  judgment. 
The  test  lamp  is  applied  in  the  same  way  as  the  volt- 
meter, and  when  it  burns  above  the  switch  with  the  same 
brilliancy  as  below,  the  switch  can  be  closed,  but  as  an 
extra  precaution  the  lamp  should  be  tried  across  the 
switch.  In  doing  this  care  must  be  had,  for  if  the 
machines  should  happen  to  be  in  series  the  lamp  will  be 
subjected  to  double  its  normal  voltage  and  will  explode, 
not  only  jeopardizing  the  operator's  eyes,  but  possibly 
injuring  the  armature  with  broken  glass.  To  lessen 
such  liabilities  it  is  well  to  use  two  lamps  in  series.  In 
station  practice  connections  are  permanent,  and  the  test 
across  the  switch  is  omitted.  Lines  are  run  from  all 
machines  to  the  switchboard,  as  are  also  a  pair  of  lines 
from  the  bus  bars:  by  means  of  a  key  the  voltmeter  can 
be  connected  alternately  to  the  bus  bars,  and  to  the 
terminals  of  the  dynamo  to  be  put  on.  When  the  volt- 
ages are  equal  the  switch  is  closed.  When  K'  is  closed 
B  does   not    begin    to    take   a    load    until    its    field    is 
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Strengthened,  and  for  this  reason  other  machines  in  ser- 
vice support  a  certain   E.   M.  F.  between   S  and  P,  to 
which  ^s  terminals  are  attached.     B  supports  the  same 
£.  M.  F.  between  ^and  P  in  opposition  to  that  already 
existing;  -P  being  a  point  in  common  to  both  circuits, 
and  the  potential  on  both  sides  of  A''  being  the  same,  cur- 
rent does  not  flow  when  K'  is  closed.     Before  the  swMtch 
is  closed  there  is  below  it  the  total  E.  M.  F.  of  B,  while 
above  is  the  terminal  potential  of  A;  A's  total  E.  M.  F. 
being  much  greater,  B  can  share  the  load  only  when  its 
t:otal  E.    M.    F.   exceeds  the  terminal  E.    M.    F.   of  A, 
This  condition  is  secured  by  strengtiiening  ^'s  field  or 
'vreakening  ^'s.      When    there  are  many    machines   in 
multiple  the  latter  procedure  is  impracticable.     As  B*s 
€eld  is  strengthened  ^'s  E.  M.  F.  rises,  and  for  a  line 
current  of  given  value  the  line  E.  M.  F.  does  also,  because 
the    internal    resistance   of   two   or   more   machines   in 
multiple  is  less  than  that  of  a  single  one;  there   is,  there- 
fore, less  internal  drop,  and  the  E.  M.  F.  available  at  the 
terminals  common  to  all  the  machines  is  greater. 

After  adjusting  the  loads  on  all  the  machines  at  their 
proper  values,  it  is  well  to  keep  an  eye  on  the  newly  intro- 
duced machine,  until  it  has  become  throughly  heated, 
because  as  its  armature  and  fields  rise  in  temperature 
their  resistance  increases,  with  the  result  that  the  internal 
drop  becomes  greater,  and  the  field  takes  less  current — 
both  effects  conspiring  to  lower  the  terminal  E.  M.  F.  and 
to  make  the  machine  shirk  its  load.  To  the  competent 
and  experienced  practical  man  such  simple  admonitions 
may  seem  uncalled  for,  but  to  the  plodding  beginner 
these  little  points  become  the  food  of  much  thought. 
Another  effect  of  heating  is  to  raise  the  reluctance  of 
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resistance  The  lower  the  external  resistance  the  greater 
the  useful  effect  of  putting  on  an  additional  machine, 
because  if  the  resistance  of  feeders  and  mains  is  too 
great,  the  external  resistance  will  be  high  compared  to 
the  internal,  and  the  latter  will  be  but  a  small  part  of  the 
total,  and  lessening  this  small  part  has  no  apppreciable 
eflFect.  To  use  a  familiar  analogy,  take  the  case  of  a 
battery  working  through  an  external  resistance  of  i,ooo 
ohms.  It  would  be  useless  to  put  any  number  of  cells  in 
multiple  on  such  a  line,  for  the  i,ooo  ohms  is  a  so  much 
greater  resistance  than  the  cell  part  of  the  circuit,  that 
any  decrease  in  the  latter  cannot  be  detected. 

The  problem  complementary  to  that  of  **  putting  on  " 
a  machine,  is  **  taking  off  "  one.  This  occurs  when  the 
station  load  falls  below  the  normal  capacity  of  the 
machines  in  service.  Of  course  one  way  to  take  off  a 
machine  is  to  pull  its  switch,  and  this  is  practiced  in 
emergencies,  but  ordinarily  is  open  to  several  objec- 
tions; in  the  first  place  on  machines  of  large  current 
capacity   and  cf  suff.cicnt  v-Itage   to  support  a  healthy 
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arc,  the  switch  blade  and  jaws  soon  blister  and  burn: 
secondly,  on  some  machines  using  carbon  brushes,  and 
on  all  machines  using  copper  ones  destructive  sparking 
attends  a  sudden  removal  of  load.  Thirdly,  where  there 
are  but  two  or  three  machines  working,  the  sudden 
removal  of  one  may  overload  the  rest  and  give  rise  to 
belt  troubles. 

Another  way  to  take  off  a  machine  is  to  shut  down  the 
engine  which  runs  it;  this   can   be  done  only  when   a 
machine  is  alone  on  the  circuit.     Under  no  circumstances 
must  the  steam  be  cut  off  from  an  engine  connected  to  a 
clynamo  running  in  multiple  with  other  dynamos,  driven 
from  a  different  engine;  for  the  steamless  engine  \vill 
c:ontinue  to  run  driven  by  its  dynamo,  which  has  become 
s  motor.     If  the  dynamos  are  simple  shunt   machines 
there  may   be  no  fireworks,  but  if  they  be   compound- 
"wound  or  series  machines,  there  will  be.     The  following 
method    covers    all    cases    where    two   or   more   shunt 
dynamos  run  in  multiple:  where  practicable  strengthen 
the  fields  of  the  dynamos  that  are  to  remain  in  circuit 
and  weaken  the  field  of  the  one  to  be  removed,  keeping 
watch  over  the  machine's  ammeter  to  avoid    reversal; 
over  the  station  voltmeter  to  keep  up  the  voltage;  and 
over  the  brushes  to  shift  them  if  necessary.     When  the 
current  falls  nearly  to  zero  the  switch  must  be  opened, 
and  then  the  field  circuit  broken.     In  no  case  should  the 
field    be   broken   first.     Where   it   is   not  practicable  to 
change  the  rheostats  simultaneously  as  above,   the  line 
voltage  may  require  adjustment  afterward,  for  the  effect 
of  removing  a  machine  is  to  increase  the  internal  resist- 
ance and  the  internal  drop.     The  larger  the  number  of 
machines  in  multiple  the  less  the  disturbing  effect  of  any 
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one's  removal.  In  bringing  down  the  load  by  means  of 
the  field  rheostat  each  increase  of  resistance  should  be 
allowed  to  have  its  full  effect  before  introducing  any 
more,  for  magnetization  takes  an  appreciable  time  to 
respond  to  any  change  in  the  magnetizing  force.  Wher- 
ever any  load  or  speed  is  regulated  with  a  rheostat,  it 
saves  time  and  trouble  to  observe  this  precaution.  On 
the  same  principle  the  ammeter  needle  will  lag  behind 
the  current;  and  the  current  may  reach  the  point  of 
reversal  some  time  before  the  needle  indicates  zero,  so 
on  this  account  it  is  customary  to  open  the  switch  on  the 
safe  side  of  zero.  This  is  a  point  which  the  attendant 
should  understand,  for  if  the  machine's  E.  M.  F.  is 
allowed  to  fall  below  that  of  the  line,  reversal  takes 
place,  and  the  accompanying  sparking  may  injure  the 
commutator  as  much  as  several  months*  ordinary  wear. 
Aside  from  sparking  (which  may  be  very  light  under 
favorable  circumstances)  and  the  reversal  of  the  ammeter 
needle  (which  takes  place  only  on  the  Weston  type  of 
direct  current  meter)  there  are  other  reversal  signs  to  be 
lo  )ked  for:  (i)  motor  brushes  have  a  backward  lead,  if  any, 
under  load,  and  dynamo  brushes  a  forward  lead;  (2)  the 
tight  side  of  the  belt  always  runs  toward  the  driving 
pulley,  and  should  be  on  the  bottom,  so  that  the  sag  of 
the  slack  side  shall  increase  the  pulley  contact.  If  then 
the  bottom  side  of  a  dynamo  belt  is  seen  to  be  flapping 
or  sagging,  it  indicates  that  its  armature  is  pulling  on 
the  belt  and  is  therefore  a  motor.  Where  suspicion  is 
aroused  the  real  test  lies  in  strengthening  the  field  and 
observinjT  the  ammeter  needle;  if  the  machine  is  a  motor 
the  load  will  decrease  as  the  field  is  strengthened.  By 
looking  at    Fig.    108    it   can    be    seen    that    when    two 
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dynamos  run  in  multiple  the  E.  M.  Fs.  of  the  two  arma- 
tures oppose  each  other,  but  concur  in  direction  in  the 

Outside  circuit;  if  the  line 
switch  be  opened,  as  at 
IT,  there  is  no  common 
external  path,  and  the  op- 
position of  the  two  E.  M. 
Fs.  can  be  represented 
by  the  two  arrow  heads 
pointed  against  each  other 
in  circle  A  B  C  oi  Fig. 
109.  If  K  be  closed,  and 
there  is  not  too  great  a  difference  between  the  voltages 
of  the  two  sources,  they  will  take  the  common  path  D  L 
C,  If,  however,  the  E.  M.  F.  of  one,  B  say,  is  much 
greater  than  that  of  the  other,  it  sends  backward  through 
A  against  its  weaker  E.  M.  F.  a  current  which  runs  it 
as  a  motor.  This  takes  place  when  B's  terminal  E.  M.  F. 
is  greater  than  A*s  total 
E.  M.  F.  The  violence  of 
the  demonstration  which 
follows  a  shunt  machine's 
reversal  depends  upon  the 
discrepancy  between  the 
two  E.  M.  Fs.  If  this  is 
very  little,  it  may  not  be 
noticeable  that  one  machine 
is  running  as  a  motor;  on 
the  other  hand  if  the  field 

be  broken  on  one  machine  its  armature  will  have  no 
opposing  power  at  all,  and  a  short  circuit  follows,  with 
tremendous  sparking. 


Fig.  109. 
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We  have  learned  that  the  terminal  voliage  of  a  shunt 
machine  falls  as  the  load  increases,  but  that  up  to  a  certain 
limit  that  of  a  series  machine  rises.  It  was  early  sug- 
gested that  such  a  combination  of  these  two  machines 
might  be  made  as  would  give  between  certain  limits  a 
constant  terminal  potential  The  result  of  this  sugges- 
tion is  embodied  in  the  com  pound- wound  dynamo. 
Compounding  consists,  as  the  name  indicates,  in  placing 
both  shunt  and  series  coils  upon  the  field  cores,  and  in  so 
proportioning  their  magnetizing  effects  that  any  tendency 
of  the  shunt  field  to  weaken  is  met  by  a  counter  tendency 
of  the  series  field  to  strengthen.  Stated  thus  boldly  the 
problem  may  appear  to  be  simple;  but  there  are  modify- 
ing factors  which  render  it  more  complicated  than  it  at 
first  appears.  These  we  will  take  up  in  order.  In  the 
first  place,  if  a  dynamo  has  been  compounded  cold  it  will 
be  under-compounded  when  hot;  and  if  compounded  hot 
will  be  over-compounded  when  first  started  up.  This  is 
due  to  the  fact  that  as  the  temperature  varies  so  does  the 
resistance  of  field  and  armature,  and  also  the  reluctance 
of  the  magnetic  circuit.  Since,  however,  all  machines 
after  running  several  hours  reach  a  stable  condition  as 
regards  temperature,  these  effects  may  be  considered  as 
fixed  quantities  to  be  allowed  for.  If  a  dynamo  has  been 
successfully  compounded  its  terminal  potential  remains 
practically  constant  for  all  loads,  and  the  shunt  winding 
will  be  subjected  to  a  constant  voltage;  the  shunt  field 
ampere-turns  will  then  be  constant  after  the  temperature 
becomes  so;  hence  in  calculations  for  compounding,  the 
shunt  field  is  considered  constant,  and  has  such  a  value 
as  will  give  the  required  voltage  on  open  circuit  when 
the  series  coils  are  inactive. 
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The  third  modifying  factor  is  the  /  R  drop  through 
'tlic  armature  and  series  winding.     The  drop,  being  due 
1 0  resistance,  would  vary  with  temperature,  so  the  resist- 
-^nces  are  always  taken  at  maximum   temperature  and 
^::onsidered  constant.     If  ^  is  a  constant,  then  the  drop 
^r  loss  of  potential  is  directly  proportional  to  /;  /.  <f., 
^0  the  load.     If  the  drop  at  quarter  load  is  lo  volts,  then 
^t  full  load  it  will  be  40  volts.     To  compensate  for  this  loss 
it  is  convenient  to  know  the  loss  of  voltage  per  ampere 
of  current  in  the  armature.     Thus,  suppose  that  the  shunt 
field  on  open  circuit  gives  500  volts,  and  has  200,000 
ampere-turns.     This  gives  200,000  -4-  500  =  400  ampere- 
turns  per  volt.     Next  suppose  that  for  every  10  amperes 
of  armature  current  the  /  R  loss  is  i  volt;  this  means 
i/ioof  a  volt  per  ampere,  or  40  ampere-turns  per  ampere. 
For  every  ampere  in  the  armature  there  must  be  in  the 
series  field  40  ampere-turns,  so  that  for  a  current  of  100 
amperes  the  series  field  must  provide  100  x  40  =  4,000 
ampere-turns,  which  is  just  sufficient. 

A  machine  compounded  as  above  would  still  be  defi- 
cient, for  there  is  a  fourth  factor  to  be  allowed  for.  In 
Chapter  I.,  on  the  "Elementary  Theory  of  Dynamos," 
mention  was  made  of  the  armature  **  reaction,"  or  **back 
induction,"  and  the  term  back  ampere-turns  was  ex- 
plained. The  measure  of  this  armature  reaction  was 
found  to  be  the  product  of  the  armature  current  and  the 
number  of  armature  coils  included  between  the  double 
angle  of  lead.  On  well-designed  compound-wound 
machines  the  lead  is  the  same  for  all  loads,  so  that  the 
**  back  ampere  turns  "  are  proportional  to  the  load  and 
equal  to  T^  /,  where  7^^  is  the  number  of  armature  coils 
included   in   the  double  angle   of   lead.      Call    this  10; 
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Uien  tile  uack   ampere-turns   per  ampere  is   lo.     This* 

added  to  the  40  necessary  to  overcome  the  /  ^  loss, 
gives  50  as  the  number  of  ampere -turns  to  be  furnished 
by  the  series  windings  for  each  ampere  of  armature  cut- 
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calls  for.       That  there  is  a  max 
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Inws:      In  Chapter  L  il  was  sh 

intluence  uf  a  magnetising  force,   is  magnetized,  and  its 

magnetism  increases  as  the  magnetizing  force  incrrnses, 

until   a   point   is  reached    where  the   magnetism   is  but 

slightly  affected,   even   when   the  magnetizing  force  is 

greatly  increased.  At  this  point  the  iron  is  said  to  be 
saturated.     Next,    we  note   that  in  a  compound-wound 

machine  the  object  sought  is  to  secure  a  constant  ter- 
minal potential,  and  that  this  is  effected  by  varying  the 
armature    E.    M.    F.     Since   the   armature's   speed   and 

number  of  conductors  are  constant,  raising  the  E.  M. 
F.  is  effected  by  strengthening  the  magnetic  field, 
and  the  regulation  is  perfect  only  so  long  as  the  iron's 
magnetism  increases  at  the  same  rate  as  the  magnetizing 
force.  For  a  while  this  condition  is  satisfied,  but  as  soon 
as  the  iron  approaches  the  saturation  point  the  condition 
is  departed  from  more  and  more,  till  finally,  even  by 
doubling  the  magnetizing  force  (the  series  ampere-turns), 
the  iron  responds  but  little.  From  this  point  on  the 
terminal  voltage  decreases  as  the  current  increases,  be- 
cause the  voltage  loss  due  to  increased  reaction  and 
increased  /  /^  drop  is  greater  than  that  gained  by  the 
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extra  turns.  The  range  of  regulation  in  a  machine 
depends  upon  the  design  and  upon  the  grade  of  iron 
used  in  the  fields,  cast  iron  having  a  lower  saturation 
point  than  wrought  iron  or  steel.  Where  the  question  of 
weight  is  important,  the  cross-section  of  the  field  is  a 
minimum,  so  that  even  on  open  circuit,  when  the  shunt 
coils  alone  are  active,  the  magnetization  of  the  iron  is 
rather  high.  Under  these  circumstances  the  saturation 
point  is  soon  reached,  and  full  load  voltage  will  probably 
be  slightly  lower  than  that  at  one-half  or  three-fourths 
load.  If  weight  and  size  are  secondary  considerations, 
the  field  cores  can  be  made  of  greater  cross-section,  so  that 
on  open  circuit  the  requisite  field  is  secured  with  a  low 
magnetization  value  in  the  iron,  and  the  range  of  regula- 
tion is  increased.  If,  in  testing  a  number  of  similar 
machines,  one  gives  voltage  readings  below  the  average, 
particularly  at  full  load,  it  is  quite  possible  that  an  inferior 
quality  of  iron  has  found  its  way  into  the  armature  or 
field  core.  Before  drawing  such  a  conclusion,  however, 
all  other  sources  of  error  must  be  carefully  eliminated. 
All  magnetic  joints  should  be  inspected  and  found  tight. 
The  bore  of  the  pole  pieces  should  be  calipered  as  well 
as  the  diameter  of  the  armature  core.  The  resistance  of 
armature  and  both  field  windings  must  be  taken,  and, 
finally,  the  whole  test  should  be  run  over  with  a  new  set 
of  instruments  and  with  the  men  differently  disposed. 
This  will  eliminate  errors  of  observation  and  those  due 
to  faulty  instruments.  If  a  machine's  dimensions,  the 
quality  of  its  iron,  and  all  winding  data  are  given,  it  is 
possible  to  calculate  very  closely  the  regulation  range; 
but  all  commercial  machines  are  put  through  a  thorough 
test,  and  finally  adjusted  experimentally.  This  adjust- 
ment is  later  considered  in  detail. 
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In  actual  practice  the  compounding  of  a  dynamo  is  not 
as  much  of  an  undertaking  as  It  might  secin,  and 
has  this  advantage  over  the  engineer's  calculations,  that 
the  data  is  derived  from  the  machine  itself,  and  not  from 
tests  on  previous  machines;  especially  is  this  an  advan- 
tage where  new  types  of  machine  are  being  perfected. 
Suppose  that  we  have  on  hand  a  shunt  dynamo,  whicli  it 
is  desired  to  compound — a  case  very  likely  to  arise  out 
on  the  road,  where,  for  instance,  it  is  necessary  to  adapt 
a  shunt  machine  to  respond  to  the  sudden  fluctuations  of 
a  street  railway  circuit.  There  are  two  methods  of  pro- 
cedure, both  of  which  are  equally  practical  and  practicable, 
and  give  satisfactory  results.  The  following  requires  no 
data  and  is  free  from  calculation:  There  should  be 
available  a  spool  of  stranded  copper  cable  of  about  the 
same  cross-section  as  one  of  the  brush-holder  cables, 
also  two  heavy  clamps  to  serve  as  temporary  terminals 
for  the  cable.  The  method  consists  in  the  actual  placing 
of  successive  turns  of  wire  on  the  two  field  spools  and 
connecting  them  in  series  with  the  armature  and  external 
line.  The  machine's  open  circuit  voltage  is  adjusted  to 
nominal  value,  and  the  rheostat  thereafter  left  undis- 
turbed. The  load  is  now  gradually  increased  by  cutting 
in  more  lamps  or  otherwise  lessening  the  external  resist- 
ance, and  the  terminal  voltage  watched;  if  it  falls  off,  the 
series  turns  must  be  increased.  If  the  voltage  raises  as 
the  load  does,  the  machine  is  over-compounded,  and  some 
turns  must  be  taken  off.  This  process  of  hit  and  miss  is 
continued  until  a  satisfactory  combination  is  secured. 
To  make  room  for  the  added  coils  the  rope,  covering  on 
each  spool  may  be  removed.  A  layer  of  series  winding 
is  temporarily  placed   on  each  spool  in  such  a  way  that 
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the  current  must  flow  in  opposite  directions  around  the 
two  spools.  To  effect  this,  the  wire  on  one  can  be  wound 
from  right  to  left,  looked  at  from  above,  and  on  the 
other  from  left  to  right,  and  the  inside  ends  connected 
together.  Or,  if  both  spools  have  been  wound  alike,  the 
inside  end  of  one  and  the  outside  end  of  the  other  are 
connected  together.  The  two  coils,  as  a  whole,  must 
now  be  connected  in  circuit,  so  that  the  armature  current 
passes  around  shunt  and  series  coils,  on  any  spool,  in  the 
same  direction. 

Having  approximately  determined  the  required  number 
of  coils  a  more  careful  test  is  made.  With  the  shunt  field 
thoroughly  heated,  the  rheostat  is  again  adjusted  to 
normal  voltage  and  the  load  put  on;  if  properly  com- 
pounded the  open  circuit  voltage  will  be  maintained 
throughout  the  load  range.  As  a  preliminary  test  the 
temporary  series  coils  should  be  cut  out  and  the  full 
current  load  put  on,  with  the  rheostat  undisturbed  from 
the  position  of  normal  voltage.  A  fall  in  voltage  will  of 
course  result,  and  its  amount  should  be  noted.  Then 
the  series  coils  should  be  cut  in  and  full  current  again 
put  on.  If  the  voltage  is  less  than  before,  it  indicates 
the  series  and  shunt  coils  to  be  opposed;  this  will  be  the 
symptom  if  there  are  but  a  few  series  turns  on;  but  if  the 
series  coil  is  complete,  its  opposition  will  make  it  impossi- 
ble to  get  on  very  much  of  a  load.  In  any  such  case  the 
connection  of  the  series  coil  is  the  one  to  reverse — not 
that  of  the  shunt  coil;  reversing  the  shunt  winding 
deprives  the  machine  of  ability  to  generate.  If  the  read- 
ing is  but  little  affected,  being  almost  what  it  was  at  full 
load  with  shunt  winding  alone,  it  is  indicative  that  the 
two  series  spools  oppose  each  other,  and  that  the  fall  in 
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voltage  is  due  to  their  resistance.     The  last  condition  is 
where  the  voltage  is  nearly  that  of  open  circuit,  and  it 
indicates  that  compounding  is  progressing  and  only  needs 
exact  adjustment;  this  is  done  by  adding  or  removing 
one  turn    at  a   time  and  successively  taking  readings. 
After  the  adjustment  of  series  turns  is  made  the  machine 
is  allowed  to  run  on  full  load  long  enough  to  bring  up 
the  series  coil  to  its  miaximum  temperature.     At  the  end 
of  the  run   the  voltage  will  be  found  to  have  lowered  on 
account  of  the  rise  in  series  field  resistance;  and  this  loss 
must  be  compensated  by  putting  on  more  turns.     The 
cable  must  be  as  large  as  the  winding  space  will  permit, 
for  it  is  important  to  keep  down  the  loss  in  the  series  field 
itself.     A  machine  compounded  in  this  way,  with  all  its 
magnetic  and  electrical  losses    present,  is  compounded 
under  working  conditions,  and  can  be  relied  on  to  hold 
its  own  in  the  future  against  all  losses,  whether  due  to 
armature  reaction,  ohmic  resistance,  or  any  other  cause. 
After  a  compound  is  secured,  it  is  considered  good  prac- 
tice to  add  enough  series  turns  to  raise  the  full  load  volt- 
ip  to^  above  the  open  circuit  value.     Thus,  if  the  open 
ditiiit  Toltagc  be  500  volts,  the  full  load  voltage  will  be 
|CA  volts.    The  object  of  this  over-compounding  is  to 
ithe  machine  to  maintain  a  uniform  delivery  volt- 
point  whose  distance  will  not  entail  an  /  ^ 
50  voUs  at  full  load.     By  knowing  the  resist- 
liecd  wire  or  main  between  this  point  and  the 
rdfopcan  be  found  and  series  coils  wound 
If  the  series  field  is  stronger  than  is  re- 
tte  weakened  to  any  desired  extent  byplac- 
i  the  winding  a  shunt,  as  shown  in  Fig. 
nDsare  most  generally  used  in  street 
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railway  work,  where  feeders  of  difiFerent  lengths  require 
different  degrees  of  over-compounding.  A  convenient 
form  of  shunt,  and  one  much  used,  is  made  of  German- 
silver  tape.  Knowing  from  previous  tests  or  by  calcu- 
lation the  approximate  resistance  of  the  shunt,  several 
lengths  of  tape  are  cut,  clamped  together  in  multiple,  and 
connected  across  the  series 
field,  as  shown  in  the  figure 
at  S.  One  of  the  clamps  is 
so  arranged  that  the  strips 
can  be  easily  slipped  through, 
and  the  shunt  thus  length- 
ened or  shortened.  Having 
placed    the   shunt   upon  the 

machine  the  load  is  adjusted  and  the  voltage  meas- 
ured; if  too  high  the  shunt  is  shortened,  thus  lowering 
its  resistance  and  diminishing  the  current  in  the  series 
coils.  If  the  voltage  is  too  low  the  shunt  is  length- 
ened or,  if  necessary,  an  entire  strip  can  be  cut  out. 
There  are  several  combina'tions  of  strips  that  will  give 
the  proper  resistance,  but  one  must  be  selected  that  will 
carry  the  current  without  heating  too  much.  The  office 
of  the  shunt  is  to  adjust  the  current  in  the  series  field 
winding,  and  thereby  to  secure  the  proper  magnetizing 
effect.  Having  thus  completed  the  shunt,  it  is  soldered 
at  its  ends,  and  becomes  an  integral  part  of  the  machine. 
Sometimes,  when  a  whole  plant  is  installed,  the  final 
compounding  is  done  after  the  machines  are  in  place. 
One  point  in  favor  of  this  practice  is  that  the  machines 
are  compounded  for  exactly  the  speed  at  which  they  are 
to  run,  whether  this  be  above  or  below  the  rated  speed 
or  not.     This  is  important,  for  a  machine  will  regulate 
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the  field  current.  In  contracts  where  the  conditions  are 
previously  known,  the  machines  are  provided  with  special 
windings.  Where  machines  leaving  the  shop  are  com- 
pounded for  a  particular  speed,  the  shunt  should  be  such 
as  to  admit  of  ready  variation  in  resistance.  Some 
makers  use  German-silver  tape;  others  adopt  a  variable 
shunt  board,  by  means  of  which  a  compound  can  be 
effected  for  a  lo  ^  variation  in  speed.  When  it  is  im- 
practicable to  run  the  speed  within  this  limit,  the  machine 
may  be  recompounded  as  above,  either  by  using  a  shunt 
or  hv  adding  more  series  coils,  according  as  the  speed  is 
too  nigh  or  too  low.  When  a  compound-wound  dynamo's 
speed  is  increased,  the  effect  upon  the  two  windings  is 
different.  The  /'^  loss  in  the  armature  and  series  field 
remains  the  same  for  given  current,  but  the  voltage  con- 
tributed by  the  series  winding  varies  with  the  speed. 
Assuming  /  to  be  kept  the  same  and  the  speed  to  be  in- 
creased, the  series  Si  (ampere-turns)  remain  the  same. 
Any  increase  of  voltage  due  to  cutting  of  lines  of  force 
furnished  by  the  series  windings  is  due  to  increase  of 
speed  alone.  With  the  shunt  windings  the  magnetic 
effect  is  augmented  by  not  only  the  increase  of  speed 
directly,  but,  since  the  voltage  applied  to  the  shunt  field 
is  raised,  to  the  increase  in  field  current.  At  variable 
speed,  then,  the  series  field  current  remains  the  same, 
but  that  in  the  shunt  field  does  not.  Assuming  the  open- 
circuit  voltage  to  be  the  same,  however  the  speed  may 
vary,  the  machine  will  still  fail  to  compound  at  any  other 
than  its  proper  speed,  for  according  as  the  speed  is  high 
or  low  the  series  effect  will  be  too  much  or  too  little. 

Often   in    testing  rooms   it   is    found    impracticable, 
for   one   reason   or  another,   to   run   a   machine   at   its 
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proper  speed.     A  somewhat  curious  and  not  very  accu- 
rate circumlocution  is   then    resorted   to.     It   is   called 
"compounding  volts  per  speed,"  or  "volts  per  revolu- 
tion," and  is  based  upon  the  assumption  that  any  change 
of  speed  will  provide  a  like  change  in  the  voltage.     Thus, 
it  is  assumed   that  if  a  machine  generates  500  volts  at 
1,200  revolutions  per  minute,  it  will  give  1,000  volts  at 
2,400  revolutions  per  minute,  and  250  volts  at  600.     This 
assumption   may  be  made  without  serious  error  if  it  is 
experimentally  proven  that   the  open-circuit  voltage  fol- 
lows this  law,  but  it   is  not  at  all  likely  that  it  ever  does 
so.     It  is  much  more  satisfactory  to  determine  just  what 
effect  a  given  speed  variation  lias  on  the  voltage,  and  to 
base  corrections  upon    this,  for  we  have   just  seen   that 
speed  variation  of  voltage  on  a  compound-winding  ma- 
cliine   follows   no  such   simple  law.      Compounding  volts 
per  revolution  is  carried  out  as  follows:  Suppose  we  have 
a  rcc-Vv  It  dynamo  whose  proper  speed  is  1,000  revolutions 
oer  minute,  but  upon  taking  its  speed   it  is  found  to  be 
riii"''-^  -i^  ^^»ly  900  revolutions  per  minute.     This  is  100 
r»:v- ;.::•. :::>,  or  lo  ^    too   low.     Tlie    normal    voltage    at 
-..^  -r.:jv:  si'^^cd  would  be  100,  but  since  the  speed  is  but 
ic  -    •■    *^  vr.^per  value,  the  voltajre  is  adjusted  to  90  ^^ 
,>   •r'.^'jr   value,  and    this  gives  90  volts.      The  as- 
«^  -•'•.-   '   >  '"-i*  *»^"  ^^  i^peed  of  900  gives  a  voltage  of  90,  a 
— *•..     •     .CN^c  wouKl  give  a  voltage  of  100.      The  load  is 
,^^     .j^.^      ►^  i:'vl   the  same  performance  gone   through 

.-^.     "^  ^•:«or-miss   method   of  compounding  is 

..    ..  ,     .  ,,.r    '.*o  has  a  reel  of  (able  from  which  he 

.1.  ■  -    <<.   *  v*t  is  needrtl,  and   has  the  privilege 

.•*-»*•«     -^     "^""       rrequently,  however,   the   cable 
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inust  be  ordered  and  paid  for  in  advance,  and  it  is  de- 
sirable to  know  about  how  much  is  needed,  so  as  to  avoid 
needless  expense.  Under  these  conditions  the  following 
procedure  is  good  practice:  If  a  voltmeter  is  available, 
adjust  the  machine  to  normal  voltage,  with  line  switch 
open  and  armature  at  right  speed.  Should  no  reliable 
voltmeter  be  obtainable,  any  device  that  can  be  used  to 
read  voltage  may  be  calibrated  from  the  dynamo's  pilot 
lamp.  With  the  lamp  at  proper  brightness,  as  far  as  the 
eye  can  judge,  the  indicator  needle's  position  is  marked, 
the  indicator  being  across  the  terminals.  Once  this  sin- 
gle point  is  determined  we  can  always  tell  when  the 
voltage  is  right.  Any  indicator  that  will  give  a  readable 
deflection  will  serve  the  purpose,  and,  if  necessary,  it  can 
be  placed  in  series  with  a  high  resistance  to  reduce 
the  deflection.  If  no  indicator  can  be  had,  the  ability 
of  the  eye  to  judge  the  pilot  lamp's  brightness  must 
be  relied  upon.  This,  while  not  very  accurate,  gives 
fair  satisfaction.  Knowing  the  voltage  which  the 
machine  is  giving,  and  keeping  this  constant,  we  know 
the  field  current  to  be  constant,  and  knowing  or 
measuring  the  resistance  of  the  field,  we  can,  from 
Ohm's  law,  get  the  value  of  this  current.  If  there  is  no 
way  of  measuring  the  field  resistance,  it  can  be  deter- 
mined approximately,  as  follows :  Remove  enough  of 
the  rope,  etc.,  to  enable  the  outside  diameter  of  the 
winding  to  be  measured;  remove  the  keeper  and  expose 
the  iron  field  core;  the  diameter  of  the  core,  less  1/4  inch 
to  be  allowed  for  insulation,  gives  the  inside  diameter  of 
the  winding;  this  taken  from  the  outside  diameter  gives 
the  radial  depth  of  the  winding.  The  radial  depth  divided 
by  the  diameter  of  the  wire  gives  the  number  of  layers; 
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the  length  of  the  core  divided  by  the  wire*s  diameter 
gives  the  number  of  wires  per  layer;  the  tiumber  per 
layer  multipiied  by  the  number  of  layers  gives  the  number 
of  turns  on  the  spool.  From  the  outside  and  inside  diam- 
ters  can  be  figured  the  aver  length  of  a  turn,  from  the 
formula 


x=  — —  :   3.1410, 


3 
or, 

X  =  — -^-  X  «r, 

where  />,  //,  and  x  are,  respectively,  the  outside  and 
inside  diameters  and  the  average  length  of  a  turn.  The 
average  length  per  turn  multiplied  by  the  number  of 
turns  gives  the  length  of  wire  on  the  spool.  Taking  the 
diameter  of  the  wire,  not  including  the  insulation,  and 
consulting  a  resistance  table,  we  find  the  resistance  per 
foot;  this  multiplied  by  the  number  of  feet  equals  the 
resistance  of  the  wire  on  one  spool,  and  this  multiplied 
by  the  number  of  spools  equals  the  cold  resistance  of  field 
coils.  Next  subject  the  field  to  its  designed  voltage  till 
it  reaches  its  maximum  temperature.  From  the  rise  in 
temperature  get  the  rise  in  resistance,  and  we  have  the 
field  resistance  hot;  whence  the  field  current 


/  = 


-A'f  +  -^b 


where  ^5  is  the  field  rheostat  resistance.     As  a  last  re- 
sort, i?5  can  be  gotten  by  substituting  for  '\t  a  wire  of 
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known  dimensions  whose  resistance  is  readily  obtained 

either  by  calculation  or  from  a  table.     In  lieu  of  wire,  a 

^^mbination  of  lamps  can  be  used.     Such  a  combination 

*Jciust  be  selected  as  will  either  bring  the  lamps  to  incan- 

<icscence  or  not  heat  them  at  all,  for  there  is  a  great  dif- 

^^rence  between  the  hot  and  cold  resistance  of  a  filament. 

^Knowing  the  resistance  of  one  lamp  under  either  of  the 

^bove  conditions,  and  assuming  them   to   be  all  alike 

^rather  a  bold  assumption),  the  total  resistance  can  be 

roughly  approximated.     We  have  now  the  field  current 

^nd  the  number  of  turns  on  the  field,  from  which,  by 

multiplying,  we  get  the  field  ampere-turns  at  no  load  and 

proper  speed.     Taking  care   that   the    speed   does   not 

change,  full  load  is  now  put  on,  and  the  voltage  kept  up 

by  the  rheostat.     In  varying  the  rheostat  to  meet  the 

requirements  of  the  load  the  ampere-turns  of  excitation 

have  been  increased,  and  the  amount  of  this  increase  is 

an  exact  measure  of  the  Si  to  be  furnished  by  the  series 

windings,  and  must  be  measured.     To  do  this,  the  new 

value  of  the  field  circuit  resistance  must  be  determined. 

Since  the  field  resistance  remains  the  same,  the  problem 

is  to  again  find  what  /^^  is.     This  known. 


^F  +  ^b 


From  this  we  get  the  Si'  at  full  load,  and  the  difference 
between  5/ and  Si'  gives  the  ampere-turns  to  be  fur- 
nished by  the  series  coils.  To  find  the  number  of  series 
coils  needed  it  is  only  necessary  to  divide  the  series  Si 
by  the  full  load  armature  current.  Thus,  suppose  the  no 
load  Si  to  be  25,000,  and  the  full  load   Si  to  be  28,000, 
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also  the  full-load  armature  current  to  be  loo  amperes, 
then  the  number  of  series  turns  is 


a8,ooo  —  25,000  _ 
xoo 


=  30, 


or  15  turns  on  each  spool,  if  there  are  two  spools.  Know- 
ing the  amount  of  space  available  for  winding,  the  amount 
of  cable  necessary  is  readily  figured  and  ordered  accord- 
ingly, with  a  little  margin  for  terminals  and  final  experi- 
mental adjustment. 

The  above  method  is  incomplete  in  that  it  makes  no 
allowance  for  the  drop  through  the  series  coils  themselves. 
The  first  result  is  an  approximation  then,  and  must  be  cor- 
rected by  the  addition  of  sufficient  turns  to  care  for  the 
series  field  IR  loss  as  figured  from  the  size  and  length  of 
the  cable  used.  Each  addition  of  series  turns  further 
increases  the  resistance,  so  that  more  turns  must  be  added 
to  compensate  for  this  increase.  The  process  of  adding 
and  reading  can  be  carried  to  the  closest  approximation. 
The  method  may  seem  rather  tentative,  but  in  the  par- 
ticular case  it  is  assumed  that  no  data  is  held  and  that^ 
there  are  no  facilities  for  testing.  Should  it  develop  that 
the  iron  is  so  saturated  by  the  shunt  coils  that  series  coils 
have  too  little  effect,  a  compound  can  be  effected  only  by 
running  the  dynamo  at  a  lower  voltage.  This  lessens  the 
shunt  field  lines  of  force  and  makes  more  room  for  the 
scries. 

In  calculating  the  size  of  cable  for  use  as  series 
coils,  the  IR  loss  in  them  should  not  exceed  2  j^  of  the 
terminal  voltage.  Knowing  the  length  of  cable  to  be 
put  on,  and  the  maximum  allowable  resistance,  a  resist- 
ance table  will   give  the   minimum  cross-section.     It  is 
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well  to  keep  within  the  limit,  so  as  to  allow  for  any  neces- 
sary additional  turns.  Besides  the  desirability  of  minimiz- 
ing the  series  field  loss,  it  may  be  observed  that  if  too 
small  a  wire  is  used  it  will  be  impossible  to  compound  the 
dynamo  at  all.  This  condition  obtains  when  the  resist- 
ance of  each  added  turn  causes  an  additional  drop  greater 
than  the  increase  of  voltage  which  its  magnetizing  efifect 
produces.  Each  turn  must  therefore  supply  more  voltage 
than  it  itself  consumes. 

Series  windings  on  small  dynamos  are  generally 
stranded  copper  wire,  thus  offering  more  radiating  sur- 
face for  given  sectional  area  than  solid  wire  does.  On 
large  machines  flat  copper  tape  is  used,  being  almost  as 
flexible  and  more  compact  than  the  stranded  cable,  and 
giving  a  larger  radiating  surface.  Where  an  old  shunt 
machine  is  compounded,  the  series  turns  are  wound 
outside  the  shunt,  but  on  new  machines  the  series 
coils  are  placed  underneath;  the  tape  or  strip  copper 
being  lathe  wound  between  alternate  layers  of  insulation. 
The  reason  old  machines  take  the  series  coils  outside  is 
that  the  shunt  coils'  presence  makes  it  cheaper  and 
more  convenient  to  do  so:  new  machines  take  them 
inside  because  that  in  order  to  keep  the  IR  drop  low  the 
cross-section  of  the  series  conductor  is  comparatively 
great,  and  the  current  density,  hence  the  heating,  is  less 
than  in  the  shunt  field,  which  is  therefore  put  outside 
next  to  the  air.  Aside  from  this,  a  fine  wire  winding  tends 
to  heat  more,  because  the  wires  lie  closer  together  and 
lessen  the  intermediate  airspaces.  When  not  wound  one 
over  the  other,  the  shunt  and  series  coils  are  wound  side 
by  side,  each  having  full  radial  depth.  This  enables 
either  one  to  be  removed  without  disturbing  the  other. 
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It  simplifies  connecting  to  wind  shunt  and  series  coils  in 
the  same  direction  on  the  spool  Before  makin|^  perma- 
nent connections,  temporary  ones  can  be  used  for  getting 
the  two  windings  of  the  same  and  alternate  pole  pieces 
of  opposite  polarity.  In  using  the  pilot  lamp  as  a  guide, 
allowance  must  be  made  for  the  fact  that  as  a  rule  it 
burns  brighter  than  the  lamps  out  on  the  line. 


CHAPTER  X. 

THE   COMPOUND-WOUND    DYNAMO. — GENERAL    TESTS. 

A  COMPOUND-WOUND  machine,  partaking  as  it  does  of 
the  nature  of  a  shunt  and  series  machine,  possesses  the 
characteristics  of  both;  like  a  shunt  dynamo  it  maintains 
its  voltage  on  open  circuit,  and  like  a  series  machine  it 
maintains  its  field  on  short  circuit,  and  will  give  trouble 
with  belts  or  clutches  unless  the  cut-outs  act  promptly. 
As  with  shunt  machines,  the  independence  of  its  shunt 
field  adapts  it  for  running  in  multiple  with  other  ma- 
chines; but  the  instability  of  its  series  field  requires  the 
use  of  a  special  regulating  device  called  an  ** equalizer." 

The  office  and  action  of  an  **  equalizing  bar"  is  un- 
derstood by  comparatively  few.  Its  object  is  to  enable 
each  of  several  compound-wound  or  series  machines,  run- 
ning in  multiple,  to  take  its  share  of  the  load,  and  to 
make  them  independent  of  small  speed  variations.  Its 
action  is  as  follows:  Suppose  two  compound-wound 
machines  are  connected  in  multiple,  and  that  the  series 
and  shunt  coils  on  both  dynamos  are  cumulatively 
connected:  one  terminal  of  each  dynamo  goes  to  the 
negative  **  bus-bar,"  as  shown  in  Fig.  iii;  the  other 
terminal,  one  end  of  the  series  winding,  goes  to  the  pos- 
itive **  bus-bar."  The  equalizer  runs  from  the  brush 
to  which  the  series  field  on  one  machine  is  attached  to 
the    corresponding    brush    on   the   other    machine.     It 
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always  joins  the  two  brushes  which  are  ai  the  same  po- 
tential, when  the  machines  run  at  the  same  voltage. 

If  by  mistake  the  eqaalirer  is  rUn  frum  the  pagttive 
brush  of  one  dynamo  to  the  negative  brush  of  another, 
a  short  circuit  results  wh^^'*  the  switches  are  closed,  be- 
cause (Fig,  III)  it  bring  igether  the  positive  aad 
negative  sides  of  the  i^an  ^namo.  It  is  necessary, 
therefore,  that  the  machines     lould  be  of  such  polarity 


Fig.  III. 

as  to  make  of  the  same  sign  all  brushes  attached  to  the 
series  fields.  This  condition  can  be  obtained  as  follows: 
a  voltmeter  is  placed  across  the  brushes  of  one  machine 
in  such  a  way  that  when  the  meter  circuit  is  closed  the 
needle  deflects  in  the  proper  direction;  the  line  con- 
nected to  the  brush  next  to  the  series  field  is  marked; 
placing  the  meter  across  another  machine,  with  the 
marked    line    on    the   series    field    brush,   the   deflection 
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should  be  in  the  same  direction  as  before;  if  it  is  not, 
the  polarity  of  one  machine  must  be  reversed  before 
closing  the  line  switch.  This  can  be  done  by  shifting 
the  series  field  connection  to  the  other  side  of  the 
armature,  in  which  case  the  shunt  field  must  be  con- 
nected in  **long  shunt,"  otherwise  the  shunt  connections 
are  reversed  and  the  machine  will  refuse  to  generate;  it 
is  customary,  however,  to  effect  reversal  by  recharging 
the  shunt  field  from  the  line.  This  done,  and  the  volt- 
ages of  machine  and  line  equal  but  opposite,  the  meter 
should  read  zero  between  the  series  field  brushes,  and  it 
is  here  that  the  equalizer  is  connected.  If  one  machine 
runs  with  load  and  the  other  without  load,  the  brush  to 
brush  voltage  of  the  former  will  be  higher  than  that  of 
the  latter,  although  their  terminal  voltages  may  be  the 
same.  The  terminal  voltages  must  be  nearly  the  same, 
because  the  machines'  terminals  are  points  in  common 
on  the  bus-bars,  except  in  so  far  as  they  may  be  connected 
to  the  bars  at  some  little  distance  apart,  and  the  terminal 
voltage  of  two  machines  will  differ  only  by  an  amount 
equal  to  the  IR  drop  in  that  part  of  the  busbar  included 
between  them.  In  other  words,  the  machine  or  ma- 
chines already  in  service  practically  dictate  the  terminal 
voltage.  Their  brush  voltages  differ,  because:  every 
dynamo  under  load  has  an  external  and  an  internal  cir- 
cuit; if  there  are  no  motors  in  service  the  external  cir- 
cuit has  only  ohmic  resistance;  but  the  internal  circuit 
has  both  ohmic  and  inductive  resistance — ohmic  resist- 
ance due  to  the  armature  wire,  and  inductive  resistance 
due  to  the  very  force  which  produces  the  difference  of 
potential.  The  two  brushes  are  then  the  boundary 
line  between  the  external  and  internal  circuit,  and  as  far 
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falls,  the  potential  of  that  end  of  the  equalizer  falls,  and  a 
current  flows  through  the  equalizer  to  the  series  field  of 
the  lower  potential  machine.  The  field  of  this  machine 
being  thus  strengthened,  its  voltage  rises  and  it  takes 
more  load.  Equalization  takes  place  promptly,  and  cur- 
rent flows  through  the  equalizer  first  one  way  and  then 
the  other,  and  sometimes  not  at  all. 

Any  attempt  to  run  compound-wound  or  series  machines 
in  multiple  without  either  rigid  connection  between  the 
armature  shafts  or  an  equalizer,  will  always  give  trouble. 
If  the  speed,  and  with  it  the  voltage,  of  one  machine  falls 
off,  the  other  machine  takes  the  extra  load,  and  in  this 
way,  strengthening  its  own  series  field,  induces  it  to 
further  overload  itself  and  unload  its  companion.  On 
machines  overcompounded  lo  ^  or  20  5^,  the  trouble  is 
aggravated. 

There  is  one  condition  under  which  two  compound- 
wound  or  series  machines  will  run  together  in  multiple 
without  either  rigid  connection  or  equalizer,  and  this  is 
when  both  belts  are  free  to  slip;  it  is  then  impossible  to 
overload  either  machine,  for  as  soon  as  its  load  reaches  a 
certain  value,  the  belt  slips,  the  armature  slows  down,  the 
voltage  falls,  and  the  load  shifts  to  the  other  machine, 
which  in  turn  performs  the  same  cycle.  This  is  not  an 
accepted  mode  of  regulation,  for  aside  from  its  inefficiency, 
it  consumes  brushes  by  the  sparking.  Where  there  are 
more  than  two  compound-wound  machines  running  in 
multiple,  the  equalizing  bar  is  carried  from  machine  to 
machine  till  all  are  joined  together.  Each  machine  thus 
depends  for  regulation  upon  all  the  rest. 

To  introduce  a  compound-wound  machine  into  circuit 
with  other  compound-wound  machines  running  in  multi- 
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ifQ  d  Its  follows:  The  shunt  field  is  first  charged 
truui  the  line,  ;tiid  the  open -circuit  voltage  adjusted  to 
the  proper  value,  and  opposed  to  the  line  voltage;  next, 
close  the  cqualifing  switch,  thus  putting  a  series  field  on 


the   machine.       The    *. 
machine*s  vohage,  ami  t 
arU'^uut  depending  upo 
Th*  hue  switch  is  next       s- 
atrly  takes  its  load.     Tfic 
because  in  stations  where  u. 
compounded  the  terminal  tc 
escceeds  the  open  circuit  vol 


eifect  is  to  raise  the 
that  on  the  line  b}^  an 
'machines are  in  service, 
d  the  machine  immedi- 
itch  is  not  closed  first, 
:hi  neB  arc  heavily  over- 
of  the  loaded  machines 
i{  the  machine  to  be  put 


on,  and  closing  the  line  switch  first  under  these  condi- 
tions would  result  in  running  the  machine  as  a  motor, 
and  probably  in  the  wrong  direction.  With  the  equalizing 
switch  in  first  this  cannot  occur  for  the  reasons  stated 
above.  In  practice  a  three-pole  switch  is  arranged  to 
throw  in  the  equalizer  a  little  ahead  of  the  line  switch. 
With  the  shunt  field  across  the  line  it  is  impossible 
to  permanently  reverse  a  compound-wound  machine's 
polarity,  unless  the  polarity  of  all  becomes  reversed,  for, 
if  the  shunt  field  is  permanently  charged  from  the  line, 
its  polarity  is  fixed  so  long  as  the  connections  are  undis- 
turbed. In  all  cases  where  changes  or  repairs  have  been 
madj  in  field  or  rheostat  wiring,  the  machine's  polarity 
should  be  tested.  The  equalizer  connections  must  be 
good,  and  the  bar  of  good  cross-section,  otherwise  the 
equalizer  fails  in  its  object  to  place  all  series  field  brushes 
at  the  same  potential.  Bad  regulation  between  com- 
pound-wound machines  has  frequently  been  traced  to 
insufficient  copper,  or  to  a  loose  connection  in  the 
equalizer. 
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The  discussion  so  far  has  involved  only  machines  of 
the  same  current  capacity  and  of  the  same  general  type. 
Often,  however,  it  is  desired  to  run  in  multiple  machines 
of  equal  voltage  but  different  load  capacities.  The 
equalizer  makes  this  possible,  provided  a  single  condition 
is   satisfied,   namely:    that  the  resistance   of  the  series 
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Fig.  112. 


fields  be  made  inversely  proportional  to  the  intended  out- 
put of  the  machines,  so  that  for  any  variation  of  line 
resistance  the  variation  of  series  field  /  R  drop  shall  be 
the  same.  That  is  to  say,  if  A'%  output  is  to  be  twice 
-^'s,  B^s  series  field  resistance  must  be  twice  A'%\  other- 
wise they  will  not  share  the  load  properly.  This  feature 
of  the  compound. wound  machine  is  a  series  machine 
characteristic,  and  is  best  understood  when  considered  in 
connection  with  them.     Fig.  112  gives  connections   for 
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two  series  dynamos  running  in  multiple,  with  an  equal iier 
between  them-  A  and  B  are  the  armatures  of  the  two 
machines,  and  ^^and  5^  their  series  fields  respectively;  A' 
is  the  equalizer  switch  anH  MT'^  A''  those  of  ^  and  A. 


A  is  the  machine  of  larg 
and  the  resistances  of  ^^ 
tration,  to  be  the  same.     N 
equalizer,  the  effect  of  closi; 
two  fields  (S^f  S^)  of  equal 
therefore  take  equal  curr** 
with  load  at  the  time  A'  is 


put,  say  twice  that  of  B^ 
S^  we  suppose,  for  Ulus- 
!ttng  the  resistance  of  the 
A"*  is  to  place  in  multiple 
iistance;  these  fields  will 
f  one  machine  is  running 
„.d.     This  current  in  itself 


would  perhaps  be  sufficient  to  injure  the  series  field  of 
the  smaller  machine  even  were  its  line  switch  never  closed, 
so  that  the  armature  could  do  work.  Aside  from  this,  if 
the  two  fields  have  the  same  number  of  turns  the  smaller 
machine's  field  will  be  disproportionately  strong,  and  if 
smaller  machine  has  more  turns,  as  it  is  likely  to  have, 
this  disproportion  increases,  so  that  for  all  loads  the 
smaller  machine  takes  more  than  its  share,  while  the 
larger  machine  takes  less,  and  the  equalizer  is  never  idle. 
To  keep  the  load  proportionately  shared  either  of  two 
things  must  be  done:  First,  The  rheostat  of  the  smaller 
machine  must  be  constantly  changed  to  suit  variations  of 
load  just  as  on  a  shunt  machine;  on  circuits  subjected  to 
sudden  and  violent  changes,  such  as  are  found  on  street 
railway  circuits,  this  is  impracticable,  and  where  it  is 
tried  sparking  and  belt  slipping  ensues;  in  any  case,  we 
lose  the  most  valuable  property  of  a  compound-wound 
machine,  namely,  its  regulative  power,  for  a  compound* 
wound  machine  will  regulate  for  constant  potential  only 
when  its  rheostat  is  adjusted  for  normal  voltage  on  open 
circuit,  and  left  in  that  position,  the  series  winding  pro- 
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viding  the  additional  voltage  necessary  to  care  for  load 
losses.  Second,  The  series  field  of  the  smaller  machine 
must  be  weakened,  and  this  is  done  by  putting  in  series 
with  it  a  resistance  (such  a  resistance  must  be  inserted 
beyond  the  point  where  the  equalizer  taps  on,  so  as  not 
to  be  in  circuit  when  current  flows  from  B  to  A).  Sup- 
pose A  has  a  current  output  of  300  amperes,  and  B^  of 
100  amperes,  and  that  As  series  field  resistance  is  .002 
ohm:  What  should  that  of  ^'s  be?  Since  B's  current  is 
one-third  of  -^'s,  B's  field  resistance  must  be  three 
times  A%\  or  3  x  .002  =  .006  ohm.  If  it  happens  to 
be  only  .0042  ohm,  we  must  add  an  extra  resistance  of 
.006  —  .0042  =  .0018  ohm,  which  had  preferably  be 
put  between  the  series  coils  and  the  positive  bus-bar. 
On  the  other  hand,  if  B'%  field  resistance  is  too 
great,  or  -^'s  too  small,  the  extra  resistance  must  be 
placed  in  As  field.  In  general,  calling  /^,  /.  the  respec- 
tive currents,  and^g,  i^'.the  respective  resistances  of  the 
fields  of  A  and  j9,  then  must  R^  :  R\  \\I^  \  7^,  or  in 
words:  to  have  proper  regulation  the  series  field  resist- 
ances must  be  inversely  as  the  maximum  currents  they 
are  to  carry.  Multiplying  means  together  and  extremes 
together,  we  have  R^  I^  =  R'g  I,,  whence 

^.=  ^^;,and^'.  =  ^i?.. 

Take  the  example  analyzed  above:  7^  =  300,  /,  =  100; 
R^  =  .002;  R\  =  ?  From  the  above 

R\=  -~  w^g  =  - —  X  .002  =  .3  X  .002  =  .006  ohm. 
y,      100 

Suppose  B*s    field   resistance  =  .008  ohm:    What   must 

As  be?    7^  =  300,  7,  =  100;  R\  =.008:  R^  =  ? 


r 
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tiftt  of  power  which  is 
K  In  the  cases  above, 
to  be  $00.     Then  the 


J?,  =  -^  X  rf'i  =  —  X  .ooS  =  '—^  =  ,ooj6d  ohm. 

Since  ^*s  measures  .001,  aa  extra  resistance  =  .00266  — 
.007  ^^  «ooo66  ohm  niiist  be  adg  o  A's  field.  This  exira 
re^tst^ncc  consumes  a  small  «- 
the  price  psid  for  good  regnlat- 
stifipoie  the  machines*  voltage 
watts  output  of  each  will  be: 

^  =  500  X  joo  =  150,000  watts 
77  =  500  X  too  =    50,000  vatts. 

Watts  wasted  In  4"%  resistance  =  .00066  X  joo'  = 
.00066  X  90,000  =  59.4  watts,  or  about  what  is  con- 
sumed in  a  16  candle-power  lamp. 

Compound-wound  dynamos  and  shunt  dynamos  can 
be  run  in  multiple  with  each  other  if  the  load  does 
not  vary,  or  if  the  latter's  field  is  regulated  by  hand; 
otherwise,  the  compound-wound  machine  will  take  more 
than  its  share  of  load  for  all  loads  above  that  at  which 
the  shunt  machine's  rheostat  has  been  adjusted.  This 
is  because  as  the  load  increases  the  shunt  machine's 
voltage  falls  off,  while  the  compound-wound  machine's 
does  not.  Again,  if  the  shunt  machine  is  adjusted  to 
share  the  load  properly  at  full  load,  then  if  the  load 
decreases,  the  shunt  machine's  voltage  rises  while  that 
of  the  compound-wound  machine  falls,  if  the  latter  is  at 
all  overcompounded,  and  should  the  external  circuit  be 
opened,  leaving  the  two  machines  directly  connected  to 
each  other,  it  is  very  possible  that  the  shunt  machine  will 
reverse  the  compound-wound  machine,  and  run  it  as  a 
motor.  The  behavior  under  these  circumstances  is  very 
peculiar   if   the   two    machines   are    of   about    the   same 
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capacity:  the  shunt  machine  starts  off  as  a  generator 
with  nothing  on  its  circuit  except  the  compound-wound 
machine's  field  and  armature.  The  current  in  the  com- 
pound-wound machine  has  been  reversed,  and  hence  the 
shunt  and  series  fields  oppose  and  neutralize  each  other, 
thus  destroying  all  C.  E.  M.  F.  that  the  machine  may  at 
first  produce.  The  shunt  machine,  now  acting  through 
a  short  circuit,  drops  its  field,  and  with  it  its  generating 
power.  The  compound-wound  machine  now  .takes  a 
turn  as  generator,  and  is  in  turn  short  circuited  through 
the  shunt  machine's  armature.  By  virtue  of  its  series 
windings  the  compound-wound  machine  cannot  lose  its 
field,  and  unless  a  belt  or  circuit-breaker  gives  way,  will 
drive  the  shunt  machine  as  a  motor  and  at  a  high  rate 
of  speed.  Now  the  shunt  machine  runs  in  the  same 
direction,  with  given  connections,  whether  as  generator 
or  motor,  and  as  the  speed  rises,  so  does  the  C.  E.  M.  F., 
causing  the  armature  current  to  decrease,  and  with  it  the 
series  field  strength  on  the  compound -wound  machine 
till  the  latter  is  no  longer  able  to  maintain  its  voltage, 
and  is  again  reversed  and  run  as  a  motor.  The  same 
cycle  could  be  repeated,  if  circuit,  belts,  and  engines 
remain  intact. 

With  the  snunt  machine  separately  excited  it  cannot 
lose  its  field  at  any  stage,  and  the  behavior  is  somewhat 
modified;  at  the  point  where  the  compound-wound 
machine  is  run  as  a  motor,  the  current  in  its  series  field, 
being  reversed,  soon  overpowers  the  shunt  field  and 
reverses  its  polarity,  when  the  two  machines  now  run 
in  series  as  generators,  and  something  has  to  give  way 
or  burn  out.  J  ust  before  the  compound-wound  machine's 
polarity   is    reversed,   the   C.    E.    M.    F.   decreases   and 
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becomes  zero.  Until  this  point  is  readied  it  has  been 
running  as  a  shunt  motor,  and  hence  in  the  same  direction 
as  the  engine;  at  the  moment  of  the  reversal,  however, 
th2  motor  action  of  the  armature  reverses  the  direction 
of  rotation,  and  at  this  point  a  belt  is  almost  sure  to 
break  or  fly  off.  Even  the  loss  of  a  belt  docs  not 
permanently  relieve  matters  (except  in  special  cases 
where  the  belt  drives  a  loss  sup  Uer),  for  the  two  arma- 
tures ar.e  still  electrically  connected,  and  very  curious 
demonstrations  sometimes  take  place,  especially  with 
heavy  armatures  of  great  inertia.  Some  of  these  will 
be  dwelt  up  hi  in  treating  of  generator  tests. 

Compound-wound  machines  may  be  run  in  series  as 
well  as  multiple,  and  then  require  no  equalizer.  Like 
other  machines  they  are  placed  in  series  by  connecting 
any  two  terminals  that  will  enable  the  machines'  combined 
voltages  to  be  read  at  the  remaining  terminals.  When 
any  number  of  machines  are  in  series  the  same  current 
passes  through  all,  so  that  any  load  variations  must  be 
due  to  variations  in  voltage,  and  these  in  turn  are  due 
to  speed  variations  incidental  to  belt  slipping  and 
inequalities  in  driving  of  isolated  engines.  The  best 
regulation  is  secured  by  placing  the  shunt  fields  in  series, 
and  exciting  them  with  the  entire  voltage  of  the  set;  in 
this  way  any  speed  variation  in  one  machine  affects  the 
fields  of  all,  so  that  the  effect  is  distributed. 

The  nicety  of  regulation  is  lost  when  compound-wound 

machine  and    shunt  or  separately  excited  machines  are 

run  in  series,   for  while  the  compound-wound  machine 

may  keep  the  voltage  constant  at  its  own  terminals,  it 

annot  compensate  for  the  losses  in  the  machines  with 

^t  is  in  series,  unless  especially  overcompounded 
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to  do  SO.  In  general,  therefore,  compound-wound 
machines  are  not  run  in  series  with  other  machines 
except  in  testing  room  practice,  and  here  it  is  either  for 
special  reasons,  or  through  force  of  circumstances.  It  is 
well,  however,  to  know  that  it  is  done,  for  though  one 
may  never  be  called  upon  to  run  such  a  test,  it  may  be 
convenient  to  adopt  some  feature  of  it. 

A  station  employing  only  compound-wound  machines 
may  be  regarded  as  a  single  compound-wound  machine 
of  variable  output,  and  may  be  put  to  service  on  the  same 
mains  with  another  similar  station,  provided  an  equalizer 
is  placed  between  the  stations  precisely  as  in  the  case  of 
two  machines,  for  otherwise  first  one  station  and  then 
the  other  will  take  the  greater  load.  There  is,  however, 
a  difference  in  degree,  though  not  in  kind,  between  the 
case  of  two  stations  and  that  of  two  dynamos.  Running 
two  stations  in  multiple  would  be  illustrated  by  dividing 
the  dynamos  of  one  large  station  into  two  sets,  all  those 
of  a  set  being  connected  by  an  equalizer,  but  each  set 
being  kept  distinct  from  the  other.  The  more  dynamos 
there  are  in  each  set,  the  smaller  will  be  the  percentage 
variation  of  load  per  machine  for  any  given  change  in  the 
station  output.  Since  it  is  the  per  cent,  change  which 
produces  a  change  in  the  voltage,  and  the  subsequent 
unbalancing  of  the  load,  it  follows  that  the  two  sets  could 
be  run  in  multiple  without  an  equalizer  more  satisfacto- 
rily than  two  single  dynamos  could  be.  Two  distant  sta- 
tions would  work  more  smoothly  together  in  proportion 
as  the  total  output  increased,  because  the  greater  the 
output  the  less  percentage  of  it  is  any  given  variation, 
and  hence  the  less  the  effect  upon  each  machine.  The 
fewer  the  dynamos  in  each  set,  the  more  marked  the 
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change,  an^l  a  limit  is  i*non  reach eit  where  even  with  hi 
regulation  of  rheostats  it  Is  impossible  to  keep  in  il»c 
Individual  machme  circuit-breakers.  We  specify  inJivid- 
ual  machine'  rimut  breakers  because  the  latter  ran  l>e 
disposed  in  either  of  two  ways:  each  machine  may  have 
a  circuit-breaker,  or  there  may  be  a  circuit-breaker  set  at 
their  combined  output,  and  situated  in  the  bus-bar  com- 
mon to  all  the  machines.  In  the  first  case,  as  soon  as  a 
machine  for  any  reason  takes  undue  load,  its  own  breaker 
responds;  in  the  second  case,  even  if  the  equalizer  is  in 
use,  the  machines  are  not  protected,  and  are  free  to 
reverse  each  other  should  there  be  any  great  discrepancy 
in  their  voltages,  and  the  external  load  becomes  greatly 
rcilncetl.  This  is  because  where  the  external  load  is 
great  the  external  resistance  is  comparatively  low  and 
offers  an  easy  path  to  the  output  of  the  machines  in 
common ;  but  if  the  load  gets  small,  or,  to  take  an  ex- 
tren\e  but  common  case,  if  the  load  becomes  zero,  as  it 
docs  when  either  the  consumers  cease  to  use  power, 
or  the  station  cirvuitbreaker  goes  out,  there  is  no 
common  outside  circuit  for  the  machine's  currents  to 
t\>ncur  in^  and  they  are  left  to  oppose  each  other  in  the 
IvkaI  circuits  of  the  machines  themselves.  This  point 
And  its  bearing  o:\  station  practice  is  considered  trlsc- 
whert'.  rhe  mv>re  hi^^hly  c\>mpounded  the  dynamos 
Ate^  the  m ^rc  vjv>Icat  the  dem^>^astndon  upon  tiying  to 
run  thv*m  \v<th  ^at  an  ex^ualixer.  Nfcaii>e  >>  much  the  more 
ra^nvitv  doe<  a  nvwhtnc^^  vo!tA§xf  ra-^.  ::p  when  tbecarrent, 
anv!  hc*a\^r  :he  scrtc>  n;r\!  >:r?r^:X  irscreases^  However, 
\;ts.:an.>fsi  vXH:\t  K'  V  :.V,  waeoe  two  st&tioKS  have  been 
:t:to.v>s":,' I!v  r;-^  n-i  :i:u':;7»>  equalizer,  bat  ia 

th<^$3e  ca<^f>^  :^.^  s:a::.^c5$  r  »ipifft,a»d  the 
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comparatively  high  resistance  of  the  overhead  work  and 
ground  return  made  the  feat  practicable  by  narrowing 
the  limits  between  which  fluctuations  could  take  place. 
To. see  this  more  clearly,  suppose  the  two  stations  to  be 
10  miles  apart,  and  that  the  load,  contributed  to  by  both 
in  common,  is  midway  between  them;  let  the  line  resist- 
ance between  the  two  stations  be,  say,  2  ohms.  Now 
since  any  difference  in  load  taken  by  the  two  similarly 
constructed  stations  is  due  to  a  difference  in  their 
E.  M.  Fs.,  any  one  station  will  take  its  maximum  load 
when  this  difference  in  E.  M.  F.  is  greatest,  and  this 
will  be  the  case  when  the  E.  M.  F.  of  the  opposing 
station  is  zero.  Call  one  station  A  and  the  other  /?,  and 
suppose  i?'s  effective  voltage  upon  the  line  to  become 
zero.  This  condition  can  be  obtained  in  either  of  two 
ways:  i.  By  opening  ^'s  line  switch  and  cutting -^  out 
of  circuit;  .2.  In  event  of  the  driving  power  of  B  be- 
coming suddenly  disabled,  as  by  bursting  a  steam  pipe, 
throwing  a  belt,  or  breaking  a  shaft  or  turbine,  thereby 
leaving  -^'s  dynamos  inactive  electrically,  but  directly 
across  the  line  as  a  short  circuit.  In  the  first  case  the 
maximum  current  which  A  can  send  depends  upon  ^, 
the  resistance  in  the  path  of  the  natural  load  plus  the 
line  resistance  from  A  to  R  (in  this  case  i  ohm),  and 
even  if  R  becomes  short  circuited  the  current  cannot 
exceed 

600        , 

=  600  amperes, 

where  600  is  A's>  E.  M.  F.  and  i  ohm  =  R.  In  the 
second  case,  where  we  suppose  an  accident  to  leave  B  a 
short  circuit  across  the  line,  the  maximum  current  which 
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a  125  volt  100  KW  armature  to  be  rewound;  the  one 
returned  to  him  was  wound  for  250  volts,  but  in 
general  appearance  was  the  same  as  the  old  one.  The 
state  of  affairs  existing  on  the  line  as  soon  as  the  250 
volt  armature  running  in  125  volt  fields  joined  forces 
with  its  125  volt  mate,  would  have  been  deplorable  had 
the  line  switch  been  thrown  in,  but  a  smoking  rheostat 
attracted  attention,  and  excited  suspicion,  and  upon 
shutting  down  some  quick  eye  noticed  that  the  new  com- 
mutator had  more  bars  than  the  old  one. 

The  practice  of  running  storage  batteries  and  dyna- 
mos together  is  not  without  illustration,  especially  in 
European  power  and  lighting  station  practice,  where 
batteries  carry  much  of  the  day  load,  and  also  the  peak 
of  the  load  when  running  at  full  capacity;  in  this  way  the 
machine  capacity  required  in  the  station  is  reduced,  and 
a  higher  average  load  secured,  so  that  the  station  runs 
at  greater  efficiency.  The  factors  modifying  efficiency 
are  considered  elsewhere  in  this  book,  but  as  a  natural 
sequence  to  the  above  assertion  that  **the  station  runs 
at  greater  efficiency,"  we  will  say  it  is  because,  in  all 
devices  for  converting  or  transmitting  energy,  there  are 
certain  losses  due  to  radiation  of  heat,  condensation  of 
steam,  friction  of  moving  parts,  resistance  of  electrical 
conductors,  and  what  not.  If  a  station  runs  without 
delivering  any  work  to  consumers,  the  internal  losses 
constitute  the  entire  station  load,  there  is  no  output  to 
make  returns,  and  the  station  efficiency  is  zero.  If  on 
the  other  hand  the  station  runs  at  full  load,  the  losses 
increase,  it  is  true,  but  not  nearly  in  the  proportion  that 
the  useful  output  which  is  being  paid  for  does.  Again, 
if  a  station  is  equipped  to  deliver  1,000  horse  power  to 
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consumers,  and  it  is  called  upon  to  deliver  only  500  horse 
power,  it  means  that  the  station  is  twice  too  large,  and 
that  half  the  money  invested  might  better  be  elsewhere 
drawing  interest. 

The  object  sought  in  series  running  is  generally  a 
higher  voltage  than  is  obtainable  from  a  single  machine, 
and  cases  are  on  record  where  the  voltage  on  arc  cir- 
cuits has  been  run  up  to  6,000  or  7,000  volts.  The  rea- 
son such  voltages  are  not  attainable  on  single  machines 
is  that  the  insulation  will  not  stand  it,  especially  that  of 
the  commutator.  By  connecting  several  machines  in 
series,  each  machine's  insulation  is  subjected  only  to  the 
potential  ditYerence  between  that  machine's  terminals, 
unless  one  side  of  the  line  becomes  grounded,  then  the 
machine  nearest  the  other  side  the  line  is  subjected  to 
tlie  lull  Yoliai;:e  of  the  system,  if  the  frames  of  all  the 
raaohines  are  nietallioally  connected,  as  they  would  be  on 
an  iron  tUn^r,  Rut  this  is  seldom  the  case,  and  the  result 
oi  a  jirouuvl  on  any  machine  is  simply  to  weaken  the 
breaking  v!*nvn  ;ns;:*.a:;v*n  of  that  machine.  If  with  any 
nu:ulvr  v^l"  machines  in  senes  it  is  desired  to  cut  one  or 
nu^ve  ou:  v^f  scrv;ce.  i:  :s  easily  d  -ne  by  reducing  the 
machine's  r.cM  t*^  rcr^\  On  shun:  machines  this  is  done 
l^v  c;^c:*::\c  :hc  s  ./.:*.:  r.eli  cirjuii  by  means  of  the 
r/ccvta;  a:^*  a  sw::ch:  cr.  scT:e5  machines  by  short 
c  : V ,  . ; . :\c  : h  c  << : . cs  -^ .'  c!  I r,  e ::h *r  case  there  is  no 
X* ,;  ^  cc '.  X  '  :  ^  c  "^ ,; x^  c  s  : ,.  '  c:  r  *:  ^s  ^  n: : : :  r  o r  gi vi ng  a ny 
;  s  .  :•  c  \\  ""  c  c  ,;  X  ' ,  • :  .  ■ .:  ,\  c .  m;^;  -r.i-wo^ind  dynamo 
^ .  *  *  x;  ov  ..  ',  ;  V  _v  \.-;  :  ---'.fT-  V ne  from  ser- 
X  ,s  X  \  x;  ^  .  '^  .  .  ,  ^  :  -;.-:r.:re,  fcT  although 
**  0  «  •  V  •,  »  .  •  ,  .*  ^  <* .  -:  f  ;'i  may  be  open, 
;'o  X,    ,x     .  ,    X.        \  V  •  %^  :^«*  CTT^amo  generates 
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until  the  series  coils  are  short  circuited.  In  cutting  out 
a  machine  gradually  weaken  its  field  before  breaking  it, 
because  aside  from  injury  liable  to  result  from  the 
inductive  discharge  upon  suddenly  breaking  a  field,  very 
curious  and  inconvenient  phenomena  arise  if  the  circuit 
contains  a  shunt-  or  compound-wound  motor  of  great 
inertia.  These  phenomena  are  detailed  in  Chapter  IX. 
The  reason  that  weakening  the  field  of  a  machine  in  series 
with  others  does  not  make  it  liable  to  be  run  as  a  motor, 
is  as  follows:  so  long  as  there  is  any  field  of  the  same 
polarity  as  at  full  load,  the  direction  of  the  E.  M.  F. 
generated  by  the  armature  remains  unchanged,  hence 
concurs  with  and  contributes  to  the  line  E.  M.  F.  As 
soon  as  the  field  is  broken  the  armature  may  generate  a 
slight  E.  M.  F.  in  virtue  of  the  residual  field,  or  in  virtue 
of  the  slight  influence  which  the  armature  current  may 
have  upon  the  pole  pieces.  These  two  effects  are 
opposed  and  tend  to  neutralize  each  other,  so  neglecting 
their  resultant,  we  must  consider  the  moving  armature 
to  be  electrically  inert,  and  to  act  purely  as  any  other 
ohmic  resistance  in  circuit,  and  to  consume  energy  in 
the  form  of  heat.  Since  this  energy  is  consumed  as 
heat,  it  is  unavailable  for  turning  the  armature  as  a 
motor,  and  is  so  small  an  amount  that  it  could  not  do  so 
were  it  available.  To  run  the  machine  as  a  motor,  a  cer- 
tain amount  of  electrical  energy  must,  within  the  machine 
itself,  be  transformed  into  the  mechanical  energy  of  rota- 
tion, and  to  secure  this  transformation  there  must  be  a 
greater  potential  difference  at  the  terminals  than  that 
due  solely  to  ohmic  resistance.  The  energy  expended 
in  any  part  of  a  circuit  is  equal  to  the  product  of  the  cur- 
rent flowing,  by  the  potential  difference  at  the  terminals; 
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if  this  potential  difference  is  entirely  due  to  ohmic  resist- 
ance, the  energy  is  expended  entirely  as  heat:  if,  how- 
ever, part  of  it  be  due  to  the  presence  of  a  C.  E.  M.  F., 
a  portion  (equal  to  /  X  C.  E.  M.  F.)  will,  under  proper 
conditions,  be  transformed  into  mechanical  energy.  The 
conditions  are  that  the  armature  be  free  to  move  in  a 
magnetic  field.  But,  the  reader  will  say,  the  last  condi- 
tions are  fulfilled  when  the  armature  runs  as  a  generator; 
true,  it  is  free  to  turn  and  has  a  field  to  turn  in,  but  the 
limiting  condition  is  this:  the  machine's  polarity  must 
oppose  that  of  the  machine  or  line  with  which  it  is  run- 
ning; its  E.  M.  F.  then  becomes  a  C.  E.  M.  F.,  and  only 
then  can  the  machine  act  as  a  motor,  because,  to  retro- 
spect a  little,  we  can  state  that  according  as  a  machine 
runs  as  a  dynamo  or  a  motor,  so  will  the  relation  exist- 
ing between  motion  and  repulsion  vary  also.  When  an 
engine-driven  armature  turns  in  a  magnetic  field  and  is 
free  to  generate  current,  there  acts  between  this  current 
and  the  magnetic  field  an  attractive  or  repulsive  force,  as 
we  may  choose  to  call  it,  which  resists  the  effort  to  turn 
the  armature,  and  it  is  turning  the  armature  around 
against  this  force  that  causes  the  engine  to  do  work;  in 
this  case  the  repulsion  is  due  to  the  motion.  When 
a  current  is  sent  through  an  armature  standing  in  a  mag- 
netic field,  the  force  acting  between  the  current's  lines 
o(  force  and  those  of  the  field  causes  the  armature  to 
turn;  in  this  case  the  motion  is  due  to  the  repulsion,  and 
we  have  the  motor.  As  soon  as  the  motor  armature 
begins  to  turn,  its  conductors  cut  the  field's  lines  of  force 
and  generate  an  E.  M.  F.  opposed  to  that  which  i 
the  armature  to  turn,  and  is  hence  called  aC 
(That  this  E.  M.  F.  is  opposed,  why  it  i" 
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that  an  armature  constructed  to  have  no  C.  E.  M.  F. 
would  be  incapable  of  motion  is  taken  up  in  another 
chapter.)  Therefore,  if  by  means  of  a  steam  engine  we 
cause  a  machine  to  generate  an  E.  M.  F.  which  it  is 
desired  to  utilize  as  a  C.  E.  M.  F.,  the  polarities  of 
the  machine  in  question  and  that  of  the  line  or  other 
machine  must  be  opposed;  otherwise  the  voltages  con- 
cur in  direction,  and  the  machine  will  take  up  its  work  as 
a  generator. 

In  running  dynamos  in  series  it  often  happens  that 
they  are  run  from  different  engines,  or  that  one  has  a 
smaller  belt  than  is  intended  for  it;  under  these  circum- 
stances it  is  possible  for  one  engine  to  become  over- 
loaded, or  for  undue  tension  on  the  smaller  belt  to  cause 
it  to  slip.  To  afford  relief,  it  is  only  necessary  to 
weaken  the  field  on  the  machine  in  question;  since  the 
current  is  the  same  in  all  the  machines,  the  load  on  each 
is  proportional  to  its  E.  M.  F.,  and  hence  decreasing  this 
will  decrease  the  load.  The  ease  with  which  machines 
of  widely  varying  voltage  can  be  run  in  series  facilitates 
the  testing  of  dynamos  of  low  voltage  but  large  current 
capacity.  In  this  case,  the  two  machines  should  be  of 
about  the  same  current  capacity,  and  the  low  voltage 
machine  may  be  run  as  a  motor  to  share  the  load  with 
the  lamp  bank  or  water  box,  or  it  may,  as  a  dynamo  in 
series  with  the  larger  machine,  furnish  a  small  voltage 
and  help  urge  the  required  current  through  the  lamp 
bank,  v/ater  box,  or  motor,  as  the  case  may  be. 

Test  I. — Eight-volt ^  Five-ampere  Shunt  Machine, — Low 
voltage  generators  for  electroplating  purposes  give  from 
5  to  25  volts,  and  from  lo  amperes  upward;  machines 
which  are  to  be  used  as  **  boosters  "  are  also  of  low  voltage 
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•nd  high  amperage.  In  any  case  it  is  difficult  to  get  a 
resistance  low  enough  to  admit  of  the  low  Toltage  teod- 
Ing  the  required  current  through  it^  and  at  the  same  time 
of  sufficient  capacity  to  carry  the  currenti  In  the  case 
of  very  large  current  capacities  the  voltage  is  even  lower, 
and  the  test  is  conducted  by  stringing  copper  cables 
from  brush  to  brush.  When  neither  lamp  bank  nor 
rheostat  is  available,  it  is  customary  to  utilize  a  third 
machine  as  motor,  and  to  have  it  return  its  energy  of 
rotation  to  the  original  motive  power. 
/V\  /*S^  «  C^bis  method  of  testing,  known  as 
uXuf  uJfiJ^^  **  pumping  back,"  is  of  wide  applica- 
tion, is  an  important  factor  in  testing 
room  economy,  and  is  considered  by 
itself  elsewhere.)  In  the  above  test 
of  a  low  voltage  machine  we  will 
sup|H>se  that  the  machine  is  to  be 
run  as  a  generator  in  series  with 
^iuxiH.try  dyi^^mo  of  equal  current  capacity  but 
much  higher  R  M.  F.»  so  that  their  combined 
Ks  M.  K^  ^lU  Im^  sufficient  to  ur^^  the  required  current 
Ih^NHi^h  the  rv^ist^nc^  of  a  Ump  bank.  Low  voltage 
wx>u  hn\<^s  4\^  ^r^^^crjiUy  s^^ratfrfv  excited,  so  they  can 
KNAxluv  N^  yrask^txN!  JKttvir  or  klle  bv  naking  or  breaking 
tS<  u  ^\i  I  ct  %s  s^jKx^tsae  t^t  w^  laTit  aa  S  volt  2$ 
a^;n^v  ^iSsMK^>.^.^^  ^>  r«^  r^>r  ^  ^xtrk  ai>*!  tliat  t^  aachiiic 
5.^  V  ^^:^^:  Jts.  j^^  jfcxv^^vxrr  5S^  a  1^5  v*.xi  4$  ampere 
y.\i,  >■.  -N-  Vs.  jk  "^^^  ;ff^  :f*ji^.  t^  t^.*  Hifcrdiiaaes  aant  nm 
^  ;>A  \^-v^    Kr'c    jt^-t..'    ^-^c^.-T   -t   >:?r*';*v  '»'.;3>*^«ttt  dosiag 
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lamps.  It  is  not  absolutely  essential  that  either  A  or  B 
be  separately  excited,  for  the  test  has  been  frequently 
run  with  both  machines  self-excited,  when  exciters  were 
not  available,  but  all  testers  have  a  preference  for  sepa- 
rate excitation,  because  it  admits  of  such  easy  control, 
and  there  is  no  danger  of  a  machine  losing  its  field  by 
increasing  its  field  circuit  resistance.  In  the  diagram 
J^  is  A's  field  excited  from  C,  and  jF\  B's  field  excited 
from  Z>,  and  containing  a  switch  at  JC,  The  first  step  is 
to  get  the  two  machines  in  series;  putting  a  light  field 
on  both  machines,  read,  by  means  of  a  voltmeter,  the 
voltage  from  i  to  2,  and  that  from  3  to  4;  the  voltage 
from  I  to  4  should  be  their  sum;  if  it  proves  to  be  their 
difference  it  shows  the  machines  to  be  in  opposition,  and 
to  place  them  in  series  the  polarity  of  one  of  them  must 
be  reversed.  In  the  above  case  this  is  readily  done  by 
reversing  the  field  of  one  machine,  but  if  both  A  and  B 
are  self-exciting,  it.  will  be  necessary  to  reverse  their 
line  terminals;  because  if  a  self-exciting  dynamo  have 
either  its  field  or  armature  reversed,  it  will,  for  reasons 
to  be  seen  later,  refuse  to  generate.  Reversing  the  line 
terminals  reverses  both  field  and  armature,  and  preserves 
their  relation  to  each  other. 
This  can  be  seen  from  Fig.  114, 
where  if  i  is  put  where  2  is,  and 
2  where  i  is,  both  A  and  i^are 
reversed.     The   next  step  is  to    ^'  p 

break  B*s  field,  close  K^  and 
by  means  of  A  alone  get  the  required  current  (25 
amperes)  on  the  lamp  bank,  so  as  to  get  an  approxi- 
mate idea  of  where  A's  rheostat  is  to  rest,  and  of 
the  condition   of  the  lamp  bank,   and    how   it   must  be 
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plugged;  next,  without  disturbing  the  position  of  A's 
rheostat,  throw  off  the  load  by  opening  IT,  and  ob- 
serve the  voltage  on  open  circuit;  say  it  goes  up  to  90 
volts;  we  know  then  that  in  order  to  get  25  amperes 
through  Z,  plugged  as  it  is,  the  combined  open  circuit 
voltage  of  the  two  machines  must  be  90  volts.  This  data 
once  secured,  the  field  on  A  can  be  weakened  a  little,  /^' 
closed,  the  voltmeter  placed  across  B,  K  closed,  and  ^'s 
and  -^'s  field  rheostats  varied  simultaneously  until  B's 
voltage  is  8  and  the  current  is  25  amperes,  the  conditions 
sought. 

In  case  the  low  volt  machine  is  series-wound  and  self- 
excitiiig  no  adjustment  of  its  terminal  voltage  can  be 
made  unless  it  is  too  high,  when  an  improvised  shunt 
can  be  used  to  reduce  it;  the  current  is  then  the  only 
quantity  to  be  watched.  In  any  case,  as  a  last  resort, 
the  size  of  the  pulley  can  be  changed  to  give  a  speed 
that  will  meet  the  requirements  of  the  voltage.  Varia- 
tions can  be  i;otten  within  certain  limits,  by  rocking  the 
brushes,  ti>rward  to  raise  and  backward  to  lower  the 
Vv>ltaiie;  such  a  variation  being  due  to  alteration  in 
armature  reactivMi. 

In  oiui;  a  lui;h  voltage  auxiliary  machine  in  connec- 
tion with  a  lamp  bank,  or  several  banks  in  series,  care 
must  be  e\erci>ed  in  pl-^ging  the  banks,  or  they  may 
Mi!tor  i:*i;:i  V.  1  a!np  banks  are  generally  arranged  so 
li.ai  t!uy  can  eitiicr  be  connected  in  series,  and  the 
L.mps  pluviJicd  in  multiple,  or  connected  in  multiple  to 
piu^  the  lumps  in  series.  In  plugging  or  unplugging 
iMuks  co»  cries»  keep  as  far  as  possible  the 

$4iue  ( lamps  in  each  bank,  for  if  lamps 

M%  ik  faster  than  out  of  another  in 
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series  with  it,  the  resistance  of  the  bank  being  increased 
while  the  current  is  not  proportionately  decreased,  the 
fall  of  potential  through  the  remaining  lamps  (equal  to 
/  R)  is  increased  above  normal  value,  and  may  burn 
them  out.  In  other  words,  by  removing  lamps  from  one 
of  a  series  of  banks  the  current  carrying  capacity  of  that 
part  of  the  circuit  becomes  too  small  to  carry  the  cur- 
rent, and  is  burned  out.  As  an  extreme  case,  suppose 
that  in  one  of  three  banks  of  loo  lamps  each,  50  have 
been  cut  out;  if  we  call  the  resistance  of  each  full  bank 
r,  and  the  total  E.  M.  F.  applied  Ey  we  have  when  all 
the  banks  are  full, 

After  cutting  out  half  the  lamps  in  one  bank  its  resist- 
ance becomes  2  r,  all  the  rest  remaining  the  same  as 
before:  then, 

E  E 


/  = 


2  r  -\'  r  -\'  r        4  r 


In  the  first  case  each  bank  gets  a  potential  difference  of 

E 

> 

3 

because  each  one's  resistance  is  one-third  of  the  total. 
In  the  second  case  the  total  is  4  r,  and  that  of  the  50- 
lamp  bank  2  r,  or  one-half  the  total  resistance.  This 
bank  therefore  is  subjected  to  one-half  E,  which  is 
too  much  for  the  lamps.  For  the  same  reason,  all  the 
rows  of  a  bank  should  be  full  of  lamps.  The  first  indi- 
cation of  missing  lamps  is  when  those  remaining  in  the 


I 
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row  shine  out  more  brightly  than  the  rest.  There  ;:rc 
many  types  of  lamp  bank  ;  one  of  those  most  used  is 
known  as  the  three*wire  lamp  bank.  It  can  be  plugged 
in  any  series  multiple  combination  within  its  capacity. 

Test  11. — Mot^r  Generator  Tesf^  Engine  as  L^ss  Stippiier, 
— In  the  whole  range  of  testing  room  expe^^ence  there  is 
no  test  so  instructive  as  the  *' motor-generator "  test 
alluded  to  above.  From  a  scientific  standpoint  it  Is  tme 
of  the  neatest  applications  of  theory  to  practice  that 
can  be  found,  and  admirably  illustrates  the  ^exibility 
of  the  electrical  system  of  energy  transmission.  From 
an  economic  standpoint,  the  coal  dealer  frowns  in  evi- 
dence of  its  effectiveness.  The  method  is  an  elabora- 
tion of  Drs.  J.  and  E.  Hopkison's  **  Efficiency  Test," 
and  though  carried  out  in  several  ways  differing  in 
detail,  is  in  principle  as  follows:  A  dynamo  belted  to  an 
engine  is  electrically  connected  to  a  motor  also  belted 
to  the  engine;  the  electrical  energy  of  the  dynamo  goes 
into  the  motor,  there  to  be  converted  into  the  mechani- 
cal energy  of  rotation,  which  in  turn  helps  the  engine  to 
turn  the  dynamo.  If  there  were  no  losses  due  to  heat, 
friction,  belt  tension,  etc.,  the  motor  and  dynamo,  once 
started,  would  continue  to  run  each  other  without  ?ny 
help  from  the  engine;  but  we  know  that  the  dynamo  can 
deliver  only  a  part  of  its  own  energy  to  the  motor,  and 
that  the  motor  can  return  only  a  part  of  what  it  receives 
to  the  dynamo;  in  both  machines,  in  the  engine  itself, 
and  in  the  shafting  there  is  energy  lost,  and  it  is  this 
lost  energy  which  the  engine  or  auxiliary  motor  or 
dynamo,  as  the  case  may  be,  must  supply  in  order  to 
keep  the  system  turning. 

In  large  factories  where  chines  of  large  out- 
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put  are  tested  daily,  this  most  economical  method  is 
adopted,  and  in  the  following  pages  we  give  the  test 
with  the  various  modifications  dictated  by  circumstances. 
The  test  in  its  simplest  form  is  conducted  on  two  elec- 
trically connected  machines  belted  to  an  engine,  which 
is  to  supply  the  loss.  In  this  case,  the  same  amount  of 
current  flows  through  both  machines,  and  they  must  be 
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Fig.  115. 


of  very  nearly  the  same  output,  or  the  full  current  load 
of  one  will  overload  the  other.  Let  the  test  be  of  two 
200  KVV  500  volt  machines,  shunt  wound,  and  belted  to 
a  75  KW  engine  to  supply  the  loss.  In  Fig.  115,  P '\% 
the  engine  pulley,  P\  P'^  are  the  countershaft  pulleys, 
to  which  are  belted  armatures  A  and  B^  by  means  of  their 
respective  pulleys,  5' and  5'.  F  and  R  are  A'^  field 
and  rheostat,  F*  and  R  those  of  B,  G  is  an  ammeter, 
and  iT  a  switch  between  the  two  machines.  It  can  be 
seen  that  one  of  A's  brushes  connects  directly  to  one  of 
B^s  through  cable   i,  2,  3,  and  that  the  two  remaining 
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brushes  CDnnect  through  cable  4,  5,  6,  including  met^r 
G  and  switch  A'  so  that  the  circuit  through  the  two 
machines  is  i,  2,  5,  4,  5,  6.  The  field  of  each  machine 
is  connected  to  its  brushes  or  their  equivalent,  and  each 
can  generate  its  own  field,  e  n  though  A'  be  opeo, 
A'b  field  circuit  is  i,  ^,  /",  6,  and  ^'s,  3,  /^\  F\  4. 
After  completing  connections,  everything  is  inspected  to 
see  that  pulleys  are  tigKt,  brushes  are  set,  bearings  arc 
oiled,  and  that  connections  are  proper  for  the  given 
direction  of  rotation.  The  engine  is  then  turned  over 
slowly  to  facilitate  lining  up  the  pulleys,  and  getting  the 
right  belt  tension.  It  is  then  brought  up  to  speed,  and 
if  the  armature  pulleys  have  been  properly  selected  they 
too  will  run  at  their  rated  speed.  The  next  step  is  to 
let  down  one  machine's  brushes,  close  its  field  circuit, 
get  a  field,  and  by  means  of  a  voltmeter  and  rheostat,  jR^ 
adjust  the  voltage  to  500.  We  then  hold  the  volt  lines 
across  the  rheostat  terminals,  and  get  what  is  called 
the  drop  on  the  box.  This  data  tells  the  engineer  if  the 
quality  of  the  iron  is  what  it  should  be,  because  if  the 
iron  is  poor  and  everything  else  is  all  right,  it  will  take 
more  current  in  the  field  circuit  to  give  the  required 
voltage;  to  get  more  field  current  the  box  resistance 
must  be  lessened,  and  this  lessens  the  drop  on  the  box. 
We  now  raise  B's  brushes  and  close  K\  this  allows  A  to 
charge  B's  field,  so  that  when  B  generates,  its  voltage 
will  oppose  that  of  A,  K\s  now  opened,  and  B*s  brushes 
lowered,  when,  if  everything  is  all  right,  B  will  pick  up 
and  support  its  own  field;  its  voltage  also  can  now  be 
adjusted  to  500,  when  the  following  state  of  affairs  will 
exist :  A  and  B  are  generating  equal  but  opposite  voltages, 
so  that  a  voltmeter  across  K  will  not  be  deflected;  when 


THE   COMPOUND-WOUND    DYNAMO. 


359 


tTiis  IS  the  case,  A'  may  be  closed,  and  no  current  will 
Bow  between  A  and  B^  because  they  have  equal  but  oppo- 
site tendencies  to  send  current  into  each  other,  -^closed, 
the  system  is  ready  for  load.  One  machine,  say  A  (it  is 
immaterial  which  when  testing  shunt  machines),  is  selected 
to  be  the  motor;  ^,  to  be  the  generator.  Placing  a  man 
at  A*s  brashes,  one  at  B*^  brushes,  and  another  to  tighten 
the  belt,  if  necessary,  as  the  load  goes  on,  ^^'s  field  is 
gradually  weakened.  B^  against  v4*s  diminished  E.  M.  F,, 
now  sends  current  through  A  and  runs  it  as  a  motor;  its 
former  E.  M.  F.  becoming  its  C  E.  M.  F,  As  load  goes 
on,  A's  brushes  must  be  brought  backward  to  stop  their 
sparking,  and  B's  forward.  (  Fhe  effect  of  careless  hand- 
ling of  brushes  in  a  motor-generator  test  is  detailed  else- 
rhcre.)  With  the  voltmeter  across  B's  terminals,  B's 
roltage  is  adjusted,  by  means  of  J^\  to  500  volts.  The 
ipeed  is  checked  up^  and  the  full  load  drop  on  the  box 
taken.  The  machines  are  then  run  half  the  stipulated  time 
of  the  test,  when  they  are  changed  oven  A  becoming 
the  generator  and  B  the  motor*  To  do  this,  A's  field  is 
LTcry  gradually  strengthened,  ^'s  weakened,  A*b  brushes 
■jocked  forward  and  ^'s  backward,  till  the  ammeter,  G^ 
indicates  zero;  continuing  the  operations  carefully  the 
needle  will  rise  to  full  load  again. 

The  first  few  tests  are  free  from  details  concerning 
data,  precautions,  troubles,  symptoms,  and  remedies, 
because  it  is  thought  best  not  to  burden  or  side  track  the 
'reader's  attention,  till  his  conception  is  clear  as  to  their 
first  principles.  These  matters  will  be  entered  into  more 
fully  later. 

Test  III. — Motor  Generator  Test  with  Lamp  Bank, — The 
test  just  considered  comprised  two  machines  of  equal  volt* 
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age  and  equal  current  capacity.  We  now  take  op  a  test  in. 
Tolving  two  machines  of  approximately  the  same  current 
capacity  bnt  of  Tery  diflferent  E.  M.  Fs.»  the  '*  loss  "  to  be 
supplied  by  an  engine  to  which  both  machines  are  belted. 
The  two  machines  can  of  course  be  mn  on  a  lamp  bank  .or 
water  box,  but  aside  from  the  economic  advantage  of  hav- 
ing one  machine,  as  a  motor,  retnm  its  energy  to  the  sys- 
teir,  we  shall  suppose,  as  is  often  the  case,  that  the  engine 

available  is  already  nearly 
loaded,  or  is  too  small  to 
support  either  machine 
run  as  a  dead  load  on  a 
lamp  bank.  In  this  case 
we  will  use  a  lamp  bank, 
in  series  with  the  smaller 
machine,  to  absorb  the 
excess  of  voltage  of  the 
larger  one.  Fig.  ii6  gives 
the  connections.  A  is  the,  say,  125  volt  machine  in 
series  with  lamp  bank  Z,  filled  with  no  or  50  volt 
lamps.  -5  is  a  250  volt  machine,  which  must  be  the 
generator  in  this  case,  for  we  could  never,  without 
separately  exciting  it,  get  its  voltage  enough  below 
that  of  A  to  use  it  as  a  motor.  From  the  diagram 
it  is  seen  that,  as  far  as  connections  go,  the  two 
machines  and  the  lamp  bank  are  in  series;  but  inas- 
much as  the  E.  M.  Fs.  of  A  arid  B  are  opposed  in  the 
test,  the  question  arises:  Are  A  and  B  in  series?  Good 
authorities  differ  on  this  point.  Kapp  in  his  "  Electrical 
Transmission  of  Energy  **  refers  to  a  motor  and  dynamo 
being  in  series,  and  using  this  as  a  basis,  the  matter  may 
as  be  reasoned  out  thus:  For  two  dvnamos  to  be  in  series 
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their  E.  M.  Fs.  must  concur,  and  for  two  motors  their 
C.  E.  M.  Fs.  must  concur.  In  the  test  under  considera- 
tion, both  machines  are  brought  up  to  full  voltage  before 
the  circuit  between  them  is  closed.  They  are  therefore 
primarily  dynamos,  although  they  generate  only  enough 
current  to  excite  their  own  fields.  If,  now,  we  suppose 
their  E.  M.  Fs.  to  be  equal,  so  that  the  voltmeter  across 
-breads  zero,  when  the  switch  is  closed  the  machines  are 
still  dynamos,  and  are  in  multiple;  if  the  field  of  one  be 
weakened  and  it  becomes  a  motor,  its  nature  is  changed 
and  the  two  machines,  as  in  the  above  case,  are  in  series. 
To  start  the  test,  the  engine  is  brought  up  to  speed 
and  the  speed  of  the  two  machines  taken  to  insure  that 
the  right  pulleys  have  been  selected.  The  field  is  now 
put  on  B^  and  its  voltage  reduced  so  as  not  to  injure  A'% 
fields  when  charging  them.  To  charge  A'%  field,  first 
raise  its  brushes  and  close  its  headboard  switch  if  it 
has  one.  Machines  do  not  always  have  their  switches 
at  the  time  of  testing,  but  if  in  this  case  both  of  them 
have,  one  of  the  switches  can  take  the  place  of  A',  the 
other  remaining  permanently  closed.  A's>  brushes  raised, 
A' is  closed  and  Z  short  circuited  by  means  of  plug  A", 
plug  Sy  of  course,  being  in  to  close  the  circuit.  Particu- 
lar care  must  be  exercised  to  get  the  two  machines  in 
opposition,  and  not  in  series  as  generators,  for  in  the 
latter  case,  should  K  and  S  be  closed  and  K'  open,  the 
lamps  would  be  destroyed,  as  many  a  novice  can  testify. 
With  Ky  K\  and  5  closed,  and  A  and  B  in  series,  a  short 
circuit  would  follow  and  the  belts  would  fly  off.  Having 
charged  A*s  field,  K  is  opened,  K'  is  opened  also,  and 
A*s  brushes  lowered.  A  should  now  generate  its  own 
field.     Next  draw  out  Sy  and  close  K\  S  then  becomes 


J«l 


p 


r£STt;«0    OF    I1YNAM09  AKD   MOTORS, 


the  only  puint  at  which  the  circuit  between  A  and  i?  is 
brokenj  and  the  E.  M.  F.  across  it  should  be  the  differ- 
ence between  the  E.  M.  Fs.  of  A  and  B,  Should  it  be 
their  sum,  it  shows  tlie  nnai^ktTT#*c  i^  tje  in  series,  and  -^'s 


field  must  be  rechargeu, 
instance  of  a  machine's  n     \ 
after  charging,  but   as  a  i 
charge,  leaving  the  machine 
test  across  A'  is  a  necessary 
open  A'  or  S  before  lowering 
A'  before  completing  the  cir^j^ 


writers  cln  not  recall  an 
its  polarity  immediately 
sometimes  forgets  to 
pick  up  as  it  may^  the 
Always  be  careful  to 
brushes,  and  to  remove 
;  again^  for  either  over- 


sight will  result  in  a  short  circmt. 

With  the  machines  of  opposing  voltage,  that  on  B  is 
brought  to  250,  that  on  A  to  125,  and  the  bank  plugged 
in.  If  Z  contains  50  volt  lamps  they  must  be  plugged 
3  in  series,  and  as  many  in  multiple  as  is  necessary  to 
put  on  the  load— keeping  A*s  voltage  always  at  125.  if 
^  is  a  shunt  machine,  its  voltage  will  fall  as  the  load 
goes  on,  and  must  be  brought  up  by  cutting  resistance 
out  of  i?'. 

The  situation  now  is  as  follows:  As  soon  as  Z  is 
plugged  in,  B  sends  current  through  it,  and  through  A^ 
causing  A  to  run  as  a  motor.  The  high  resistance  of 
the  lamps  takes  up  the  125  volts  dififerencc  between  the 
E.  M.  Fs.  of  A  and  B.  At  first  only  a  small  current 
flows,  but  it  is  gradually  increased  by  plugging  in  more 
lamps  in  multiple  till  the  full  load  is  reached.  Both  A 
and  B  are  now  loaded;  A  working  as  a  motor  and  assist- 
ing the  engine,  and  B  driving  A  and  expending  the 
balance  of  its  load  on  Z.  l(  A  and  B  are  shunt  machines, 
after  the  heat  test  is  run,  and  voltage,  current,  and  speed 
are  right,  the  drop  on  ^  and  ^  is  taken,  so  the  engineer 
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may  know  if  sufficient  box  range  is  allowed  for  the 
difference  due  to  variation  in  summer  and  winter  tem- 
peratures. 

The  engine  as  a  loss  supplier  is  not  a  very  flexible 
means  of  speed  variation,  so  if  it  happens  that  there  are 
no  pulleys  to  give  the  proper  dynamo  speed,  or  that  on 
account  of  overload,  low  steam  pressure,  or  what  not, 
the  engine  speed  is  below  normal,  the  dynamo  E.  M.  F. 
will  have  to  be  approximated  as  follows:  Let  us  assume 
that  the  proper  dynamo  speed  is  i,ooo  revolutions  per 
minute  (r.  p.  m.),  and  that  its  rated  E.  M.  F.  is  250 
volts.  Then,  on  the  assumption  that  the  E.  M.  F.  varies 
directly  as  the  speed,  we  have, 

1,000 

=  4; 


250 

4  revolutions  per  volt;  /.  /.,  if  250  volts  will  require  1,000 
revolutions,  i  volt  will  require  4;  or  expressed  differently, 
1/4  volt  per  revolution.  Let  the  actual  speed  be  800 — 
200  too  low:  for  a  fall  of  200  revolutions  we  would  have 
a  fall  of  200  X  1/4  =  50  volts;  so  that  the  dynamo  in 
this  case  would  be  tested  at  200  volts.  The  assumption 
upon  which  this  practice  is  based  is  only  approximate, 
and  the  only  true  way  to  apply  a  correction  is  to  experi- 
mentally determine  what  difference  in  voltage  is  caused 
by  a  difference  of  one  revolution,  both  on  open  circuit 
and  with  normal  current  flowing. 

During  the  heat  run,  when  no  data  are  being  taken,  as 
much  as  possible  of  the  load  should  be  put  onto  the 
motor,  because  the  larger  part  of  this  is  returned  to  the 
system,  while  that  absorbed  by  L  is  wasted.  In  order  to 
increase  the  motor's  share  of  the  load,  its  C.  E.  M.  F. 


364  Testing  of  dynamos  and  MOTOit& 

is  raised  by  strengthening  the  field.  The  immediate 
efTcct  of  strengthening  the  motor  field  is  to  reduce  the 
total  load  of  the  system,  but  to  give  a  larger  proportion 
to  the  motor  The  current  then  can  be  restored  to  its 
proper  value  by  plugging  in  more  lamps  in  multiple. 
Should  the  capacity  of  L  be  so  limited  as  not  to  admit 
of  full  load  with  A'%  voltage  at  135,  it  can  be  lowered, 
care  being  had  that  the  life  of  the  hank  is  not  endan- 
gered^ because  as  -^*s  C,  E,  M.  F.  is  lowered  so  is  the 
amount  of  impressed  voltage  which  drops  across  it — but 
the  drop  across  L  increases.  The  reader  must  note  this 
point:  When  one  machine  is  running  directly  back  on 
another,  /.  ^.,  without  the  intervention  of  a  lamp  bank  or 
other  resistance,  to  increase  the  load  on  the  motor,  its 
field  is  weakened,  whereas,  if  a  bank  intervenes  the  field 
must  be  strengthened.  In  the  first  case,  the  end  in  view 
is  to  increase  the  total  energy  of  the  circuit,  and  this  we 
do  by  lowering  the  motor's  C.  E.  M.  F.,  and  thereby 
decrease  the  effective  resistance  in  circuit.  Were  we  to 
strengthen  the  field  it  would  decrease  the  total  load. 
In  the  second  case,  the  end  in  view  is  not  to  increase  the 
total  load  of  the  circuit,  but  to  increase  it  in  one  part 
and  decrease  it  in  another,  and  this  we  do  by  raising  the 
effective  resistance  in  the  motor  part  of  the  circuit  and 
lowering  it  in  the  lamp  bank  by  plugging  in  more  lamps. 
In  the  first  case  there  is  increase  in  the  total  energy  of 
the  circuit,  because  its  resistance  is  decreased,  thereby 
increasing  the  current,  while  the  impressed  E.  M.  F.  is 
kept  the  same.  In  the  second  case  there  is  simply  a 
transference  of  energy  from  one  part  of  the  circuit  to 
another,  for  while  we  temporarily  decrease  the  total  load 
by  strengthening  the  motor  field,  the  circuit  resistance  is 
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restored  to  its  former  value  by  means  of  the  lamp  bank. 
This  test  is  similar  somewhat  to  Test  I,  in  that  the  two 
machines  are  in  series  with  the  lamp  bank,  but  differs 
from  it  in  that  here  one  machine  is  a  motor  and  the 
other  a  generator. 

The  heat  test  on  B  done,  the  next  step  is  to  change 
over  and  test  -r4  as  a  generator.  It  would  be  impossible 
to  self-excite  B  and  reduce  its  voltage  sufficiently  to 
admit  of  the  machine's  being  run  as  a  motor  from  A^ 
because  the  introduction  of  so  much  resistance  in  its 
field  circuit  would  cause  it  to  drop  its  field;  so  B 
is  separately  excited.  This  does  away  with  the  neces- 
sity of  the  bank,  and  the  test  becomes  the  same  as 
Test   II. 

T^ST  IV ,— Motor-Generator  Test,  Three  Machines.— 'Yh^ 
lamp  bank  of  the  above  test  can  be  very  profitably 
replaced  by  a  second  125  volt  machine,  which  has  the 
double  advantage  that  twice  as  much  energy  is  returned 
to  the  dynamo,  and  that  three  machines  may  be  tested  at 
once,  instead  of  two.  In 
Fig.  117  the  belt  is  not 
shown,  but  all  three  ma- 
chines are  belted  to  the 
same  engine.  (We  say 
this,  because  it  is  not  in- 
frequently the  practice  to 
run  the  generator  from  one  engine  and  feed  its  current 
into  a  motor  or  motors  attached  to  another  engine  which 
needs  help  badly;  this  does  not  constitute  a  **  motor 
generator"  test,  because  there  is  no  work  saved,  since 
the  machines  do  not  circulate  the  current  between  them 
but  expend  it  in  doing  work  elsewhere.     In  a  **  motor 
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generator  "  test,  we  understand  that  not  only  are  two  or 
more  machines  being  tested  from  the  output  of  one,  but 
this  with  an  expenditure  of  energy  which  is  but  a  fraction 
of  that  one's  output;  whereas  in  this  case,  the  entire 
output  of  the  generator  is  utilized  elsewhere.  The  prac- 
tice is  of  course  more  economical  than  running  the 
generator  on  a  lamp  bank,  because  the  energy  is  then 
wasted.)  In  Fig.  117,  A  and  .4' are  the  two  machines 
the  sum  of  whose  E.  M.  Fs.  equals  that  of  B.  F,  F\  F  ' 
and  i?,  R\  R"  are  their  fields  and  rheostats  respectively. 
K^  as  usual,  is  the  connecting  switch.  With  K  open,  A 
and  A  are  gotten  in  series.  The  manner  of  doing  this 
seems  to  depend  on  the  man  that  is  doing  it.  One  man 
will  let  A  and  A  pick  up  on  their  residual  magnet- 
ism regardless  of  polarity,  and  if  necessary  reverse  the 
armature  cables  connecting  the  two  machines;  another 
man  will  let  one  machine  pick  up  and  charge  the  other 
from  it  by  raising  the  brushes,  closing  Ky  and  the  head- 
board switches,  if  there  are  any,  and  sending  the  current 
around  through  B,  A  and  A  once  in  series  can  be 
regarded  as  a  single  250  volt  machine,  and  be  used  as 
such  to  charge  -5*s  fields.  All  machines  excited,  and 
250  volts  on  both  sides  of  A",  the  voltmeter  should  read 
zero  across  it.  Closing  K^  the  fields  on  A  and  A  are 
gradually  weakened,  the  usual  attention  being  paid  to 
the  brushes.  By  having  a  voltmeter  across  each  machine, 
the  voltage  on  B  can  be  kept  up  to  250,  and  equally  dis- 
tributed between  A  and  A, 

Test  V ,— Motor  Generator  Test,  Machines  of  Different 
Current  Capacity. — The  problem  of  this  test  is  to  *'run 
back  "  on  each  other,  two  machines  of  the  same  voltage, 
but  of   different   current   capacities.      The   test   of  the 
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smaller  machine  is  the  same  as  Test  II,  for  there  is  no 
danger  in  the  smaller  machine's  maximum  current  injur- 
ing the  larger  machine.  But  in  testing  the  larger  machine 
as  a  generator  it  is  necessary  to  ^^ 

have  an    auxiliary    motor  of    the  ' — ' 


|K 


same  voltage,  or  a   lamp   bank  to      L  L^         L 

absorb  all  current  in  excess  of  the      y"        Y  7 

smaller   machine's  full  load.     Fig.     *\^'      [«[) 

ii8  gives    the    connections    when        ' ' — *^ — 

a   motor    is   used,   and    Fig.    119,  Fio.  118. 

those  of  a  lamp  bank.  A  and  B  are  the  machines  under 
test,  C  the  auxiliary  machine,  A  is  the  generator,  B  and 
C  the  motors.  To  simplify  the  diagram,  the  fields  and 
rheostats  are  not  shown.  /C  is  B's  switch,  A",  Cs.  ^, 
B,  and  Care  machines  of  the  same  voltage,  say,  125,  and 
are  belted  to  the  same  engine.  Call  A's  current  capac- 
ity 480  amperes;  B*s,  320  amperes;  Cs,  x6o  amperes. 
Cs  capacity  can  be  anything  exceeding  the  difference 
between  A*s  and  B's,  To  start  the  test,  a  field  is  gotten 
on  A,  B's  and  Cs  fields  are  then  charged  one  at  a  time, 
by  raising  their  brushes  and  closing  their  respective 
switches.  The  voltages  on  all  three  machines  are  then 
adjusted  to  125  volts,  and  the  volt- 

I 1 — '^ 1     meter  should  read   zero  across  JC 

aQ  bQ  [U   and  A".     When  this  is  the  case,  AT 

I 1 — ( ) — J     is  closed  and   B's  field    weakened 

«_  ,,^  until  B  carries   a  current   of   320 

FIO.  119.  ^ 

amperes.  A's  voltage  meanwhile 
being  kept  at  125  volts  by  means  of  its  rheostat.  Wq 
now  read  across  A"  to  insure  that  everything  is  right, 
and  if  it  is,  close  A''.-  next  weaken  Cs  field;  it  will 
take  load,  and  unless  A's  voltage  is   kept   up   to    125 
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volta  B  will  lose  some  load.  So  it  is  best  to  keep 
up  ^'s  voltage,  and  gradually,  by  means  of  Cs  brushes 
and  rheostat,  bring  its  load  up  to  i6o  amperes.  The 
currents  are  read  from  two  ammeters  preferably  placed 
as  indicated  in  the  diagram,  where  one  meter  is  in 
the  main  circuit  and  reads  A*s  current,  while  the 
other  is  in  B*s  circuit;  their  difference  gives  Cs  cur- 
rent if  it  is  necessary  to  know  it.  If  neither  meter  has 
range  enough  for  the  main  circuit,  they  may  be  placed  in 
the  motor  circuits  where  their  combined  readings  give 
.•l*s  current.  The  situation  of  the  meters  must  be  borne 
in  mind,  l>ecause  if  the  tester  labors  under  the  impression 
that  one  \^f  the  motor  meters  is  A*s  meter,  both  A  and 
\\\c  mv>tor  will  bo  heavily  overloaded.  In  putting  on  the 
I  \ul,  the  man  at  the  brushes  must  keep  them  at  the  non- 
s;v.irk;nj:  point,  anJ.  the  tester  at  the  field  boxes,  which 
*;:  e  all  jvaoevl  together,  must  regr,:!ate  the  load,  and  when 
t>.e  anv.r.i*:cr  r.eo^V.es  cease  v:bra:;r.g.  isdicatisg  that  the 
'o'.us^^'s  a:-e  a:  res:,  he  can  ac^-us:  ihe  lead  exactly.  If 
I :\c  r.*»c:or  rear,  v!.vs  n,  :  kr..'T  his  hcs;-<>>.  he  is  likely  to 
r.v;v<^  :rcc.>"x'^  Vy  cither  n^.-vir.j:  the  ".rushes  t>>c»  much 
a :  c  ^  Cs'  c :  >  \  ^-i  ,*  ■» . '.  j:  :  \  r  ~  :  r.  :  r.  e  wrr-r^  c ire-cti o n ;  in 
::"c  a::o.  c,.>.'  ";:  r;v  ^r^r  rivers^  the  nfiirre  of 
t^r  ":*-,       .>.      V^.*  . -.•  vr  ▼v.T  t:  r^r^ij*  r5:cc»r  brcsbcs 

•  ,  ^  'N';c     <v -^;  a:,'  '    :rs:.  -s  t:  ';t  t'r>e  ^r2sb*s  aiC-ne 
«    .      . ' .  >  v"-.  »  V  j^  ->  ,"  s  v.'v  '^.  ::  ;-r  t.-  lee  tbe  50s.rk- 

^  vx-.  '    .  ,  ,    .  *'.    .          :v    :-.:>'    Tr'TTeTDe-rt-     The 

V  ••v  ♦    ,-  V  '  .    >»      I    ::  r       .ii  rcsantll  ]:>ad 

*.    ^     •     ^.  x"^  "^\           ^  .. -;  :,: .    -   rr*  iuoicatioas 

'   <    .'        '  V                          .^    '      -TT^rt  :i:  rnsbes   c*t 

*  .^  >  .^.           V    ..  r»^  MxcCi"^  nas  hrcr  TEHied 
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der  tliese  circumstances  it  is  best  to  pull  the  switches  {HP 
and  AT  or  /C'  and  /C)  and  begin  again.  In  an  emergency 
the  load  can  be  thrown  off  by  opening  A"',  but  one  of  the 
Other  switches  should  be  opened  immediately  after  it,  as 
otherwise  B  and  C  run  back  on  each  other  with  possibly 
some  sparking  should  there  happen  to  be  much  of  a  dif- 
ference in  their  voltages.  In  this  case  the  engine  will 
keep  the  system  moving,  and  we  have  the  conditions  of 
Test  II.  The  smoothest  way  to  shut  down  the  whole 
system  is  to  shut  down  the  engine,  without  touching  the 
machines.  The  quickest  way  to  remove  one  of  the 
motors  from  service  is  to  pull  its  switch,  then  if  its 
rheostat  is  not  disturbed  it  can  be  replaced  in  service  by 
simply  closing  the  switch  again.  The  method  generally 
adopted  is  to  strengthen  the  field  on  the  motor  to  be  re- 
moved, until  its  load  has  fallen  nearly  to  zero,  then  to 
pull  its  switch.  The  removal  of  one  motor  will  slightly 
overload  the  remaining  one,  unless  ^'s  voltage  is  kept  at 
125  volts.  If  A*s  voltage  is  not  kept  at  125  volts,  the  re- 
moval of  one  machine  will  influence  the  remaining  one 
only  so  far  as -^'s  terminal  voltage  is  influenced  by  the 
removal  of  some  of  the  load.  It  amounts  practically 
to  the  same  as  pulling  one  motor  switch,  and  in  principle 
is  the  same  as  removing  any  consumer's  motor  from  a 
power  circuit,  except  that  in  this  case  there  being  but  one 
generator,  and  the  two  motors  constituting  its  entire  load, 
the  removal  of  one  of  them  makes  a  perceptible  differ- 
ence in  the  line  voltage.  If  ^  is  a  perfectly  compounded 
machine,  tampering  with  the  load  of  one  of  the  motors 
or  even  pulling  the  motor  switch  will  not  affect  the  other 
motor,  because  the  selfregulation  of  the  compound- 
wound  generator  keeps  the  terminal  voltage  constant.     In 
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the  case  of  ^'s  being  compound  wound,  its  shunt  wind- 
ing is  adjusted  once  for  all  (hot),  to  give  normal  voltage 
on  open  circuit,  and  thereafter  the  series  winding  pre- 
serves constancy  of  voltage  throughout  the  range  of 
load. 

When  two  motors  run  in  multiple  from  one  dynamo,  the 
effective  resistance  in  circuit,  i".  ^.,  opposition  to  current 
flow,  is  of  two  kinds:  (i)  Ohmic  resistance  of  armatures, 
leads,  cables,  etc.,  made  as  low  as  possible  and  negligible 
in  this  case;  (2)  C.  E.  M.  F.  of  the  motors,  and  this  is 
all  important.  The  current  flowing  may  be  expressed  by 
Ohm's  Law  as  follows: 

^  _  Imp.  E.  M.  F.  -  C  E,   M.  F,  _  B-^ 

""  Ohmic  Resistance  '  ~      I£      ' 

The  larger  /  is,  the  less  difference  is  there  between  J^ 
and  ff  hence  the  less  the  value  of  the  fraction 

£  -  e 


which  /  equals.     Therefore,  since  /  decreases  as  e  in- 
creases, /  is  inversely  proportional  to  e. 

In  the  case  of  two  motors  in  multiple,  the  effective  re- 
sistance of  the  circuit,  neglecting  the  ohmic  resistance, 
is  the  multiple  **  resistance "  of  the  two  C.  E.  M.  Fs. 
This  can  be  worked  out  ia  precisely  the  same  way'  as 
multiple  ohmic  resistance  is.  The  "resistance"  of  one 
motor's  C.  E.  M.  F.  can  be  gotton  as  follows:  From  the 
formula 
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from  which  we  get  e  =  B  —  I  R;  i\  ^,^  the  C  E,  M*  F*  is 
what  is  left  after  we  subtract  the  drop  through  resistance 
R  from  the  impressed  E,  M,  F.  Now  £^  /,  and  R  can 
be  measured  with  voltmeter  and  ammeter,  whence  per* 
forming  the  operations  indicated  by  the  formula^  we  get 
the  value  of  e  expressed  as  a  resistance.  Getting  thus  the 
Talue  of  €  on  both  motors  at  the  given  load  and  speed, 
we  combine  them  according  to  the  law  of  multiple  resist- 
ances and  get  the  effective  **  resistance '■  of  the  two 
motors'  C.  E.  M  Fs,  in  nmltiple, 

For  our  present  purpose  it  is  only  necessary  to  ob- 
serve that  lowering  the  C  E.  M,  F.  of  either  or  hath 
machines  will  increase  the  load,  and  that  the  greater  load 
will  go  on  the  motor  of  lower  C  E.  M.  F. 

To  remove  the  load  we  can  weaken  the  dynamo  field 
instead  of  strengthening  the  motor  fields j  if,  however, 
vl's  E.  M.  F.  be  at  any  time  brought  below  the  C  E.  M* 
F.  of  B  and  C,  reversal  takes  place  with  the  usual  accom- 
paniment. The  demonstration  is  most  violent  when  a 
field  is  broken  on  some  machine,  thus  depriving  it  of  all 
ability  to  oppose  an  inflow  of  current  from  the  other 
machines.  If  A's  field  gets  broken,  its  E,  M.  F.  falls 
nearly  to  zero-  S  and  C  become  generators,  and  short 
circuit  through  it;  if  it  is  com  pound- wound,  it  will  try  to 
reverse  its  direction  of  rotation.  If  ^^  and  Care  shunt- 
wound»  they  will  drop  their  fields^  but  not  before  they  lose 
their  belts.  If  compound-wound,  the  differential  action 
of  their  fields  (cumulatively  connected  to  run  as  motors) 
puts  a  limit  to  their  current.  Should  we  break  a  field  on 
one  of  the  motors^  say  /?,  A  and  C,  as  generators,  would 
short  circuit  through  it,  and  the  very  characteristic  howl 
which  rends  the  air  when  large  units  are  involved,  once 
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test  on  y^  as  a  genera- 
be  pulled,  ^*s  voltage 
and  when  the  current 
naled  that  reversal  is 
:an  bring  ^'s  brushes 
.  eld  on^  is  then  weak- 


*ver  forgotten.  This  trouble  with  reversals 
u,  aoi  nncd  to  testing  rooms,  but  is  liable  to  occur 
wherever  dynamos  are  run  in  multiple.  AH  field connec- 
tions  should  therefore  be  inspected  at  regular  inier^-als, 
for  connectors  or  box  wirci  tble  to  rust  off  or  jar 

loose* 

In  the  test  above,  as  so 
tor  is  completed,  C's  swu 
gradually  reduced,  ^'s  incit* 
is  nearly  zero,  the  motor  lui 
about  to  take  place,  so  that 
backward  and  ^'s  forward.  T 
cncd,  and  A  takes  a  load  as  a  motor.  This  change-over 
without  shutting  down  we  have  learned  to  be  practicable 
only  when  shunt  or  separately  excited  machines  are  in- 
volved. If  any  of  the  machines  are  compound  wound,  the 
system  must  be  shut  down  and  the  series  fields  reversed. 
The  reasons  are  these:  If  on  a  shunt  machine,  running 
as  a  dynamo,  we  assume  a  certain  relation  to  exist 
between  the  directions  of  current  flow  in  field  and  arma- 
ture, this  relation  is  changed  upon  the  machine  becom- 
ing a  motor.  On  a  series  motor  the  relation  remains  the 
same.  In  other  words,  a  compound-wound  machine 
cumulatively  connected  and  running  as  a  motor,  will,  if 
its  C.  E.  M.  F.  is  allowed  to  exceed  the  impressed 
E.  M.  F.  (that  is  to  say,  to  become  a  generator,  as  jB 
does  when  its  C.  E.  M.  F.  is  made  to  exceed  the  E.  M.  F. 
of  A,)f  have  its  series  field  current  reversed,  though 
the  shunt  field  remains  the  same  as  before.  The  two 
fields  are  then  opposed,  and  it  will  be  impossible  to  work 
on  a  load,  because  the  windings  neutralize  each  other. 

If  at  the  signal  for  reversal  the  motor  man  should  rock 
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his  brushes  th«  wrong  way,  the  load  will  seem  to  hesi- 
tate for  an  instant,  and  then  will  go  on  with  a  rush; 
how  much  of  a  rush  depending  upon  the  position  of 
the  brushes  and  the  type  of  the  machines.  If  A^  B,  and 
C  are  shunt-wound  machines,  the  result  will  be  to  put 
on  some  load  in  the  original  way,  /.  ^.,  before  it  was 
attempted  to  make  A  the  motor.  If  A,  B,  and  C  are 
compound-wound,  the  conditions  will  not  be  the  same, 
because  their  series  fields  having  been  reversed,  their 
ability  to  generate  in  the  original  way  is  limited;  the 
result  is  a  large  initial  flow  of  current,  which  is,  how- 
ever, soon  checked  by  the  differential  action  of  A*s  field. 
More  or  less  sparking  attends  these  reversals,  its  gravity 
depending  upon  the  position  (>!  the  brushes.  If  either 
-^or  Cis  a  compound-wound  machine  and  A  is  a  shunt 
machine,  and  some  careless  move  makes  the  compound- 
wound  machine  a  motor  when  it  is  connected  up  as  a 
generator,  the  trouble  will  be  more  serious,  for  as  soon  as 
current  from  A  flows  through  the  compound-wound 
machine,  say  By  B*s  series  field  neutralizes  the  shunt 
field,  and  a  short-circuit  follows.  If  B  is  separately  ex- 
cited matters  are  even  worse,  for  the  machine  cannot  drop 
its  field,  whereas  shunt  machines  sometimes  do  so  before 
the  belt  can  fly  off.  Sometimes  the  compound-wound 
machine  will  throw  its  belt  trying  to  reverse  rotation, 
showing  that  not  only  has  the  series  winding  neutralized 
the  shunt  winding,  but  overpowered  it,  thereby  revers- 
ing ^'s  polarity. 

Test  Yl,—Same  as  Test  V.,  wM  Lamp  Bank.— This  test 
is  practically  the  same  as  Test  V.,  excepting  that  a  lamp 
bank  replaces  the  auxiliary  machine  C.  Fig.  120  gives  the 
connections.     A  is  the  125  volt,  480  ampere  machine  to  be 
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Fig.  I20. 


run  as  dynamo;  B,  the  125  volt,  320  ampere  machine  to  be 
run  as  motor;  and  Z,  a  125  volt  lamp  bank  capable  of 
carrying   160  amperes;  L  and  B  are  in  multiple,  and   A 

^ < .         divides  its  load  between  them.     In 

(a)  /^      ^      plugging  in   the   lamps  the  motor 

\ I       ^-^  must  be  watched  and  its  load  regu- 

lated with  its  field  rheostat.  The 
general  precautions  to  be  observed 
are  similar  to  those  of  Test  V. 

Test  YU,—Same  as  Test  V., 
with  Motor, — This  test,  a  very 
natural  outcome  of  Test  V.,  is  used  also  where  two 
dynamos  of  the  sam.>  E.  M.  F.,  but  of  different  current 
capacities,  are  to  be  tested.  A  third  machine,  C,  is  used 
as  motor  to  absorb  llie  current  from  dynamos  A  and  B. 
The  connections  are  the  same  as  those  of  Fig.  118,  and 
the  test  is  almost  the  same.  The  exception  being  that 
when  the  switches  are  closed  .-/'s  field  is  weakened,  and 
not  those  of  B  aiul  C".  A  is  now  the  auxiliary  machine. 
If  eitlier  B  or  C,  or  botl\  are  compound  wound,  care 
nr.ist  be  had  that  the  nelds  are  cumulatively  connected 
aN  v!v:ia:r.os,  while  A  must  be  cumulatively  connected  as 


:-.::..  — !:::>  :s 


:  y .'  P:^r"z:t  E.  M.  F.  an  J  Current 
s  .i  :o>:  :ha:  the  writers  have  never  been 
r.::\  >u:  w  r.h  is  perfectly  feasible 
vh-.r.i::/!  it.  K:^.  121  shows  the  connec- 
ire  :n.uh.i;:es  c:  wioely  varying  E.  M.  Fs., 
Y.:>g  capacities^  am  J  :w.^  banks,  Z  and  Z  , 


m  »5o  volt*  4Sa  acnpere 
^aaiperv  ouftrhtiie,  Z   is  a 


A*s  ex^^^ss  of  VI  Lt. 
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and  Z',  a  bank  in  multiple  with  A  to  take  its  excess  of 
current.  Aj  By  and  Z  are  first  put  on  as  in  Test  III. 
The  system  then  stands  at  the  proper  voltage,  but  with 
only  the  current  at  A*s  maximum  capacity  __j—r\_ 
of  300  amperes.  The  remaining  i8o  am-  ^  ^ — ' 
peres  are  put  on  L'  as  in  Test  VI. 

Test  IX.— Single  Machine.— Whtrt 
there  is  only  one  machine  to  be  tested, 
or  where  machines  are  run  from  engines 
between  which  no  connections  can  be 
made,  the  motorgenerator  test  is  not  pj^  ^^^ 
practicable,  and  compounding  must  be 
done  on  a  lamp  bank  or  water  box.  The  cost  of  banks 
of  such  capacity  as  some  machines  would  require  pre- 
cludes their  use,  and  water  boxes  are  found  to  be  a 
very  cheap,  simple,  and  satisfactory  substitute.  Water 
box  compounding  is  simpler  than  the  motor- generator 
test,  in  that  it  reduces  the  number  of  difficulties  possible 
to  be  encountered,  but  is  not  nearly  so  economical.  In 
the  motor-generator  test,  the  energy  supplied  to  the  sys- 
tem is  merely  that  necessary  to  overcome  the  mechanical, 
electrical,  and  magnetic  losses  in  the  two  machines, 
whereas  a  water  box  or  other  ohmic  resistance  dissipates 
the  entire  output  of  the  machine  under  test.  But  where 
there  is  but  a  single  machine  there  is  no  way  of  return- 
ing its  energy  to  the  system,  so  that  the  waste  is  an 
unavoidable  necessity.  A  box  4X5x8  feet  will  carry 
the  full  load  of  a  550  volt,  500  KW  generator.  Its  iron 
plates,  one  of  which  is  movable,  the  other  stationary, 
should  have  as  much  cross-section  as  the  size  of  the  box 
will  allow,  and  flexible  cables  must  be  attached  to  these 
plates  as  permanent  leads.     When  a  box  is  used  for  the 
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first  time,  it  is  wtll  to  be  on  the  safe  side,  and  pull  the 
plates  as  far  apart  as  possible,  and  All  jt  only  half  full 
of  water.  As  a  further  precaution  the  voltage  on  the 
dynamo  can  be  reduced  until  we  ascertain  what  the  boiL 
will  do.  •  The  box  terminals  are  connected  through  a 
switch,  JT,  to  the  dynamo  terminals  as  in  Fig.  iJ2,  where 
A  is  the  dynamo,  /",  its  field,  J^,  its  rheostat,  and  Z,  the 
water  box.  A'  is  a  lung  break,  double-pole  spring  switch* 
Having  ex  pen  men  tally  found  out 
just  about  what  to  uxpcct  of  Z,  A*s 
E,  M.  F.  is  adjusted  lo  500^  and 
J^  ,  lo^f-d.  The  I'^^vd  *Tin  tlnn  he 
worked  on  by  putting  a  little  salt 
between  the  plates  to  improve  the 
conductivity  of  the  solution,  by  putting  in  more  water,  or 
pushing  the  plates  nearer  together,  any  of  which  proced- 
ures decreases  the  resistance  of  the  water  column.  As 
soon  as  current  begins  to  flow  the  series  windings  begin  to 
act:  this  raises  the  terminal  £w  M.  F.,  which  in  turn  aug- 
ments the  shunt  field.  The  field  rheostat  once  adjusted 
must  not  be  changed  throughout  the  test  Care  must  be 
exercised  in  using  salt,  when  the  plates  are  near  together, 
as  a  handful  may  precipitate  a  heavy  overload.  Sal- 
ammoniac  is  sometimes  used  instead  of  ordinary  salt, 
but  the  writers  object  to  it  because  its  effect  is  much 
greater  than  that  of  salt,  but  is  not  permanent.  It  is 
admirably  adapted  to  temporarily  lower  the  water  box 
resistance  when  it  is  desired  to  make  a  series  machine 
pick  up  a  field,  but  ordinarily  it  will,  in  inexperienced 
hands,  cause  trouble.  In  any  case,  as  the  water  heats, 
its  resistance  decreases,  and  the  current  increases.  As  a 
factor  of  safety,  it  is  well  to  have  a  faucet  for  drawing 
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ofif  some  of  the  water  should  the  current,  with  the  plates 
as  far  apart  as  possible,  still  be  too  high :  the  effect  of 
this  is  to  decrease  the  cross-section  of  the  water  column, 
and  thereby  to  increase  its  resistance.  One  point  easily 
overlooked,  but  which  should  be  borne  in  mind,  is  this: 
if  water  from  the  box  is  allowed  to  run  onto  the  ground, 
it  will  cause  a  short  circuit  if  there  happens  to  be  a 
ground  elsewhere  on  the  system.  For  this  reason  the 
water  should  be  run  into  a  wooden  ox  paper  bucket,  and 
then  emptied  from  that.  So,  also,  if  decrease  in  load 
requires  the  addition  of  more  water,  it  must  not  be  made 
with  a  metal  bucket,  as  on  high  voltage  machines  such 
carelessness  is  fraught  with  danger.  At  full  load  the 
amount  of  water,  the  amount  of  salt,  and  the  distance 
between  the  plates  should  be  so  adjusted  that  all  load 
regulations  can  be  effected  by  means  of  the  movable 
plate.     A  little  thought  facilitates  this. 

With  full  current  load  on  it  will  probably  be  found  that 
the  voltage  is  too  high:  it  is  not  absolutely  necessary, 
but  if  desirable,  the  voltage  can  be  reduced  by  readjust- 
ing the  series  field  shunt;  or  better  still,  the  German 
silver  shunt  can  be  put  on  and  temporarily  adjusted.  Its 
permanent  adjustment  is  not  made  until  the  machine  has 
fully  heated  after  several  hours'  run,  when  the  load  is  re- 
moved, the  shunt  field  rheostat  readjusted  to  give  500  volts, 
and  the  load  again  put  on.  The  process  of  compounding 
is  next  in  order.  A  very  complete  and  detailed  account  of 
the  compounding  test  is  given  in  Test  X,  which  has  been 
especially  selected  with  the  view  of  giving  the  reader  a  good 
idea  of  what  is  to  be  watched  in  a  test  involving  many 
machinesof  different  degrees  of  compounding  and  widely 
varying  outputs.     Tests  X  and  XI  are  typical  tests. 


Kt 


c  p. 

Test    X.— TV  J^un  ii  L&ad^  Twa  500  Koif^ 

500  KIV  Street    Maihi*ay  ^rs^    and  ta  Supply   the 

L&u  from  an  Auxiiuity  D^nm  the  Same  V&itage^ — TKe 

conditions  selected  are  cc  ^nsive  anil  include    lia* 

bitity  to  many  peculiar  difficulties.. 

The  main  factors  are  the  two  machines  under  test,  and 
the  loss  supplier  as  shown  in  Fig.   123.     A  and  ^  are 


Fig.  123. 

belted  or  clutched  together,  and  C,  the  supplier,  is 
belted  to  an  engine.  In  the  case  where  the  loss  is 
supplied  from  an  engine  belted  to  both  machines,  the 
dynamo  is  driven  partly  by  the  engine  and  partly  by 
the  multipolar  motor.  In  the  present  case  the  dynamo 
is  driven  by  the  motor  alone.  In  the  first  case  the 
current  in  both  multipolar  machines  is  the  same;  in 
the  last  case  the  motor  current  exceeds  that  of  the 
dynamo  by  an  amount  equal  to  what  flows  through  the 
supplier.     Where  C  is  an  engine,  the  speed  of  the  system 
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depends  upon  the  speed  of  the  engine  and  the  relative 
size  of  the  pulleys  used,  and  it  is  not  always  practicable 
to  have  pulleys  of  such  size  as  to  give  just  the  speed  at 
which  the  machine  compounds.  By  supplying  the  loss 
electrically,  almost  perfect  control  of  the  speed  is  secured 
by  varying  the  E.  M.  F.  of  the  supplier  by  means  of  its 
field  rheostat.  Here  again  the  great  flexibility  of  the 
electrical  system  of  power  supply  is  illustrated,  and  what 
is  true  here  is  true  wherever  electricity  competes  with 
other  sources  of  motive  power. 

In  cases  where  the  engine  driving  the  loss  supplier  is 
small  or  doing  other  work,  it  is  customary  to  have  C 
consist  of  two  dynamos  in  series,  so  that  should  the 
engine  speed  for  any  reason  fall  off,  the  required  E.  M.  F. 
can  still  be  maintained  by  field  regulation  on  C,  We  will 
suppose,  then,  that  C  consists  of  a  500  volt,  100  kilowatt 
dynamo  in  series  with  a  125  volt,  60  kilowatt  dynamo. 
To  get  the  two  machines  in  series,  a  voltmeter  is  required. 
With  both  fields  excited,  and  any  two  brushes  or  terminals 
of  the  respective  machines  joined  together,  the  voltmeter 
should  read,  across  the  unconnected  terminals,  the  sum 
of  the  voltages  of  each  machine.  Should  it  read  their 
difference  it  proves  them  to  be  opposed,  and  one 
machine's  terminals  must  be  reversed,  or  its  field  polarity 
changed.  The  latter  method  is  generally  pursued,  and 
to  facilitate  the  change  the  low  volt  machine  is  sepa- 
rately excited,  a  feature  whose  other  advantages  will 
be  discussed  later.  The  loss  supplier,  C,  may  now 
be  connected  to  the  multipolar  motor,  B^  by  means 
of  cables.  If  the  cable  connections  are  made  first, 
and  the  two  suppliers  gotten  in  series  afterward,  the 
procedure  is  a  little  different.     With  all  brushes  down 
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and  all  switches  except  one  closed^  the  voltmeter  is 
placed  across  the  open  switch:  should  the  reading  be 
lower  than  that  on  one  machine  alone,  or  zero,  the  indi- 
cation is  that  in  the  first  case  the  voltages  are  opposed; 
in  the  second  cuse  they  are  opposed  and  equal,  or  there 
is  an  open  circuit.  An  open  circuit  can  be  <lue  atnuii^ 
other  things  to  failure  to  press  the  naeter  push  button^ 
some  open  switch^  raised  brushes,  or  incomplete  connec- 
tion overlooked^  shellac  on  a  commutator,  lacquer  on 
the  points  where  the  voltlines  are  applied,  or  as  the  case 
often  is,  the  points  of  the  voltlincs  are  su  oxidized,  from 
other  uses,  as  to  be  non-conducthiii^.  The  machines  once 
in  series,  and  the  cable  connections  made,  it  is  wise  to 
reduce  C*s  voltage,  and  to  put  a  field  on  the  motor,  B^ 
as  a  safeguard  in  case  a  switch  should  fall  to  or  be  closed 
by  mistake. 

During  the  writers'  earlier  experience  it  was  customary 
to  connect  the  motor  shunt  windings  in  series  multiple  in 
motor-generator  tests  of  large  machines,  and  to  sepa- 
rately excite  them  to  their  full  voltage — a  practice  based 
upon  the  following  reasons:  i.  The  magnetizing  power 
of  the  shunt  winding  is  much  increased,  the  iron  of  the 
fields  is  brought  almost  to  saturation  by  these  windings 
alone,  thus  minimizing  the  effect  of  the  series  coils  at 
starting,  and  lessening  the  liability  to  phenomena  here- 
after to  be  described.  2.  With  the  shunt  fields  in 
multiple  the  load  can  be  worked  on  more  gradually,  for 
the  start  is  made  with  saturated  fields,  and  as  the  shunt 
field  current  is  weakened  the  iron  becomes  less  saturated 
and  the  series  coils  begin  to  take  firmer  hold,  but  at  a 
rate  easily  controlled.  3.  The  strong  field  admits  of  an 
easy    start   without   an   excessive    current.     Altogether 
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then,  connecting  half  the  spools  in  multiple  simplifies 
starting.  In  inexperienced  hands  the  multiple  connec- 
tion had  best  be  adopted,  at  least  to  begin  with. 

On   general  principles  and  for   the   following  reasons 
it  is  now  the  custom  to  connect  in  series  all  fields  intended 
to  run  in  series  under  actual  working  conditions:    i.  On 
machines  of  four  or  more  fields,  designed  to  be  connected 
in  series,  it  is  unwise  to  run  them  in  series  multiple,  be- 
cause unless  great  care  is  taken  they  are  liable  to  be 
injured  by  overheating.     2.  Should  a  coil  be  defective, 
it  has  three  or  more  good  ones  in  scries  with  it  acting  as  a 
factor  of  safety.     3.  The  series  connection  economizes  in 
the  number  of  field  rheostats  required  to  run  the  test,  and 
simplifies  the  cutting  out  of  a  defective  rheostat  without 
shutting  down  the  test:  because,  with  fields  in  multiple, 
the  applied  E.  M.  F.  remaining  the  same,  the  total  field 
current  is  four  times  as  great  and  the  current  capacity 
of  the  rheostat  must  be  increased  accordingly  by  placing 
more  boxes  in  multiple;  but  as  this  decreases  their  resist- 
ance, and  hence  the  scope  of  variation,  it  is  necessary  to 
put  more  boxes  also  in  series.     To  cut  out  one  of  a  num- 
ber of  boxes  in  series,  it  is  only  necessary  to  cut  out  its 
resistance  and  cut  in  the  same  amount  on  another  box, 
to  keep  the  field  current  constant,  and  then  **jump"  a 
piece  of  wire  across  the  terminals  of  the  defective  box. 
In  connecting  boxes   in   series  multiple  it  is  better  to 
adopt  the  plan  of  Fig.  124  than  that  of  Fig.   125,  because 
in  the  latter  case  any  fault  with  one  box  affects   to  a 
greater  degree  every  other  box  than  in  the  former  case, 
and  in  case  of  open  circuit  in  one,  every  one  with  which 
it  is  in  series  becomes  useless,  and  throws  the  entire  field 
current  on  the  remaining  series  set.     4.  With  a  given 
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current  in  the  armature  the  motor  brushes  do  not  require 
to  be  brought  as  far  back  with  the  comparatively  weak 
field  as  with  a  strong  one,  and  in  putting  on  a  load  this 
is  a  desirable  feature.     In  such  a  test  the  load  is  put 
on  as  in  other  motor-generator  tests,  by  lowering   the 
C.  E.  M.  F.  of  the  motor.     This  is 
r^  I        I  ^~L    lowered  by  either  weakening  the  field 
L{>-HD--'-lI}--'        current,  or  by  giving  the  brushes  a 
Pig.  134.  negative  lead,  so  as  to  bring  the  poles 

of  the  armature  in  a  position  to 
neutralize  some  of  the  field  magnetism.  In  the  fol- 
lowing test  we  will  assume  the  fields  to  be  four 
in  number  and  connected  in  series.  It  is  a  practice 
gainin>j^  hold  to  run  the  armatures  of  multipolar  carbon 
brush  dynamos  against  the  brushes,  so  that  in  starting  a 
test  the  direction  of  rotation  is  at  least  fixed,  and  the 
relation  between  the  field  and  armature  polarities  must 
be  adjusted  accordingly.  Xow  since  both  series  and 
shunt  windings  are  on  the  spool,  the  current  must 
pass  around  both  windings  in  the  same  direction,  and  to 
insure  that  this  shall  be  the  case,  it  must  be  tested  out. 
The  test  consists  in  taking  the  drop  first  across  one 
winvlini^,  and  then  the  other  on  any  given  spool.  The 
dorteciions  shmild  l>e  in  the  same  direction  in  both  cases. 
The  series  field  resistance  beins;:  very  low  and  having  only 
that  current  necessary  to  tarn  the  motor  over  slowly, 
the  drop  aoross  it  will  be  only  a  tracticui  of  a  volt,  and 
the  instr.::ne:U  must  be  delicate  :o  indicate  it.  On  the 
other  h.i:u!,  .is  the  drop  on  :-:e  shunt  spool  is  consider- 
ate, :::o  i:a'.Y.inv^nie:cr  must  bo  shunted  or  otherwise 
prv^tevt5L\:  I>-v':\*:\'  Ixin^  su:vr.i::;ru  :.  this  drop.  Since  it 
i<  nuToly  the  J. .ruction  ar.d  not  auignitude  of  deflection 
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sought,  it  suffices  to  shunt  the  galvanometer  terminals 
with  a  piece  of  copper  wire. 

In  connecting  the  multipolar  dynamo  fields  the  test  of 
correct  polarity  is  made  on  the  shunt  field  as  follows: 
Attach  the  two  shunt  field  terminals 
to  the  blocks  on    either  side  of  the        pQ     C      Ch 
machine,  as  in  Fig.   126,   and    insert        L-n — □ — qJ 
the    field    rheostat    wherever     it    is  pic  125. 

most  conveijient  to  do  so;  next 
remove  one  of  the  brush  holder  cables,  or  draw  the 
brushes  in  adjacent  holders  and  close  K^  Fig.  123,  to 
charge  -4's  field  from  C,  A's  field  circuit  contains  a  low 
reading  ammeter  to  be  used  in  finding  the  field  and 
rheostat  resistances,  and  to  serve  as  a  check  on  the  cur- 
rent  necessary  to  give  the  required  ampere-turns  for 
normal  voltage.  Upon  closing  A",  the  ammeter  needle 
must  be  observed,  to  see  if  it  moves  at  all,  or  in  the  right 
direction.  In  lieu  of  an  ammeter,  a  slight  spark  upon 
opening  A'  indicates  the  field  circuit  to  be  closed.  As 
soon  as  the  field  is  charged,  open  A'  and  replace  the 
brush  holder  cable,  and  A  should  generate  its  own  field, 
if  its  connections  are  proper.  If  it 
refuses  to  generate,  its  shunt  field 
connections  must  be  reversed. 

The   reason   for   charging  from  C 
U?r5W51Su  is  considered  elsewhere.     The  proper 

Fig.  126.  connections  made  on  A^  B,  and    C, 

^'s  field  excited,  brushes  all  down, 
and,  as  a  last  precaution,  all  connections  inspected,  the 
test  is  ready  to  start.  There  are  two  methods  of  start- 
ing: First,  to  use  a  lamp  bank  as  a  starting  box  in  series 
with  the  motor  armature,  bringing  up  the  speed  by  grad- 


3^4 


daily  cutting  in  the  bank  and  finally  short-circuiting^  the 
bank  when  £'%  C  E.  M.  F.  is  well  up;  second,  to  reduce 
Cs  E.  M.  F.,  close  A'',  and  start  the  system  on  low  volt- 
age. The  E.  M,  F,  is  then  gradually  raised  till  full  speed 
is  attained. 

The  former  of  these  methods  would  M»m  to  t>e  pref- 
erable, as  there  is  little  likelihood  of  brosli  and  belt 
troubles,  and  C  is  not  called  upon  to  generate  eJipessive 
current.  ^ 

The  second  method  requires  some  care  to  aToid  com- 
plications  when  heavy  machines  are  involved.  If  C  be  a. 
shunt  machine  it  must  be  separately 
excited,  as  otherwise  it  will  lose  its 
field  when  it  is  attempted  to  lower  its 
E.  M.  F.  for  starting  B.  If  shunt- 
wound,  and  used  in  conjunction  with 
a  lamp  bank,  ^'s  field  must  be  con- 
nected beyond  the  lamp  bank,  as  in 
Fig.  127,  so  that  there  will  be  the  strongest  possible  field 
even  when  the  bank  is  in  circuit.  In  starting  with  a  bank, 
the  number  of  lamps  to  be  plugged  in  series  depends  upon 
the  E  M.  F.  used,  while  the  number  to  be  plugged  in  mul- 
tiple depends  upon  the  current  necessary  to  start  the 
system.  When  A'',  Fig.  123,  is  first  closed,  the  total  drop 
is  through  the  lamps,  as  the  motor  before  starting  has 
no  C.  E.  M.  F. ;  as  the  motor  begins  to  move,  and 
increases  in  speed,  its  C.  E.  M.  F.  rises  and  absorbs  part 
of  the  impressed  E.  M.  F.,  when  the  drop  across  the 
lamps  becoming  less,  they  grow  dimmer.  The  bank  can 
next  be  replugged  with  fewer  lamps  in  series,  and  more 
in  multiple,  and  when  the  glow  becomes  almost  imper- 
ceptible the  bank  is  short  circuited  with   a  plug,  because 
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at  this  stage  B*s  C.  E.  M.  F.  is  sufficient  to  control  the 
current  value.  In  replugging  a  bank  care  must  be  taken 
that  the  speed  is  each  time  given  a  good  chance  to 
respond  to  the  change  in  the  bank,  otherwise  the  lamps 
may  be  submitted  to  an  unsafe  voltage. 

The  second  or  **  low  volt  "  method  of  starting  dispenses 
with  the  use  of  a  sometimes  complicated  and  expensive 
bank,  and  in  experienced  hands  need  give  no  trouble. 
As  a  time  saver  it  is  particularly  valuable  when  local 
troubles  with  belts,  brushes,  and  bearings  necessitate 
shutting  down  frequently.  In  general,  the  writers* 
experience  has  been  that  a  500-volt  compound-wound 
multipolar  street  railway  generator  cumulatively  con- 
nected as  motor  will  start  smoothly  under  a  pressure  of 
25,  35,  45,  50,  or  60  volts,  according  as  the  machine  is  a 
100,  200, 300,  400,  or  500  kilowatt  machine.  These  figures 
are  averages.  If  with  75  volts  across  C,  B  fails  to  start 
upon  closing  K'y  the  wiring  must  be  inspected  to  see  that 
no  error  has  been  made.  If  there  is  no  spark  upon  open- 
ing K\  it  indicates  an  open  circuit,  which  may  be  due  to 
an  open  switch,  raised  brushes,  an  absent  fuse,  or  a  loose 
connection.  If  C  consists  of  two  dynamos  in  series,  it  is 
convenient  to  have  the  one  of  higher  voltage  compound- 
wound,  and  its  mate  separately  excited,  not  only  to  facili- 
tate reversing  its  polarity  if  necessary,  but  to  render  it 
active  or  inert  according  as  its  E.  M.  F.  is  needed  or 
not;  besides  this,  separate  excitation  makes  certain  that 
the  field  will  pick  up  when  it  is  needed.  The  separately 
excited  machine  should  be  of  large  current  capacity  and 
low  voltage,  as  compared  with  its  mate,  for  on  starting 
it  has  a  large  armature  current,  and  no  field  to  determine 
the  neutral  point.     The  result  is  that  the  pole  heads  are 


tmtwhm  vilf  prolmi/fy  i 
trill  ihe  test, 

Taf lure  tn  geuinf  the  mfstem  wtmtd  ^nm  dmma^  Mhm 
iwiich  nmf  be  d w  to  the  total  ibmpg  of  a  BOfior  fteM 

fir  to  k«  weaitfiest,  a  cofiditicMi  to  be  detected  pHmaHlv^ 
hy  holrlinj(  a  nail  or  iron  key  to  the  motor  pole  pieces 
l;«'forc  cloAin;^  A".     If,  howeTer,  this  precantioo  has  beeo 
n^^i^lcrtted,  the  indications  are  apt  to  be  more  Tiolent,  a 
lirti  may  (\y  off  and  the  supplier  bmshes  spark  badlj  if 
til'  switch  'i%  not  promptly  opened.     As  soch  cases,  or 
^itttihir  oncA,  arise  from  time  to  time,  it  is  good  practice 
to  itttn  carbon  brushes  on  all  machines  of  saflBcient  Tolt- 
tt^f'  to  admit  of  a  brush  of  suitable  cross-section.     "Of 
mtnif  irnt  voltage  '*  is  specified,  because  on  a  machine  of 
Uw^r  (Hit put  and  low  voltage  the  current  would  be  sa 
Imi'i/t  !li;a  it  would  be  impracticable  to  use  carbon  brushes 
Uw^v  rnoiij^h  to  carry  it.     Copper  brushes  under  certain 
lire  iiMiHtancafi  cither  melt  and  run  on  to  the  commutator, 
or  (hr  component  wires   fuse    together,   rendering   the 
liniiih  mi(U  for  further  use.     Carbon  brushes  are  used  on 
m  H  liiiirH  nf  350  volts  and  over,  and  are  especially  adapted 
for  ii«r  on  ina(!hinrs  subjected  to  wide  and  rapid  variations 
of  lna«l,  i\n  In  Htrcct  railway  service. 

Tho  rculnlance  of  a  carbon  brush    is  high  enough  to 
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prevent  the  low  voltage  of  each  short  circuited  coil  pass- 
ing under  it  from  generating  a  large  current,  and  thereby 
causing  excessive  sparking  when  the  brushes  are  not  on 
the  neutral  line.  On  the  other  hand,  on  small  machines  of 
low  voltage  and  large  current  output,  the  resistance  of 
carbon  brushes,  practicable  to  use,  would  cause  so  great 
an  /  i?  loss  as  to  be  very  uneconomical. 

For  starting  the  smaller  machines  the  voltage  due  to 
the  residual  field  of  the  loss  supplier  often  suffices:  this 
residual  field  can  be  increased  by  working  up  to  full  field 
strength,  and  then  gradually  breaking  the  field  by  means 
of  the  boxes.  Where  a  separately  excited  machine  is  the 
loss  supplier,  the  exciter's  field  may  be  broken  and  its 
own  left  intact,  thus  giving  the  residual  field  of  the 
supplier  the  additional  magnetism  generated  by  the 
small  current  which  the  residual  field  of  the  exciter  urges 
around  the  supplier's  field  coils. 

To  start  a  pair  of  multipolar  machines  the  field  of  one 
loss  supplier  is  opened:  the  line  switch  of  the  other 
is  the  only  break  in  the  motor  circuit,  and  the  voltage 
across  it  should  read,  25,  35,  45,  or  60  volts,  according 
as  the  machines  are  of  100,  200,  300,  or  500  kilo- 
watts' capacity.  Care  should  be  taken  that  the  voltlines 
make  good  contact,  as  otherwise  the  true  voltage  of  the 
machine  will  be  higher  than  that  indicated,  because  the 
true  voltage  will  be  partly  diverted  by  the  resistance  of 
the  poor  contact.  As  a  final  precaution,  before  closing 
the  switch  see  that  no  person  is  where  he  can  be  caught 
by  belt  or  pulley.  A  man  should  be  stationed  at  the 
motor  to  signal  if  the  direction  of  rotation  is  right. 
Since  the  motor  shunt  field  is  separately  excited,  if  the 
system  has  the  wrong  rotation,  it   can  be   righted   by 
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reversing  the  shunt  field,  for  this  being  generally  much 
stronger  than  the  series  field,  dictates  the  direction  of 
rotation  even  though  the  latter  may  oppose  it 

To  determine  if  the  two  windings  assist  each  other, 
any  of  several  methods  can  be  pursued.  One  method  is 
to  break  the  shunt  field  while  the  motor  is  turning  over 
slowly:  if  the  fields  are  properly  connected,  the  speed 
will  rise;  if  connections  are  such  as  to  oppose  shunt  and 
series  windings,  the  motor  will  stop  and  perhaps  start  up 
in  the  reverse  direction,  because,  if  the  fields  are  opposed 
they  tend  to  turn  the  armature  in  opposite  directions, 
but  the  weaker  series  field  can  dictate  this  direction  only 
when  the  shunt  field  is  broken.  Whether  the  motor 
starts  up  in  the  reverse  direction  or  not,  depends  upon 
whether,  with  the  weakened  field  and  the  current  flowing, 
there  is  torque  enough.  This  test  is  safe  to  try  only  at 
a  very  low  speed  and  at  a  voltage  insufficient  to  throw 
the  belt  on  the  loss  supplier,  even  when  the  motor  stands 
still.  The  rush  of  current  upon  breaking  the  shunt 
field,  where  the  two  fields  oppose  each  other,  is  greater 
than  that  at  starting,  the  voltage  on  the  loss  supplier 
being  the  same  in  both  cases,  because  it  is  a  fact, 
that  the  current  which  flows  at  the  time  of  breaking 
the  shunt  field  is  due  to  the  sum  of  the  impressed 
E.  M.  F.  and  what  was  the  C.  E.  M.  F.  of  the  motor, 
while  at  starting,  it  is  due  simply  to  the  impressed. 
If,  then,  upon  breaking  the  shunt  field  the  motor 
slows  down  and  stops,  the  series  field  connections 
must  be  reversed.  If  on  the  contrary  the  speed  rises, 
the  connections  are  correct.  Another  method  of  testing 
the  connections  is  to  start  up  with  the  series  windings 
short   circuited:    the   tieki,  and    hence    the  direction  of 
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rolau'oii,  will  then  be  due  to  the  shunt  winding  alone;  if 
while  the  motor  is  turning  over  slowly  the  short  circuit 
be  removed,  the  series  winding  will  take  effect,  and  wil!^ 
if  the  connections  are  i>roper,  reduce  the  speed,  because, 
if  connected  to  assist  the  shunt  winding,  its  introduction 
will  strengthen  the  total  field,  raise  the  C.  E.  M,  F., 
louver  the  current  flf^wing^  and  with  it  the  speed.  If, 
however,  the  connections  are  such  as  to  oppose  the  tw^o 
wnidings,  the  effect  of  introducing  the  series  winding  is 
to  weaken  the  field  and  raise  the  speed.  In  the  hands 
of  a  careful  tester  the. above  inetjliods  are  satisfactory 
and  are  quickly  carried  out.  Ordinarily  it  is  safer  to 
resort  to  the  galvanometer  test  already  given,  but  if  there 
are  no  fatiilities  for  doing  so,  tlie  speed  test  is  recom- 
mended  but  with  one  injunction — use  as  slow  a  speed  as 
possible;  otherwise  a  belt  will  fly  off  whether  connections 
.[Tti  right  or  wrong. 

A  modification  of  the  above  tests  of  connections  consists 
in  varying  the  strength  of  the  shunt  field  by  means  of  its 
rheostat  and  noting  its  effect  upon  the  speed.     If  the  wind- 
ings are  concurrent  the  speed  vfill  rise  as  the  shunt  field 
is  w*eakened,  and  will  fall  w^hen  it  is  strengthened.     This 
test  is  given  because  in  experienced  hands  it  has  served 
its  purpose,  but  it  is  interesting  to  consider  the  condi- 
tions under  which  its  results  yvould  be  very  misleading; 
1.  The  series  winding  partly  or  wholly  short  circuited: 
in  this  case  the  shunt  field  would  be  practically  the  total 
field,  and  the  right  or  wrong  series  field  connection  could 
give  no  indication;   2.  If  the  shunt  field  were  so  much 
^H    Stronger  than  the  series  field  that  the  difference  between 
^H    the  two  were  greater  than  the  series  field  alone,  the  effect 
^H    of  varying  the  box  between  certain  limits  would  be  the 
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( as  if  DiT  series  field  existed.  Tbis  lest  is  not  recom- 
meoded^  beca  use  its  i  adkations  can  be  f^ropcrlT  i  nterpreted 
only  when  the  operator  is  tlioroEigh}  j  familiar  with  the  ma- 
cbioe  nnder  test,  fur  aaf  difference  in  degree  of  over-com- 
pottcdiog  involved  will  modify  the  behavior  very  much* 

If  the  machine  used  to  excite  the  motor  lields  is  used 
at  the  same  time  to  excite  other  fields  than  the  ones  in 
the  testy  the  several  circuits  should  be  made  independent 
by  placing^  switch  in  each,  or  by  connecting  below  the 
exciter  switch  ^11  thoiie  not  to  be  disturbed,  and  aboTe 
this  switcbf  those  circuits  which  it  may  be  necessary  to 
to  break  at  intervals.  Opening  the  switch  will  then 
break  only  the  latter. 

When  a  compound-wound  motor  runs  free,  its  series 
winding  contributes  but  little  to  the  magnetization,  since 
there  is  the  minimum  current  in  the  series  coils,  but  the 
influence  increases  with  the  load,  till  a  point  may  be 
reached  where  the  series  winding  has  as  great  an  effect 
as  the  shunt,  and  at  this  point,  if  the  two  windings  are 
in  opposition,  they  will  neutralize  each  other,  with  a 
resulting  short  circuit.  Neutralization  will  also  take 
place,  when,  for  the  purpose  of  increasing  the  speed,  the 
shunt  field  is  weakened  by  means  of  its  rheostat;  such  a 
short  circuit  can  only  take  place  where  the  two  windings 
are  in  opposition — hence  the  importance  of  getting  them 
rij;ht  before  hand.  However,  a  comparative  short  cir- 
cuit follows  a  sudden  great  weakening  of  the  field  in  all 
cases;  as,  for  instance,  the  breaking  of  the  shunt  field  in 
the  above  test  of  connections  reduces  the  motor  to  a 
series  motor  with  a  much  lighter  field  than  when  the  shunt 
field  acts  also.  The  result  is  that  the  reduced  C.  E.  M.  F. 
allows  an  abnormal  current  flow,  and  if  the  armature  is 
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heavy,  so  that  its  speed  responds  too  slowly  to  the  new 
conditions,  a  belt  flies  ofiF  of  some  machine. 

Immediately  upon  closing  the  switch,  at  starting,  the 
brushes  of  the  supplier,  if  of  copper,  must  be  brought 
forward,  to  prevent  sparking.  The  supplier's  field  must 
be  strengthened  or  trouble  will  follow,  because,  when 
the  switch  is  first  closed,  the  compound-wound  loss  sup- 
plier  is  virtually  short  circuited,  having  in  series  with  it 
the  armature  of  its  companion  (if  there  are  two  suppliers 
in  series)  and  the  stationary  armature  of  the  motor;  the 
initial  flow  of  current  is  therefore  considerable,  and  the 
series  field  heavy.  The  result  of  this  is  that  the  E.  M.  F. 
of  the  supplier  rises  rapidly,  and  as  this  is  the  E.  M.  F. 
impressed  at  the  motor  terminals,  the  motor  speed  rises 
also,  and  with  it  its  C.  E.  M.  F.  Now,  since  the  motor  is 
separately  excited,  its  C.  E.  M.  F.  isindependent  of  the  im- 
pressed E.  M.  F.,  except  in  so  far  as  the  speed  is  influenced 
by  it.  The  heavy  motor  armature  having  once  gained 
headway,  will,  by  virtue  of  its  large  inertia,  tend  to  hold 
its  speed,  and  will  not  quickly  respond  to  changes  in  the 
impressed  E.  M.  F.  Initially,  the  heavy  series  field  on 
the  compound-wound  loss  supplier  enables  it  to  generate 
a  high  E.  M.  F.,  but  as  the  C.  E.  M.  F.  rises,  the  current 
in  the  motor  circuit,  and  hence  in  the  series  field  of  the 
supplier,  falls  off  rapidly,  and  may  fall  so  low  that  the 
impressed  E.  M.  F.  no  longer  exceeds  the  C.  E.  M.  F. 
In  other  words,  the  motor  armature  becomes  a  generator 
running  by  its  own  momentum,  and  sends  a  current  back 
through  the  loss  supplier,  running  it  as  a  motor.  The 
preventative  of  such  behavior  is  to  strengthen  the  shunt 
field  of  the  loss  supplier  so  promptly  that  reversal  can- 
not take  place. 
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The  action  of  the  system  under  the  above  con- 
diti(jn  may,  if  the  motor  armature  be  very  heavy, 
so  that  it  cannot  quickly  come  to  rest,  become  quite 
complicated,  and  it  will  be  instructive  to  follow  the 
cycle  through.  As  soon  as  the  C.  E.  M.  F.  exceeds  the 
impressed,  thus  making  the  motor  a  generator  feeding 
the  supplier,  the  current  in  the  series  coils  of  the  supplier 
is  reversed,  and  so  is  the  polarity  of  its  fields.  When  the 
shunt  field  picks  up  anew  (if  it  does),  it  does  so  in  accord- 
ance with  the  reversed  polarity,  and  gives  us  the  condition 
of  both  machines  running  in  series  as  dynamos,  and  with 
no  resistance  in  circuit  save  the  two  armatures  and  two 
series  tkuls.  Both  machines  are  doing  work:  the  loss 
Svipplior.  boini^  cv>nnected  to  the  engine,  can  do  work  as 
iMij;  as  the  belt  stays  on;  but  the  raotur  armature,  owing 
;ts  eneri^y  sv^lely  to  momentum,  stops  very  soon.  This 
b:  iv^s  ;:s  to  a  r.ew  stage.  Ihe  loss  supplier  has  a  strong 
ser.os  t;e'»vl  v  t  reverse  pv^'.arity  I3  what  it  had  at  the  start, 
av.vi  her.oe  sor.vis  a  reverse  c;:rrin:  through  the  motor 
a::v.a:.:ro:  :>.e  :v.  :  ^r  f.elJs,  :^e:r.^  ser^r^tely  exciteJ,  are 
::*o  sa^.o  as  a:  start.rc*  tr.::rc:  re  i>  s  :r.  as  the  ni:tor 
a;^*a:/.:o  K.r.'.cs  t"  r;:s:.  s.r.^'e  ::5  r.t'.Js  :Lre  of  the  same 
.  \;    ;v  .  <  ;  *:,  r.-  V..:  :  .-^:  ::  ::<  irr.j^tjre  is  reversed,  it 

\     V     .^xv.  .-.-.    .  7...  :-.rr..v;rs  .'.."J    r.:^::,  this  cycle 

:       <    •»        ";:;.-:     :>;  *.    :~*    :r!c-r-i^    ::r.i:i:on 

.      .         -^     .V-        \;  :    ;  V  s: .     ■ /-  rf-^-iTSi.-      Ur/.tss    the 

*     .  ■     .^       V    .     .  ■• .       :      -::—>:    ::;~>i'Tt^  :.  s^c-:r-d 

:."--:.>::•?  r*T*r>f  i  be:\  re 

>   >  -    •». :  ^  ^^^r::■^^     It  must 

-.     \'  ;i*  iw»  scigNbers  irere  in 

has  been 
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reversed  the  other  must  also  be,  so  they  will  again  be 
in  series.    '  ' 

Promptness  and  care  are  the  preventatives  of  the 
above  complications,  the  compound-wound  supplier's 
brushes  being  brought '  forward,  and  its  shunt  field 
resistance  reduced  so  as  to  counterbalance  the  weaken- 
ing  of  the  series  field.  As  the  motor  speed  rises  and  its 
armature  current  decreases,  the  supplier  brushes  are 
worked    back  to  their  non-sparking   point. 

It  is  practicable  and,  in  some  tests  requiring  nice  volt- 
age regulation,  desirable  to  have  the  voltages  of  the  two 
suppliers  in  opposition.  The  minimum  line  voltage  is 
then  gotten  when  the  two  machines  are  of  equal  voltage. 
In  the  present  case  we  weaken  the  field  of  the  low  voltage 
machine  when  it  is  desired  to  raise  the  impressed  E.  M.  F. 
The  practice  of  opposing  E.  M.  Fs.  as  a  means  of  reg- 
ulation is  fast  gaining  ground  now  occupied  by  ordinary 
ohmic  resistances,  which  waste  so  much  energy  in  heat. 
The  flexibility  of  the  method  is  readily  seen  when  we  say 
that  with  two  500  volt  generators,  their  rheostats,  and  a 
reversing  switch  in  one  of  the  circuits,  any  voltage  is 
obtainable  from  o  to  1000. 

If  after  full  speed  is  attained  it  is  found  to  be  too  high, 
it  can  be  reduced  by  lowering  Cs  E.  M.  F.  In  doing 
this  great  care  must  be  exercised  that  it  is  not  done  too 
suddenly,  and  a  reversal  precipitated.  Reversals  at  high 
speeds  are  generally  accompanied  by  flying  belts  and 
grand  confusion. 

With  B  running  up  to  speed,  but  without  load,  it  is 
time  to  introduce  the  low  volt  supplier  into  circuit. 
Since  its  armature  is  always  in  circuit,  to  make  the 
machine    active  it    is  only  necessary  to    complete  its 
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separatetf  excited  field  circuit,  and  gradually  mcreasc  its 
field  strength,  at  the  same  time  decreasing  thai  of  the 
com  pound- wound  machine  by  about  the  same  amount. 
The  voltage  of  the  low  volt  machine  ts  brought  up 
to  the  maximum  to  be  used,  so  it  will  require  no 
further  regulation,  and  that  of  the  com  pound- wound 
machine  is  reduced  till  the  sum  of  the  two  is  that 
required.  The  compound-wound  machine  is  then  used 
for  all  further  regulation.  The  compound* wound  machine 
is  provided  with  field  rheostats  enough  to  cause  it  to 
drop  its  field,  when  all  resistance  is  in,  and  the  low  volt 
machine*s  field  must  have  resistance  enough  to  reduce 
its  E,  M.  F,  to  30  or  40  volts,  which  will  bt  necessary 
both  when  putting  the  machine  into  action  and  withdraw- 
ing it.  In  the  first  place  to  prevent  the  introduction  of  its 
voltage  from  causing  too  great  an  increase  in  the  load; 
in  the  second  place  to  avoid  the  withdrawal  of  its 
E.  M.  F.  from  causing  a  reversal. 

We  next  prepare  to  load  A  on  B,  If  A  and  ^are  belt- 
connected,  A  turns  over  when  B  does;  but  if  clutched 
together  it  is  customary  to  put  in  A*s  clutch  after  B  is 
up  to  speed,  an  operation  which  requires  some  care, 
because  A's  heavy  armature  has  considerable  inertia  and 
acts  as  a  brake,  and  may  temporarily  overload  the  com- 
pound wound  supplier  sufficiently  to  throw  Its  belt.  The 
low  volt  machine  gives  no  trouble,  because,  although  it 
runs  at  full  voltage,  it  is  far  from  its  normal  current 
output  and  is  therefore  nowhere  near  its  full  load. 

The  next  step  is  to  get  the  voltage  on  the  motor  at  ap- 
proximately 500  volts,  at  the  same  time  keeping  the  speed 
right  by  means  of  the  resistance  boxes  in  its  field.  Sup- 
posing that  the  voltage  is  correct,  and  that  the  speed  is 
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low;  bringing  up  the  speed  by  weakening  B*s  field  will 
cause  the  line  current,  and  hence  **  lost  volts,"  to  increase, 
and  hence  also  the  voltage  impressed  on  B^  unless  C  is 
a  single  machine  perfectly  compounded  for  the  occasion. 
Voltage  and  speed  must  therefore  be  adjusted  simul- 
taneously. It  would  seem  at  first  sight  that  a  perfectly 
compounded  dynamo  might  be  useful  as  a  loss  supplier; 
and  so  it  would  for  either  no  load  or  full  load,  but  not  fi.r 
both  and  intermediate  loads,  since  at  no  load  the  voltage 
must  be  500,  at  full  load  555,  and  at  intermediate  loads  be- 
tween these  limits.  The  only  recourse,  then,  is  to  hand 
regulation.  The  voltage  on  B  and  the  speed  of  A  are  ad- 
justed after  A  is  made  to  generate  its  own  field,  because 
the  making  of  A*s  field  puts  more  work  on  B  and  brings 
down  its  speed.  To  insure  that  A's  polarity  shall  be 
that  desired,  its  field  is  charged  from  C,  by  removing  a 
brush  holder  cable  and  closing  K.  By  charging^  from 
C,  we  can  be  sure  that  their  polarities  shall  be  opposed, 
and  for  this  reason:  when  the  brush-holder  cable  is 
removed  from  A^  in  order  to  cut  its  armature  out  of  cir- 
cuit, and  A' is  closed,  A  and  .5  may  be  regarded  as  two 
motors  connected  in  multiple  on  C.  The  two  shunt  fields 
are  charged  exactly  as  they  would  be  were  the  two 
machines  actually  running  as  motors.  Now  the  C.  E. 
M.  F.  of  a  motor  opposes  its  impressed  E.  M.  F.,  and 
regarding  A  and  B  as  motors,  the  impressed  E.  M.  F. 
being  common  to  both,  is  the  same  on  both,  and  since 
both  C.  E.  M.  Fs.  are  opposed  to  the  impressed  E.  M.  F. 
they  are  opposed  to  each  other,  when  we  consider  the 
local  circuit  of  the  two  machines,  as  will  be  seen  in  Fi^^s. 
128  and  129.  Here  Fig.  128  shows  the  condition  while 
charging,  and    Fig.    129  the   same   after   the   impressed 
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E.  M,  F.  has  been  rcmoveOj  leaving  the  two  machines 

opposed  in  polarity. 

As  soon  as  y/'s  field  Is  excited,  and  its  voltage  adjusted 
to  500,  its  brushes  are  brought  as  far  forward  as  spark- 
ing will  permit:  it  will  then  be  unnecessary  to  shift  them 
when  the  load  is  put  on.  With  voltage  at  500  and  speed 
correct  and  constant,  we  are  ready  for  the  free  data. 
This  consists  of  voltage  and  speed  readings,  current  in 
shunt  field,  and  drop  across  series  coils^  all  with  no  load 
uu    the    machine,    and    according  to    blanks    provided 

^a£.M.F,  /CX.M.F. 


C.E.M,F, 


x.c.M.r* 


Fig.   128. 


Fig.  129. 


for  the  test.  The  **free"  data  taken,  A%  E.  M.  F. 
is  500  volts,  and  that  on  iff  a  little  less.  The  volt  lines 
are  now  placed  across  K^  which  is  the  only  open  cir- 
cuit between  the  two  machines,  and  the  voltmeter  should 
register  zero,  showing  that  the  two  sides  of  the  switch 
are  at  the  same  potential.  In  holding  the  voltlines 
the  operator  must  have  care  lest  there  be  a  potential 
difference  of  1,000  volts,  which  is  the  case  if  A  and  B 
happen  to  be  in  series;  should  this  be  the  case,  A^  field 
must  be  recharged  from  C  Inability  to  get  full  voltage 
from  A  when  running  up  to  speed  indicates  one  or  more 
field  spools  to  be  wrongly  wound  or  connected,  so  that 
one  spool's  magnetizing  effect  neutralizes  that  of  another. 
This  can  be  caused  either  by  getting  the  field  spools  in 
the  frame  end  for  end,  or  by  the  winder  bringing  the 
leads  around  one-half  turn  too  far  before  bringing  them 
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out:  either  of  which  mistakes  results  in  the  inside  field 
lead  coming  out  where  the  outside  lead  should  be.  A 
simple  test  is  to  bring  a  hand  compass  up  to  the  pole- 
pieces  and  observe  which  pole  of  the  needle  is  attracted: 
should  three  consecutive  poles  prove  to  be  alike,  the  mid- 
dle spool  must  be  reversed,  either  electrically  or  mechanic- 
ally. In  lieu  of  a  compass  a  piece  of  soft  iron  will  serve 
as  well,  being  simply  held  before  the  poles,  and  passed 
freely  from  one  to  the  other.  Where  adjacent  poles  are 
unlike,  as  they  should  be,  the  piece  of  iron  will  follow  a 
natural  path  from  one  to  the  other,  presenting  opposite 
ends  to  adjacent  poles.  If  the  poles  are  alike,  the  iron 
will  tend  to  balance  midway  between  the  two  poles,  and 
present  the  same  end  to  both. 

We  have  now  arrived  at  perhaps  the  most  difficult,  and 
certainly  the  most  interesting,  part  of  the  test — that  of 
putting  on  the  load.  With  both  sides  of  A',  Fig.  1 23,  at  the 
same  potential,  or  with  a  slight  difference  in  favor  of  ^'s 
side,  it  can  be  closed.  At  this  time  there  should  be  a 
man  at  Cs  boxes;  one  to  take  speed  on  A;  one  at  B's 
boxes;  one  at  B*s  brushes  to  put  on  the  load;  and  last, 
but  by  no  means  least,  the  man  with  tht  voltlines.  As 
soon  as  JCis  closed,  B*s  field  is  weakened  a  little  to 
minimize  chances  of  reversal.  B*s  brushes  are  then 
brought  slowly  backward  till  about  one-quarter  load 
works  on.  As  the  load  goes  on,  Cs  voltage  is  raised  by 
means  of  its  rheostat,  in  order  to  keep  up  the  speed, 
cutting  out  field  resistance  slowly,  and  giving  each 
change  time  to  have  its  full  effect.  The  tachometer,  or 
instantaneous  speed  indicator,  should  be  checked  up 
with  a  timepiece  and  ordinary  indicator,  and  the  speed 
must  be  kept   exactly  right,  as  a  difference  of  4  or  5 


398  TESTING   OF   DYNAMOS   AND    MOTORS. 

revolutions  will  sometimes  cause  an  error  of  6  or  8  volts- 

The  tachometer  should  be  handled  carefully,  and  with- 
out leaning  on  it,  as  undue  pressure  causes  it  to  run  hot 
and  stick.  Speed  must  always  be  taken  on  the  dynamo 
and  not  on  the  motor,  for  although  they  are  belted  or 
clutched  together,  a  difference  in  pulleys  or  slipping  of 
belt  or  clutch  woukl  introduce  an  error. 

If  ^  and  ^are  heavily  over-compounded,  it  is  customary 
to  use  a  temporary  shunt  on  .^'s  series  Bi'ld  to  prevent 
the  load  from  going  on  too  suddenly*  When  the  load 
reaches  quarter  value  this  shunt  is  slowly  worked  out,  and 
the  load  further  increases.  The  removal  of  the  shunt 
has  the  following  effect:  Primarily,  part  of  the  load  is 
put  on  by  reducing  ^'s  C.  E.  M.  F.  This  is  accomplished 
by  rocking  the  motor  brushes  back  so  as  to  bring  the 
armature  poles  in  a  position  to  demagnetize  the  fields. 
The  effect  of  this  reaction  is  so  great  that  at  full  load 
when  the  field  is  weakest  the  field  current  is  often  greatest. 
On  a  dynamo  the  effect  of  giving  the  brushes  a  forward 
or  positive  lead  is  to  have  the  armature  reinforce  the 
field  and  raise  the  E.  M.  F.,  and  since  C.  E.  M.  F.  is 
the  dynamo  property  of  a  motor,  the  effect  of  rocking 
the  motor  brushes  forward  is  to  raise  its  C.  E.  M.  F.  and 
diminish  the  load.  The  full  load  can  now  be  worked  on 
^,  and  with  its  speed  and  load  adjusted  it  is  permitted  to 
run  5  hours,  or  till  it  heats  thoroughly.  One  man  can 
easily  regulate  the  load  and  watch  the  bearings. 

We  will  now  consider  the  factors  entering  into  the 
problem  of  compounding,  and  the  various  points  lending 
aid  to  success.  Compounding  consists  in  experimentally 
adjusting  a  permanent  German  silver  shunt  across  the 
series  field  of  the  dynamo,  such  that  when  running  at  full 
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loady  proper  speed,  and  fully  heated,  the  dynamo  shall 
give  a  specified  E.  M.  F.  At  the  beginning  of  the  test 
a  variable  shunt  board  is  used,  for  convenience,  and 
it  is  this  board  that  the  regulation  shunt  replaces  when 
the  load  has  been  removed  for  readjusting  the  rheostat 
for  500  volts  just  before  compounding.  So  far  as  the 
shunt  winding  is  concerned,  any  properly  designed 
machine  that  compounds  cold,  /.  ^.,  maintains  its  speci- 
fied voltage  from  no  load  to  full  load,  will  compound  hot, 
as  resistance  is  taken  from  the  rheostat  to  compensate 
for  the  rise  of  resistance  in  the  winding  due  to  heating. 
With  the  series  field,  however,  such  is  not  the  case.  If  a 
machine  be  compounded  cold  with  a  shunt  of  certain 
resistance,  it  will,  when  heated  and  its  rheostat  read- 
justed for  500  volts  on  open  circuit,  undercompound, 
and  a  new  shunt  will  be  required.  The  reason  for  this 
is  that  the  same  relation  between  the  series  field  and  the 
shunt  no  longer  exists.  In  the  first  place  the  shunt,  being 
exposed  to  the  air,  does  not  rise  very  much  in  tempera- 
ture; secondly,  German  silver  does  not  rise  in  resistance 
for  a  given  increase  in  temperature  at  the  same  rate  as 
copper  does,  the  rate  being  much  less.  The  consequence 
is  the  shunt  does  not  rise  very  much  in  resistance,  while 
the  series  field  does,  thereby  sending  a  greater  proportion 
of  the  armature  current  through  the  sluint  and  weakening 
the  field.  To  restore  them  to  their  former  relation  ihe 
shunt  resistance  is  raised,  by  cutting  out  one  or  more 
strips  of  German  silver.  The  only  factor  uncompensated 
directly  is  the  increased  reluctance  of  the  heated  iron; 
this  is  small. 

As  has  been  said  elsewhere,  the  present  test  has  been 
selected  to  include  as  many  troubles  as  possible,  but  it 
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be  too  powerfully  shunted;  (2)  the  dynamo  series  and 
shunt  fields  may  be  opposed;  (3)  the  ammeter  needle 
may  be  **  frozen";  (4)  a  belt  or  clutch  may  be  slipping,  (i) 
The  effect  is  to  rob  the  series  winding  of  current,  and 
thereby  deprive  it  of  ability  to  force  a  load  against  the 
growing  opposition  of  the  motor  series  winding.  Gradu- 
ally removing  the  shunt  will  show  if  this  is  the  cause. 
Virtually  the  same  effect  obtains  if  the  series  field  has 
a  loose  connection,  because  nearly  all  the  current  then 
passes  through  the  shunt.  In  this  case,  the  shunt  grows 
hot.  (2)  If  shunt  and  series  oppose,  neutralization  takes 
place  as  the  load  increases,  and  it  refuses  to  exceed  a 
certain  value.  The  series  connection  must  be  reversed. 
(3^  In  this  case  the  load  is  really  going  on,  though  the 
ammeter  does  not  record  the  fact;  tapping  the  meter  so 
as  to  free  the  needle  is  sufficient.  (4)  A  slipping  belt 
generally  announces  its  condition  by  squeaking,  but  not 
always.  As  an  illustration  of  belt  troubles  the  following 
very  singular  performance  may  be  interesting:  Two  500 
kilowatt  street  railway  generators  were  under  test,  and 
quarter  load  was  on,  after  which  all  efforts  to  increase  it 
were  futile.  Upon  weakening  the  motor  field  the  load 
decreased  instead  of  increasing.  The  action  suggested 
that  possibly  the  supposed  motor  was  really  a  generator, 
but  weakening  the  other's  field  disproved  this.  Finally  the 
trouble  was  removed  by  tightening  the  belt.  The  behavior 
is  explained  as  follows :  upon  weakening  the  motor  field  its 
speed  became  higher,  but  contact  between  pulley  and  belt 
became  poorer  at  the  higher  speed,  so  that  the  dynamo 
speed  became  actually  less.  Upon  strengthening  the 
motor  field  the  speed  fell  off,  but  its  belt  grip  improved, 
so  that  the  dynamo  speed  increased  and  with  it  the  load. 
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There  was  naturally  a  limit  to  this  unusual  method 
of  putting  on  a  kmd,  for  with  good  belt  contact, 
further  strengthening  of  the  motor  field  brought  down 
the  speed  on  both  machines,  and  also  the  impressed 
and  counter  E.  M.  Fs,,  but  the  former  faster  than  the 
latter*  The  reason  for  this  is:  (i)  The  dynamo,  being 
self-exciting,  decreasing  its  speed  not  only  decreases  its 
E*  M.  F,  directly,  but  docs  so  further  by  weakening  the 
field  which  depends  upon  that  E.  M.  F.,  an  effect  absentfl 
on  the  separately  excited  motor.  (2)  Since  the  dynamo's 
E<  M,  F.  exceeds  the  motor's  counter  by  an  amount  equal 
to  the  cable  **drop/'  a  percentage  reduction  in  the  speed 
causes  a  greater  absolute  effect  on  the  dynamo,  so  that 
its  excess  of  voltage  gradually  disappears,  and  with  it 
its  load. 

Should  the  difficulty  in  putting  on  the  load  not  be 
found  among  the  above  more  common  ones,  it  may  be 
due  to  the  rocker  arm  on  one  machine  being  carelessly 
left  90°  out  of  position,  which  results  In  reversing  the 
series  field  of  the  motor,  and  in  depriving  the  generator 
of  its  ability  to  generate  unless  its  shunt  field  has  been 
reversed  to  suit  conditions,  in  which  case  the  series  field 
must  be  also  reversed.  No  sane  man  is  apt  to  leave 
brushes  out  of  position  if  allotted  reasonable  time  for  his 
work,  because  the  handle  of  the  rocker  arm  is  a  glaring- 
indicator  of  its  position,  but  when  eight  or  ten  men 
work  on  the  same  test  trying  to  do  half  an  hour's  work 
in  five  minutes,  almost  anything  is  liable  to  occur. 

There  are  times  when  the  ammeter  needle  surges 
back  and  forth  from  no  load  to  full  load.  To  locate  the 
cause  of  such  action  it  is  necessary  to  note  simultane- 
ously the  variation  of  load  and  speed.     If  the  two  rise 
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and  fall  together,  the  trouble  is  with  the  loss  supplier, 
or  some  belt,  clutch,  engine,  or  countershaft  connected 
with  it.  If  the  speed  falls  when  the  load  rises,  it  indi- 
cates trouble  in  the  exciter  circuit,  for  we  have  seen 
that  weakening  the  motor  field  increases  the  load  and 
decreases  the  speed,  and  vice  versa;  while  raising  the 
voltage  on  the  suppliers  increases  the  load  and  speed  at 
the  same  time.  The  proof  of  a  slipping  belt  is  a  warm 
pulley. 

When  there  is  persistent  trouble  with  the  speed  and 
careful  inspection  fails  to  class  it  in  any  of  the  above 
cases,  suspicion  points  strongly  to  the  motor,  and  is  con- 
firmed by  the  fact  that  the  speed  is  equally  unsteady  at 
no  load  and  full  load.  If  the  trouble  is  with  the  fields, 
as  is  apt  to  be  the  case,  the  speed  will  rise  as  the  load 
falls.  A  rough  test  is  made  by  means  of  a  piece  of  soft 
iron  and  a  compass;  the  iron  showing  any  marked 
discrepancy  in  pole  strength  and  the  compass  any 
irregular  polarity.  If  the  trouble  is  with  the  armature, 
the  indications  are  apt  to  be  more  violent,  and  give 
rise  to  local  heating.  A  good  way  to  determine  exactly 
the  seat  and  nature  of  its  trouble  is  to  reverse  the 
machines  and  run  the  defective  motor  as  a  dynamo:  if 
the  trouble  is,  as  suspected,  with  the  motor,  the  incon. 
stancy  of  speed  will  no  longer  exist.  Next  see  if  the 
defective  machine  will  excite  its  own  field,  and  if  not, 
charge  from  the  motor  terminals:  the  field  ammeter  will 
show  by  the  magnitude  of  the  deflection  whether  the 
field  resistance  is  normal  or  not.  Lastly  take  the  drop 
of  potential  across  each  spool  and  locate  the  faulty  one. 

With  all  difficulties  surmounted  and  the  full  load  on, 
the  machines  are  allowed  to  run  until  thoroughly  heated, 
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be  abnormally  high,   that  across  each    spool   must   be 
taken,  and   in  such  a  way  as  to  include  no  joints;  the 
drop  across  each  joint  can  then  be  taken,  and  any  luose^     ^ 
or  lacquered  joint  located.  ^M 

The  above  data  having  all  been  taken,  the  machine^^ 
are  shut  down  and  changed  over,  the  motor  becoming  a 
dynamo,  and  vice  versa.  The  change  consists:  (i)  In 
removing  the  supplier  cable  next  to  A",  and  placing  it  on 
the  other  side  of  A"  (Fig.  123);  (2)  in  exchanging  the  box 
[Ines  of  the  two  machines,  and  making  the  mutur,  to  be, 
separately  excited  and  tlie  dynamo  self-excited.  In  most 
cases  the  series  fields  must  be  reversed,  but  if  A  and  B 
are  belted  together,  and  one  is  provided  with  right-hand 
the  other  with  left-hand  brush  holders,  or  if  the  nu> 
chines  are  clutched  together  and  both  are  fitted  with 
similar  brush  holders,  then  their  direction  of  rotation 
must  be  reversed  to  conform  to  the  rule  requiring  car- 
bon brush  dynamos  to  run  against  the  brushes,  and  the 
series  field  connections  need  not  be  disturbed  except  to 
transfer  the  fuse  from  the  old  motor  to  the  new  one. 
The  shunt  board  must  also  be  transferred  to  the  dynamo 
to  be.  Due  regard  must  be  had  for  the  fact  that  machines 
belted  together  generally  turn  in  the  same  direction, 
viewed  from  the  commutator  end,  but  when  clutched 
together  they  stand  pulley  to  pulley,  and  therefore  turn 
oppositely.  The  change  in  connections  completed,  the 
machines  are  once  more  started  up,  and  allowed  to  run  for  - 
a  few  moments  before  putting  on  the  load.  In  throwing 
in  a  clutch,  after  it  has  been  snapped,  the  pressure  ring 
must  be  relieved,  otherwise  it  will  run  hot.  Any  slipping 
can  be  detected  by  taking  speed  on  both  machines.  The 
load  is  put  on  as  already  described,  and  the  system 
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altovcd  to  niD  for  three  or  more  hours  longer;  when  the 
second  machine  ts  compounded  the  set  Is  run  long 
cooDgh  to  complete  the  ten  or  twelve  hour  test  as  the 
case  m^j  be. 

If  after  a  load  has  been  running  smoothly  for  somi 
hours  it  begins  to  work  o^  sloirl}^  the  cause  is  either 
sltpplog  beJt  or  clutch,  or  more  likely  a  movement  of  one 
cr  both  rocker  arms.  This  can  be  detected  at  a  glance 
bjr  making  a  challc  mark  on  pillow  block  and  rocker  arm  aflfl 
the  beginning  of  the  test.  There  is  a  tendency  for  the 
comittutator  to  drag  the  brushes  and  rocker  arm  around 
with  the  armature,  and  no  dynamo  should  be  shipped  in  a 
condition  to  admit  of  this.  Testers  pay  special  attention 
to  this  detail,  for,  when  running  in  multiple  with  others,  a 
machine  with  such  a  weakness  would  be  sure  to  cause 
trouble.  The  movement  of  the  rocker  arm  on  either  ' 
dynamo  or  motor  has  the  effect  of  working  oflf  the  load. 
On  the  dynamo  it  decreases  the  lead,  and  hence  the 
E.  M.  F.  On  the  motor  it  increases  the  negative  lead, 
and  hence  increases  the  C.  E.  M.  F.,  both  of  which 
actions  tend  to  remove  the  load.  The  first  symptom  of 
a  shifting  rocker  arm  is  a  decrease  in  the  ammeter  read- 
ing, followed  by  sparking  of  the  motor  brushes,  and 
unless  noticed  in  time,  the  load  works  down  to  zero, 
at  which  point  the  supplier  runs  both  machines  as 
motors,  and  the  dynamo  announces  the  fact  by  a  char- 
acteristic howl. 

Circumstances  sometimes  demand  the  instant  removal 
of  the  load,  by  pulling  switch  A'.-  in  such  a  case  the 
motor  brushes  should  be  brought  quickly  forward  to 
relieve  sparking,  the  motor  field  strengthened,  and  the 
supplier  E.  M.  F.  reduced,  otherwise  the  speed  will  rise 
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to  the  limit  set  by  the  motor's  separate  excitation.  The 
reason  is  as  follows:  Since  bringing  the  brushes  back  to 
put  the  load  on  has  lowered  the  C.  E.  M.  F.,  the  first  ten- 
dency is  for  the  speed  to  rise,  but  this  is  met  by  the 
increased  load  which  the  over-compounded  dynamo 
immediately  puts  on  the  motor,  with  the  result  that  the 
speed  must  be  maintained  by  raising  the  supplier's 
E.  M.  F.  The  conditions  at  the  time  of  removing  the 
load  then  are  these:  (i)  The  supplier  voltage  is  much 
above  the  value  necessary  to  keep  the  system  at  the 
given  speed,  had  thedynamo.no  load;  (2)  the  powerful 
series  field  of  the  motor  under  full  load  has  an  effect 
almost  negligible  as  soon  as  the  load  is  thrown  off.  The 
motor  brushes  are  in  a  position  corresponding  to  high 
speed  at  no  load,  and  may  or  may  not  be  counter-bal- 
anced by  the  excess  of  shunt  field  current  necessary  to 
reduce  sparking.  The  effect,  then,  of  removing  the  load 
is  to  remove  the  restraining  influence,  hence  the  advis- 
ability of  the  above  precautions. 

A  simple  way  to  prevent  all  danger  is  to  pull  A' and  K' 
at  the  same  time:  this  has  the  disadvantage  that  it  stops 
the  system.  Pulling  K"  without  pulling  K  stops  the 
set,  but  not  without  sparking  badly,  for  it  leaves  A  and 
B  to  run  back  on  each  other  in  virtue  of  their  inertia, 
and  since  A  is  self-exciting,  it  will  lose  its  field  when  the 
speed  gets  below  the  critical  value,  leaving  A  to  short 
circuit  By  now  running  as  a  separately  excited  generator. 

Pulling  the  main  switch  under  full  load  in  a  motor- 
generator  test  is  not  attended  by  serious  arcing — even 
with  a  current  of  2,000  amperes,  and  a  switch  with  a 
3  inch  break  is  safe.  Such  is  not  the  case  on  a  similar 
circuit  containing  only  ohmic  resistance,  for  here  a  switch 
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of  three  times  the  break  would  not  prevent  arcing.  The 
conditions  in  the  two  cases  are  different:  in  the  latter 
the  full  vyltage  of  the  system  is  effective  in  supporting 
the  arc,  while  m  the  circuit  containing  the  motor's 
C  E,  M,  F.,  only  the  excess  of  the  impressed  over  the 
counter  E,  M,  F.  is  so  available;  and  this  is  merely  that 
necessary  to  drive  the  current  through  the  low  ohmic 
resistance  of  the  machines  and  connecting  cables.  It  is 
good  practice  to  adhere  to  a  uniform  rule  in  removing  a 
load:  the  supplier's  E.  M.  F.  must  be  reduced  step  by  step 
with  that  of  the  dynamo,  and  the  motor  speed  kept  con- 
stant. This  is  continued  until  the  load  is  off,  and  when 
A'  is  opened  everything  is  nearly  adjusted  to  put  back 
the  load  if  it  is  desired  to  do  so. 

The  test  over,  the  thermometer  temperature  of  arma- 
tures and  fields  is  taken,  and  the  hot  insulation  meas- 
ured. The  thermometer  is  placed  on  the  part  to  be 
taken,  and  is  well  packed  around  with  cotton  waste.  The 
armature  requires  half  an  hour  or  more  after  stopping  in 
which  to  reach  its  maximum  temperature,  because  while 
running  the  fanning  of  the  air  keeps  the  surface  layer  of 
wire  cooler  than  those  inside.  The  most  reliable  infor- 
mation in  regard  to  temperature  rise  is  gotten  from  the 
rise  in  resistance. 

Insulation  measurement  is  taken  from  series  to  shunt, 
series  to  frame,  shunt  to  frame,  and  commutator  to  shaft: 
we  specify  shaft  to  eliminate  any  possible  error  due  to 
the  film  of  oil  which  lies  between  the  shaft  and  frame. 
In  testing  the  fields  all  exterior  wires  are  disconnected, 
and  all  wires  remaining  are  cleared  from  the  frame.  O.ij 
test  line  is  then  held  on  one  field  terminal,  the  other  test 
line  on  the  frame.     If  any  of  the  field  tests  are  low,  the 


COMPOUNDING.  409 

spools  are  separated,  tested,  and  the  faulty  one  marked. 
A  low  spool  or  armature  is  returned  to  the  oven  and 
baked  till  it  passes  the  test. 

The  galvanometer  used  in  testing  insulation  is  a 
Thomson  reflector,  with  the  scale  at  such  a  distance  as 
to  introduce  no  appreciable  error  in  assuming  that  the 
deflection  produced  is  directly  proportional  to  the 
E.  M.  F.  applied  to  the  galvanometer.  The  galvanom- 
eter in  question  is  calibrated  with  a  Daniell  cell  of  i.i 
volt,  and  the  resistance  in  circuit  is  such  that  with  no 
shunt  1. 1  volt  produces  a  deflection  of  no  scale  divisions. 
Each  division  therefore  corresponds  to  .01  volt.  Using 
the  1/99  shunt,  one  division  corresponds  to  1  volt. 

By  combining  shunts  and  proportion  lines,  the  range  of 
voltage  possible  to  be  read  is  from  .01  to  500,000  volts. 
This  range  has,  however,  its  limit  in  the  carrying  ca- 
pacity of  the  proportion  boxes.  All  that  is  seen  and 
handled  of  the  proportion  box  is  two  pairs  of  small  flexi- 
ble cables  leading  from  it;  one  pair,  including  the  total 
resistance  of  the  box,  goes  to  the  terminals  of  the 
machines  under  test.  The  other  pair  includes  the  de- 
sired fraction  of  the  total  resistance  and  goes  to  the 
galvanometer.  Should  the  lines  be  confused,  resulting 
in  putting  the  fractional  resistance  across  the  source 
of  E.  M.  F.,  a  fuse  may  blow  unpleasantly  near  the 
operator's  eyes,  or  the  galvanometer  may  be  injured. 

In  testing  insulation,  the  galvanometer,  with  its  resist- 
ance boxes,  charging  lines,  safety  lamps,  and  test  lines 
are  all  in  reries,  as  shown  in  Fig.  130.  The  i,  99  or  1/999 
shunt  is  used  on  the  galvanometer  according  as  the 
charging  lines  are  from  the  125  or  500  volt  circuit.  The 
test  lines  are  first  held  together,  and  the  galvanometer 
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deflection  noted.  I'his  deflection  is  due  to  the  current 
which  A  sends  through  J?,  G^  in  series,  and  is  called 
the  consstaiit.     U'hc   lines  are  now   held  apart,  and  no 

permanent  deflec- 
tion should  utusiin 
if  the  insiilation  U 
everywhere  intact. 
The  lines  are  now 
held  across  the  in- 
sulation to  be  meas- 
uredj  care  being 
taken  that  the  fin- 
gers do  not  touch 
the  wires,  for  the  body  has  an  average  resistance 
of  but  5,000  ohms,  and  would  be  a  comparative  short 
circuit  across  the  insulation,  which  measures  perhaps 
megohms.  If  now  the  "constant"  is,  say,  335  volts, 
corresponding  to  a  deflection  of  135  divisions,  and 
the  insulation  reading  is  but  i  division,  the  circuit 
resistance  is  135  times  as  great  as  it  is  when  the  "test " 
is  cut  out,  and  the  insulation  resistance  is  approximately 
135  times  that  of  the  galvanometer  boxes,  etc.  In  this 
way  the  insulation  resistance  is  gotten,  and  none 
below  1,000,000  ohms  (i  megohm)  is  accepted.  The 
following  table  gives  the  insulation  value  of  one  division, 
using  either  the  125  or  500  volt  charging  lines.  All 
instruments  used  in  these  tests  are  calibrated  at  regular 
intervals  by  comparison  with  reliable  standards. 

SHUNT  USED.  DEFLECTION.  MEGS.  @  12$  VOLTS.  MEGS.  @  5OO  VOLTS. 
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Test  XI. — Compounding;  all  Afachines  in  Series, — Test 
X  required  the  loss  supplying  generator  to  be  of  the 
same  E.  M.  F.  as  the  machines  under  test,  though 
its  current  capacity  might  be  considerably  less,  and  fur- 
ther required  that  it  run  in  multiple  with  the  dynamo. 
In  the  present  test  the  current  capacity  of  the  supplier 
must  equal  or  exceed  that  of  the  machines  under  test; 
and  all  machines  are  in  series,  as  far  as  having  the  cur- 
rent pass  out  of  one  into  the  other  fulfills  the  definition 
of  the  term.  Fig.  131  shows 
the  connections  for  test. 
-<^  is  a  compound-wound 
generator;  -^,  a  compound- 
wound  machine  similar  to 
A  (series  fields  are  omitted 
in  figure),  to  be  used  as  a 
motor;  C  is  a  shunt- wound 
loss  supplier.  The  test 
would  be  easier  with  all 
shunt  fields  separately  ex- 
cited, but  we  will  suppose  all  machines  to  be  self- 
exciting,  which  will  necessitate  the  use  of  lamp  bank 
or  water  box,  Z,  to  be  used  in  starting,  because: 
C,  a  shunt  machine,  is  used  to  start  the  system,  and, 
since  it  is  self-exciting  the  result  of  closing  A' would  be 
to  have  Close  its  field,  even  assuming  that  it  would  be 
possible  to  lower  Cs  voltage  sufficiently  to  safely  close 
K,  Cxs  driven  by  the  engine  E;  A  and  B  are  belted  or 
clutched  together.  Let  us  assume,  then,  that  A  and  B 
are  500  volt  500  kilowatt  compound-wound  machines, 
and  that  C  is  a   125   volt   machine  of  the  same  current 


capacity.     A  is  cumulatively  connected  as   a   dynamo. 
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aad  i0^y  the  same,  as  motor,  il  ^.,  in  all  cases  their  series 
aad  AuBt  wiodiogs  mast  assist  each  other.  It  is  only 
■ecessary  to  know  the  connection  as  dynamo  when  that 
as  motor  is  secured  by  reversing  the  series  field.  For 
reasons  already  shown,  a  differentially  connected  motor 
will  run  as  a  camalatively  connected  dynamo  and  vUe 
fVTML  On  shont  machines,  for  the  same  direction  of 
rotation  the  connections  are  the  same,  and  separately  ex- 
cited machines  follow  the  same  law.  At  starting  there  is 
no  field  on  A^  and  when  the  time  comes  to  make  its  field 
there  mast  be  no  doubt  as  to  its  polarity,  to  avoid  intro* 
docing  it  into  circuit  as  a  motor.  A^  being  self-exciting, 
will  not  pick  up  its  field  till  a  certain  speed  is  reached, 
and  at  that  point  is  apt  to  pick  up  so  rapidly  as  to  give 
trouble  unless  C*s  field  is  promptly  strengthened  to  raise 
the  voltage  supplied.  It  must  be  borne  in  mind  that  as 
soon  as  a  machine  generates  voltage  it  begins  to  do  work 
if  the  circuit  is  closed,  and  since  the  machines  are  all  in 
series  and  have  the  same  current,  the  amount  of  work 
that  each  does  is  proportional  to  its  voltage.  The  order 
of  starting  up  is  as  follows:  C  is  first  brought  up  to  full 
speed  by  the  engine,  with  /T  open,  to  enable  Cto  get  as 
much  field  as  125  volts  will  give  it,  A' is  now  closed  and  Z 
plugged  till  the  system  gets  well  started.  With  the  lamp 
bank  in,  the  supplier  will  keep  the  system  in  motion  at  a 
fair  rate  of  speed,  until  A  begins  to  pick  up  a  field  and 
do  work,  when  the  demand  on  C  becomes  so  much 
greater  that,  unless  some  of  Z  is  cut  out  so  that  C  can 
devote  its  voltage  to  the  motor  instead  of  Z,  the  system 
will  slow  down  until  it  reaches  a  point  where  A  loses  its 
field,  then  the  load  being  off,  the  motor  will  speed  up 
again,  until  A  once  more  acquires  its  field,  only  to  repeat 
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^h^  same  cycle.  The  reason  for  this  action  is  this;  The 
U*o  machines,  A  and  C,  being  in  scries  as  dynamos,  the 
atnaunt  of  electrical  work  each  does  depends  upon 
Ihe  E*  M.  F.  each  generates,  and  this  in  torn  upon  thf  ir 
respeclive  field  strengths;  now  C\  in  its  work,  is  sup- 
ported by  the  engine  to  which  it  is  belted;  but  ^  owes 
its  energy  of  rot^itiun  primarily  to  C\  and  then  retains 
it  by  its  own  inertia.  The  result  is  that  when  A 
acquires  its  field,  it  throws  on  the  two  belted  machines 
a  load  entirely  out  of  proportion  to  the  amount 
of  energy  available  from  C,  and  unless  this  amount  is 
increased  accordingly,  tlie  machines  must  sluw  down 
until  the  dropping  of  A*s  field  removes  the  abnormal 
load.  If  C  is  separately  excited,  L  need  n(jt  be  used: 
then  C's  voltage  is  reduced  to  35  or  40  volts  and  JC 
closed.  To  facilitate  an  easy  start,  it  is  well  to  have  B*s 
field  circuit  resistance  luw  su  it  will  take  as  much  current 
as  possible,  and  better  still  to  start  the  belt  by  hand, 
thereby  raising  the  C.  E.  M,  F.  of  ^*s  armature  and 
letting  more  current  through  its  shunt  fiekL  If,  as  in 
the  present  case,  B  is  compound- wound,  its  series  wind- 
ing gives  it  a  good  starting  torque,  and  the  hand  start  is 
unnecessary.  So  also  by  using  the  lamp  bank,  ^,  has 
a  strong  shunt  field  even  before  A'  is  closed.  Assuming 
the  system  started,  whatever  method  may  have  been 
adopted,  as  soon  as  a  fair  speed  is  attained,  the  polarity 
of  ^  is  tested  with  reference  to  that  of  C  If  -^^  is  sepa- 
rately excited  the  test  is  made  by  closing  the  shunt  field 
circuit  through  considerable  resistance,  and  observing 
either  an  ammeter  tn  the  main  circuit,  or  a  voltmeter 
placed  across  A  and  C/  if  A  and  C  arc  in  series,  as  they 
should  be,  making  the  field  on  ^1  will  increase  the  read- 
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voltmeter,  also  tbat  on  theammeten  Another 
iDdicaiion  of  the  same  fact  is  a  sudden  falling  in  the 
specdj  showing:  that  the  introdttcdon  of  A  has  increased 
the  load  J  while  it  has  not  increased  correspondingly  J*s 
ability  to  do  the  aoi-.  If  A  and  C  prove  to  be 

opposed,  the  fact  is  ^  ly  a  decrease  in  the  vult- 

meter  and  ammeter  sr  since  the  E.  M.  Fs.  are 

opposed^  the  voltmeter  >  ister  their  difference;  and 

since  A  and  S  both  are  motors,  the  sum  of  their 

C  E.  M*  Fs.  is  greater  '  at  of  B  alone,  hence  the 

decrease  in  current  and  sp'  .  Thus,  we  see  that  the 
speed  derreasus  in  both  cases,  but  for  different  reasons. 
If  A  and  Care  found  not  to  be  in  series,  and  Cis  sepa- 
rately excited,  its  shunt  field  must  be  reversed;  if  self- 
exciting,  A*s  fields  must  be  charged  from  C,  by  tempo- 
rarily reversing  A*s  shunt  winding,  raising  its  brushes, 
closing  A',  when  the  field  of  A  will  become  so  charged 
as  to  leave  its  residual  field  in  reversed  polarity  to  what 
it  was  before.  A's  connections  are  now  restored,  for  if 
left  reversed  A  will  not,  for  reasons  to  be  seen  later, 
generate.  Upon  opening  A',  lowering  the  brushes  and 
again  starting  up,  A*s  E.  M.  F.  will  be  found  in  series 
with  C's. 

The  system  is  now  in  motion  with  a  slight  load  on, 
but  with  the  speed  low.  The  next  step  is  to  work  on 
full  load  and  adjust  the  speed.  A  and  Care  generators 
in  series,  and  running  j9  as  a  motor.  While  this  is  their 
relation  to  each  other,  their  relation  to  the  circuit  is  very 
different.  C,  being  belted  to  £,  maintains  its  speed  inde- 
pendently of  load  variations;  /.  ^.,  unless  £  itself  becomes 
overloaded.  Such  is  not  the  case  with  A,  As  its  load 
goes  on,  it  must  depend  upon  B  to  keep  up  its  speed,  and 
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3  in  turn  depends  jointly  upon  A  and  C.  The  first 
effect  of  putting  a  field  on  A  is  to  throw  a  load  on  B^ 
whose  speed  will  fall  unless  Cs  E.  M.  F.  is  brought  up, 
thus  calling  upon  E  for  support.  The  office  of  C,  then, 
is  to  supply  the  additional  energy  necessary  to  keep  up 
the  speed  as  the  load  is  increased  on  A.  The  load  is 
worked  on  by  slowly  strengthening  y^'s  field,  with  an  eye 
on  the  ammeter,  and  at  the  same  time  strengthening  Cs 
field,  but  weakening  -^*s.  After  the  usual  run,  A  is  com- 
pounded, and  the  change  over  made.  To  shut  down  the 
test,  ^'s  and  Cs  E.  M.  Fs.  are  lowered,  and  ^'s  C.  E. 
M.  F.  raised  by  strengthening  the  field.  When  the  load 
is  nearly  off,  K  is  opened  and  the  system  stopped. 

No  free  data  can  be  taken  in  this  test,  for  A%  armature 
always  carries  a  current,  hence  some  load.  At  the  end 
of  the  test,  however,  an  independent  test  can  be  run, 
using  ^  as  a  motor  and  supplying  its  voltage  from  some 
500  volt  machine.  Points  of  particular  care  in  this  test 
for  the  most  part  relate  to  the  putting  on  of  the  load. 
When  it  is  desired  to  make  A  work,  its  field  circuit  resist- 
ance is  slowly  worked  out,  till  the  field  begins  to  pick  up, 
when  the  resistance  should  be  promptly  worked  in 
again,  but  not  to  a  point  where  A  will  lose  its  field. 
The  introduction  of  resistance  should  be  governed  by  the 
indication  of  a  voltmeter  placed  across  ^*s  terminals. 
As  soon  as  the  field  begins  to  pick  up,  the  needle  will 
rise  rapidly.  Resistance  should  then  be  used  until  the 
needle  stops;  but  if  it  starts  back,  more  resistance  must 
be  cut  out,  otherwise  A  will  drop  its  field.  Cs  voltage  is 
increased  each  time  that  the  load  is  increased.  It  must 
be  kept  in  mind  that  A'%  E.  M.  F.  controls  the  load,  and 
Cs  the  speed.     When  A*%  E.  M.  F.  reaches  its  proper 
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value,  the  rest  of  the  load  is  pat  on  by  weakening  J^& 
field.  If  A  is  compound -wound,  however,  its  rheostat  is 
put  at  as  near  as  can  be  reckoned  its  position  for  normal 
voltage,  free,  and  the  load  put  on,  letting  the  scries 
winding  bring  the  voltage  up  to  what  it  may. 

If  ^  and  C  happen  to  be  opposed  in  E.  M.  F,,  thus 
making  B  and  A  motors  in  series  and  running  from  C,  as 
generator,  the  inertia  of  the  system  will,  if  J's  field  picks 
up  too  rapidly,  enable  their  combined  E,  M.  Fs.  to  run  C 
as  a  motor,  with  the  usual  brush  display.  The  flow  of 
current  in  this  case,  however,  would  be  limited  by  the 
fact  that  B'%  fields,  cumulatively  connected  as  motor,. 
would  act  differentially  as  soon  as  B  became  a  generator. 
If  C  is  compound-wound  the  reversed  current  through 
its  series  windings  may  reverse  its  polarity,  unless  its 
shunt  winding  is  separately  excited,  when  A^  B,  and  C  will 
be  generators  in  series,  working  on  short  circuit.  Such 
a  reversal  is  indicated  by  the  ammeter  needle  falling  to 
zero,  and  then  either  rising  again,  or  deflecting  to  the 
wrong  side,  according  as  the  meter  is  of  an  alternating  cur- 
rent or  a  direct  current  type.  There  will  also  be  a  general 
sparkingat  the  brushes.  This  lasts  only  until  A  and  -^ex- 
pend their  energy  of  inertia,  slow  down,  A  drops  its  field, 
and  the  speed  rises  once  more.  If,  however,  C's  voltage 
is  high,  and  the  reversal  is  so  violent  as  to  bring  the 
system  to  a  sudden  stop,  A  and  B  will  start  up  as  motors, 
if  separately  excited.  If,  however,  A  and  B  are  both 
self-exciting,  at  the  instant  when  they  would  become 
motors  neither  has  any  shunt  field,  since  the  low  resist- 
ance armatures  short  circuit  the  shunt  windings,  and  the 
series  fields  tend  to  turn  the  armatures  in  opposite  direc- 
tions, with  the  result  that  they  do  not   turn  at  all,  but 
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Stand  at  a  short  circuit  through  C  If  C  is  self-exciting, 
it  loses.its  field,  or  belt  possibly.  If  compound-wound  the 
series  winding  prevents  its  losing  the  field,  and  if  its 
E.  M.  F.  is  high  enough  the  belt  must  go.  If  C  is  com- 
pound-wound self-exciting,  and  A  and  ^  are  separately 
excited,  and  a  too  sudden  strong  increase  in  A%  field 
causes  a  reversal,  Cs  polarity  is  reversed  by  the  reversed 
current  in  its  series  windings,  its  shunt  winding  picks  up 
accordingly,  and  if  A  and  B  are  not  already  stopped  by 
the  reversal,  they  will  be,  because  the  polarity  of  their 
fields  is  unchanged,  while  the  E.  M.  F.  impressed  upon 
their  armatures  has  been  reversed.  At  the  risk  of  per- 
haps tiresome  repetition,  we  might  enumerate  many  other 
manifestations  depending  upon  the  type  and  manner  of 
exciting  A^  B  and  C, 

If  necessary  there  is  no  objection  to  pulling  the  line 
switch  under  full  load,  except  that  the  motor  brushes 
may  be  well  back,  and  the  resulting  flashing  injures  the 
commutator.  If  C*s  field  gets  broken  under  load,  it 
leaves  A  and  B  to  run  back  on  each  other,  precipitating 
a  heavy  load,  and  stopping  them.  If  C  is  compound- 
wound  the  E.  M.  F.  due  to  the  series  turns  remains  in 
series  with  that  of  A^  helping  to  turn  i?as  motor.  If  B^ 
however,  is  separately  excited,  as  is  often  the  case,  it 
still  has  a  field  after  As  goes  (due  to  fall  of  speed),  and 
tries  to  run  A  and  C  in  the  opposite  direction  as  motors. 
The  result  is  a  short  circuit  which  brings  A  and  -^  to  a 
stand. 

Where  a  low  voltage  machine  of  sufficient  current 
capacity  is  available,  this  test  is  commendable,  and  is 
-correct  practice.  Shunt,  compound-wound,  and  sepa- 
rately excited  machines  can  be  run  in  a  motor-generator 
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BB  be  supplied, 
I  with  the  load, 
MMicction  with 
fall  under  two 
arc  Uf^  d jnamos  and  street  nuhray  motors. 
Arc  madiiiics  are  alwajrs  tested  oo  a  laaqi  load,  to  realize 
woridn^  conditions^  It  bein^  impracticable  to  laKf  down 
general  roles  coTering  all  types  of  series  nuchine,  the 
three  principal  types  have  been  separatdy  considered  in 
a  prerioos  diapter.  Motor  testing  will  be  considered 
in  another  chapter,  and  points  covering  series  mainline 
testing  will  be  given  there. 


CHAPTER  XII. 

MISCELLANEOUS   TESTS. 

Having  considered  dynamo  tests  generally  adopted  in 
good  practice,  we  will  now  consider  a  variety  of  tests 
which  belong  to  the  experimental  stage  of  development 
of  all  machines.  These  are:  (i)  Core  Loss;  (2)  Satura- 
tion; (3)  Distribution;  (4)  Efficiency,  Electrical  and 
Mechanical,  and  (5)  incidentally,  Hysteresis  and  Fric- 
tion. 

Test  Xll.—Core  Loss  Test, — The  test  for  measuring 
the  work  done  in  turning  a  naked  armature  core  in  an 
excited  field  constitutes  a  core  loss  test,  and  this  test  is 
run  on  every  new  type  of  machine,  and  at  intervals  on  old 
types.  If  the  loss  is  thought  excessive,  a  change  is  made 
in  the  quantity,  quality,  or  disposition  of  the  iron  used. 
To  better  understand  what  is  meant  by  **core  loss,'* 
we  will  recapitulate  a  little.  When  a  moving  conductor 
cuts  lines  of  force  an  E.  M.  F.  is  set  up,  and  a  current 
flows  if  the  circuit  be  a  closed  one.  Now,  iron  is  a  con- 
ductor, and  a  solid  armature  body  is  just  as  much  a  closed 
circuit  as  is  a  bare  wire  properly  disposed.  The  old 
Siemens  solid  bodies  are  in  evidence  of  this.  These 
induction  currents  are  greatly  reduced,  but  not  entirely 
eliminated,  by  laminating  the  armature  bodies.  The 
next  source  of  loss  is  **  hysteresis,"  which  is  a  mole- 
cular opposition  to  the  magnetizing,  demagnetizing,  and 
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remagnetizing  of  every  part  of  the  core  as  many  times 
per  revolution  as  there  are  pairs  of  poles.  This  **  molec- 
ular friction,"  as  it  were,  resists  the  rapid  reversals  of 
polarity  and  manifests  itself  as  heat. 

The  armature  core  under  test  is  set  in  a  frame  and 
belted  to  a  motor,  through  which  is  electrically  measured 
the  work  done  in  the  system.  The  instruments  required 
are  disposed  as  follows:  A  voltmeter  across  the  motor 
armature  and  one  across  its  separately  excited  field;  an 
ammeter  in  the  motor  circuit,  and  one  in  the  field  circuit 
of  the  naked  core  under  test;  a  speed  indicator  or  a 
tachometer.  Of  the  energy  given  the  motor,  part  is 
dissipated  as  I^R  losses  in  motor  armature  and  field,  and 
the  rest  is  expended  in  turning  the  two  armatures  against 
frictional  and  other  opposing  forces.  The  armature  I'^  R 
loss  varies  as  the  field  of  the  core  is  varied,  but  that  in 
the  motor  field  is  kept  constant  throughout  the  test. 
This  is  accomplished  by  thoroughly  heating  the  fields 
before  the  test,  and  by  keeping  the  applied  E.  M.  F. 
constant  during  the  test:  or  better  to  keep  the  field  cur- 
rent constant  by  means  of  a  field  rheostat  and  low  read- 
ing ammeter.  The  frictional  losses  are  air  fanning, 
motor  brushes,  bearings,  and  belt  tension.  As  the  speed 
is  kept  constant,  frictional  losses  may  be  regarded  as 
constant  also.  The  power  given  to  the  motor  =  im- 
pressed E.  M.  F.  X  armature  current,  =  gross  power 
consumed.  Call  the  motor  A^  and  the  core  with  its 
separately  excited  field,  B.  To  separate  the  friction 
losses  of  A  and  B^  A  is  run  free  at  the  speed  which  would 
be  necessary  to  run  B  at  its  proper  speed,  and  the  power 
measured.  Subtract  from  this  the  /*  R  loss  in  A  and 
A^  bearing  and  brush  friction  loss  is  left.     With  the  belt 
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on,  the  speed  is  adjusted  and  the  power  again  measured. 
The  difference  between  the  two  measurements  is  due  to 
^s  bearings  and  the  belt  tension.  In  the  last  case  care 
must  be  taken  that  B  has  no  field,  otherwise  the  apparent 
loss  will  be  too  high. 

The  test  proper  now  begins,  and  consists  in  putting 
variable  field  currents  through  ^'s  field,  and  noting  the 
power  consumed  by  A  while  running  at  the  proper  speed. 
As  j^'s  field  current  increases,  so  do  the  induction  cur- 
rents, etc.,  in  the  core,  and  A  must  be  supplied  with 
more  energy,  or  the  speed  will  fall.  To  facilitate  speed 
regulation  without  disturbing  A'%  field,  its  armature  is 
supplied  from  a  variable  source  of  E.  M.  F.,  as,  for 
example,  a  dynamo  whose  field  regulation  affords  a  ready 
means  of  altering  its  E.  M.  F.  For  this  test,  this  means 
of  regulation  has  the  following  advantages:  (i)  There  is 
less  liability  of  exceeding  the  motor's  current  carrying 
capacity  if  the  field  is  left  strong;  (2)  the  field  loss  on 
A  being  kept  constant,  it  does  not  enter  into  the  calcula- 
tions except  as  a  constant,  and  its  effect  on  the  other 
factors  is  always  the  same;  (3)  by  making  the  initial 
field  strong,  the  armature  current  necessary  to  supply 
the  required  work  is  small,  the  impressed  E.  M.  F.  being 
made  correspondingly  great,  and  a  lower  reading  ammeter 
can  be  used,  thus  lessening  the  errors  of  adjustment  and 
observation;  (4)  there  is  freedom  from  sparking;  (5) 
with  a  constant  field,  the  armature  E.  M.  F.  can  be  used 
to  check  up  the  accuracy  of  the  speed  readings.  Should 
there  be  an  abnormal  increment  in  the  voltmeter  reading 
at  any  point,  the  indication  is  that  there  has  been  error 
in  taking  the  speed.  There  is  quite  a  trick  in  handling  a 
tachometer  properly:  in  the  first  place,  it  should  not  be 
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leaned  against,  because  it  Injures  the  instrument  and  adds 
filigUtly  to  the  load.  It  should  be  held  lightly  and  leveL 
To  decrease  the  pressure  necessary  to  keep  it  frgin 
slipping,  its  point  should  be  covered  with  soft  tape 
so  as  to  fit  the  hole  in  the  shaft,  and  both  hole  and 
poijit  should  be  well  chalked.  The  tachometer  should 
be  level,  and  tilting  it  either  way  lowers  its  readings, 
because  the  instruments  generally  depend  upon  the 
principle  of  centrifugal  motion,  and  therefore  give  their 
true  and  maximum  reading  when  the  axis  of  rotation  is 
vertical,  and  the  force  of  gravity  properly  directed. 

There  must  be  considerable  range  of  voltage  available, 
and,  if  necessary,  two  machines  in  series  to  supply  it. 
The  instrument  in  the  motor  field,  whether  volt-  or 
ammeter,  need  not  be  very  accurate,  as  it  is  only  required 
to  indicate  its  initial  deflection.  A*s  armature  resistance 
must  be  known  so  its  7*^  loss  can  be  accurately  figured 
for  the  different  current  values.  It  is  best  to  heat  A 
throughout  before  using,  then  its  armature  resistance, 
hot,  can  be  measured  and  can  be  assumed  to  remain 
constant  throughout  the  test.  The  frictional  losses 
having  been  determined,  full  field  is  put  on  B,  the  speed 
adjusted  and  a  power  reading  taken.  Subtracting  from 
this  the  frictional  loss,  and  the  7*7?  loss  in  A^  the  core 
loss  remains.  ^*s  field  current  is  then  decreased  by- 
regular  steps,  till  zero  is  reached,  when  it  is  reversed 
and  increased  in  the  same  manner.  The  results  should 
be  tabulated  in  parallel  columns,  and  the  core  loss  deter- 
mined for  each  current  value.  A  curve  is  then  plotted, 
in  which  the  horizontal  scale  gives  the  current  values, 
the  vertical  scale  the  corresponding  core  losses.  The 
readings  are  started  with  full  field  on  B,  to  insure  that 
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the  facilities  at  hand  are  adequate  to  maintain  the  speed 
for  all  loads  without  excessively  overloading  A  or  exceed- 
ing the  ammeter's  range.  This  test  when  interrupted 
cannot  be  resumed  where  the  readings  left  off,  but  must 
be  run  over  again  in  order  that  the  influence  of  the 
residual  field  may  be  uniform  throughout.  The  above 
method  secures  a  regular  variation  from  full  positive  field 
to  zero,  back  to  full  negative  field.  If  the  current  is 
carried  in  the  same  steps  back  to  the  starting  point,  we 
complete  a  cycle  of  magnetization. 

TiLSiXlll.— Eddy  Current  7>x/.— The  above  test  sepa- 
rates the  electrical,  magnetic,  and  mechanical  losses,  but 
gives  no  detailed  information  in  regard  to  hysteresis, 
or  to  eddy  currents.  To  determine  these,  it  is  neces- 
sary to  run  the  completed  armature  as  a  separately 
excited  motor  at  at  least  two  different  speeds.  The 
losses  due  to  friction  and  to  hysteresis  vary  (approxi- 
mately) directly  as  the  speed;  /'.  r.^  if  the  speed  is 
doubled  the  losses  are  doubled.  The  loss  due  to 
foucault  or  eddy  currents  varies  as  the  square  of  the 
speed;  /.  ^.,  if  the  speed  is  doubled,  the  loss  is  quad- 
rupled. Calling  the  total  loss  W,  it  is  divided  as 
follows:  friction  IV^\  hysteresis  /Fa,  eddy  currents  /F^, 
and  we  may  write, 

W=W,+  W^+IV„     (i) 

The  first  two  were  determined  in  Test  XII,  so  that 
they  are  known  quantities.  If  now,  with  the  same 
field  excitation  the  voltage  is  raised  till  the  speed  is 
doubled,  we  have  the  following  equation: 

JF'  =  2(f;  +  2^H  +  4/F., (2) 
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I  g  this  with  equation  (i),  we  get, 

IV  -  zlV^  2!V^ ..(3) 

or 

-  'n 

which  gives  the  eddy  ci  bss  without  knowing  tht 

frictiori  loss  or  hysteresis  ,  but  knowing  their  com- 
bined losses^  IV.  The  ab.  ex|)ression  supposes  the 
second  speed  to  be  double  first;  this  is  aot  a  neces- 

sary condition.  Let  us  supij^^ie  the  new  speed  to  be  A' 
tinu'sthrold  speed,  where  X  is  either  a  whole  number 
or  a  fraction,  Eq.  (2)  then  becomes, 

W  =  /CIV,  +  AT^H  +  ^'^K, (4) 

Eq.  (i)  IS  IV=  IV,+  IV^+  (V^: 

multiplying  Eq.  (i)  by  A',  we  get 

KIV  =  KIV,  +  KIV^  +  AT^.; {5) 

subtracting  Eq.  (5)  from  Eq.  (4)  we  get 

W  -  KIV=  K^W^^KIV^ (6) 

or 

W  -  KIV=  K\V^(K  ^  i), 
or 

^'— xpr— T) (7) 

Then  suppose  A!'  =  2.   Then, 

IV  —  2  IV         W' 

"   2  (2  —  I)    2 

as  above. 
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Let  K  =  3/2,  then 


l^.^^  ^V'-Z/2  W  ^ 


2W'  -  3^ 


3/2  (3/2  -  0  3/4 

6  ■"      3  ^      ' 

In  all  cases  several   speeds   should  be  taken   and   the 
values  for  W^  compared. 

In  core  loss  tests  run  under  full  load,  as  they  often  are, 
it  is  desirable  to  know  how  much  power  is  consumed  in 
driving  the  system  when  the  generator  field  is  very  weak 
and  there  is  full  current  in  the  armature.  Under  these 
conditions  the  brushes  are  brought  well  forward  to 
eliminate  the  sparking,  and  the  armature  reaction  is  so 
great  that  there  is  liability  to  reversal.  If  the  machine 
is  shunt-wound,  it  drops  its  field  when  reversal  takes 
place,  or  even  before,  because  greatly  increasing  the 
field  circuit  resistance  has  the  same  effect  as  greatly 
decreasing  the  line  resistance.  If  compound-wound  or 
separately  excited,  it  cannot  do  this.  On  a  compound- 
wound  machine  the  field  picks  up  with  the  reversed 
polarity.  On  a  separately  excited  machine  the  polarity 
cannot  thus  be  permanently  reversed,  but  is  over- 
powered for  the  time  being.  If  the  above  investigation 
is  the  only  object  of  the  test,  it  may  be  more  convenient 
to  run  the  generator  back  on  a  motor,  and  supply  the 
loss  from  an  engine  belted  to  both.  In  this  case  the 
result  of  a  reversal  is  to  throw  the  two  machines  in  series 
as  generators,  with  a  short  circuit  through  the  two 
armatures.  An  ammeter  in  the  dynamo  self-excited 
shunt-field   circuit   will   be  found  to  have   reversed  its 
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vv/if  ^rA>'*/^f 


:^*^*:v>^  >t  tmt,     -  ic 


/V^   #/*".   *>^  iMt^v,*?  ;/   -'/-.    ♦%: 

yv^'ift^^^v^f  '^/  f'A/%  rh-t  W  .%^%^%.     7  r^*:  £e>i  cxrr*ar  3  f^iiu- 
f*«ii^/  u^  f -yi%^A  ir^^fu   /^ff,   v>  ;i  j/'/jrit  vber^icei  jrrta: 

/y/fr%#Ji^rjt  A*  tri*:  fi^rJ'J  r  iffrfit  U  ificr^ased  step  br  sec:- 
t^#^  ir»^;rea«^  in  K,  M.  F,  f%  aKo  recorded,  aad  a  cett* 
(/{//tf/r/J,  with  fi^l^J  ':»Jrferit  valfj#:it  ai>  abscissas  and  E. M- F^ 
iift  ^/f^jfiiatef.  ftupj>//se  five  am;>':rcs  to  be  the  lisnit  i> 
wfij/Jj  it  i«  »af«  t/i  temporarily  carry  the  field  cnrrcr;!i: 
cofornencfn;^  with  /.ero  field  current,  the  E.  ^L  F.  doer? 
rirhUUul  field  i#  r<^^^  '^nd  then  Ih'r  field  current  increased 
in  *tef/i^  of  one- ^''^"''^^*  arnp'rre,  and  the  E.  M.  F.  read  Gt 
each  fctep,     '/he  '''-  ^^'  ''    ^'^^  ^>'-  ^^^f'^^  to  increase  rapidly 
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at  first,  and  finally  by  equal  amounts.  Having  reached 
the  upper  limit  the  current  is  decreased  by  the  same  steps 
until  zero  is  reached,  when  the  current  is  reversed  and 
the  operation  repeated,  thus  completing  the  cycle.  It  is 
important  that  the  field  current  should  not  be  broken 
throughout  the  test,  save  at  the  zero  readings;  otherwise 
the  curve  will  not  be  a  smooth  one,  and  the  test  must  be 
repeated.  For  a  similar  reason  care  must  be  taken  not 
to  exceed  a  current  value  in  passing  to  it,  and  if  it  is  ex- 
ceeded not  to  return  to  it,  but  note  its  actual  value  and 
pass  to  the  next.  The  reason  for  this  is  that  as  the  cur- 
rent increases  the  iron  tends  to  hold  its  magnetization, 
and  if  the  current  be  interrupted  this  retaining  power 
will  not  immediately  resume  its  former  value.  In  reced- 
ing to  a  reading,  the  reading  is  likewise  influenced  by  the 
higher  degree  of  magnetization  due  to  the  current  receded 
from.  This  retaining  power  is  illustrated  by  the  differ- 
ence between  the  up  and  down  readings  of  voltage,  the 
latter  of  which  for  the  same  current  are  always  higher 
than  the  former.  In  this  test  it  is  all  important  that  the 
speed  be  maintained  constant,  and  that  the  volt  lines  have 
good  contact. 

The  rapid  increase  of  E.  M.  F.  at  first  shows  the  iron 
to  be  far  from  saturation,  but  as  the  **  knee  "  of  the  curve 
is  reached  the  iron  becomes  more  highly  magnetized, 
and  just  around  the  knee  is  said  to  be  saturated. 
Beyond  this  point  the  increase  in  magnetization  is  not  at 
all  proportional  to  the  increase  in  magnetizing  current, 
and  it  is  uneconomical  to  use  a  larger  current  than  that 
corresponding  to  the  point  just  beyond  the  knee. 
When  the  curve  is  plotted  it  will  be  found  that  the 
descending  curve  lies  above  the  ascending  one  and  does 
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^e€dre  coatpletkraf  the  partial  data  Is 
B  vbiile  test  ntiist  be  rati  of  er. 

T^si. — ^This  test  Is  related  to 
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Test  XIV.  in  that  both  have  to  do  with  the  magnetic  field. 
Its  object  is  to  determine  the  character  and  strength  of 
the  field  all  around  the  commutator;  to  determine  the 
field's  variation  from  point  to  point,  and  whether  this 
variation  is  such  as  would  be  expected  or  could  be 
improved  by  altering  any  of  the  details  of  construction. 
The  test  is  run  first  with  the  armature  free,  so  as  to 
determine  the  normal  character  of  the  field,  then  at  in- 
termediate and  full  load, 
to  determine  the  law  of  in- 
crease and  the  full  effect 
of  the  armature  reaction. 
There  are  two  principal 
methods,  either  of  which 
may  be  adopted:  i.  One 
terminal  of  a  voltmeter  is  Fig.  132. 

fastened    to   one    of    the 

brushes,  the  other  terminal,  attached  to  an  exploring 
brush,  is  moved  around  the  commutator,  bar  by  bar,  till 
it  reaches  a  brush  of  opposite  sign.  This  is  known  as 
Mordey's  method,  and  its  connections  are  given  in  Fig. 
132.  A  is  the  positive,  B  the  negative  machine  brush, 
and  C  the  explorer.  F  is  a  voltmeter,  one  of  whose 
terminals  is  secured  to  A^  the  other  to  C.  Starting  with 
A  and  C  on  the  same  bar,  C  is  worked  bar  by  bar  toward 
B.  At  the  start  no  deflection  obtains  unless  Fis  very 
sensitive,  and  on  some  machines  the  explorer  includes 
several  bars  before  a  readable  deflection  is  obtained.  As 
C  progresses  toward  B^  the  deflection  increases,  and 
upon  reaching  B^  should  give  the  full  voltage  of  the 
machine.  When  running  the  test  under  load,  two  volt- 
meters may  be  used;  one,  Vy  used  with  the  explorer,  the 


;  ^/  '  v/  •  V  ■-'  '  >^  "..-,  .*"*'-  '-  •.—  Vir  t:  *iar.  a  raci  or 
f/^>^,/  f  '',»/,/  ^,-  /  /,  i  >  -  i',  :-t  22.::?  cf  tbc  xack 
,^  /r*/:  .r»A/.  '•/,  '.  1  X  ','  *".  ,>..  w  the  -jridth  between 
>,,A  tff,*f*i,  //f  f^.ut/^  ,'  1*^  -i^rx  hj  rr.'t-ins  of  a  second 
f'ohht-^t^t^  y  ,  f  ',ht.''  *''\  /#<  fo^^  //  '^tA  B,  the  machiiie^s 
v'/M'^;^*'  \%  ^^\f^  f  oft%uttf  f\nnti'^  Vui  test.     Even  with  the 
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best  of  the  care,  V's  needle  will  vibrate  more  or  less, 
due  to  the  variable  contact  resistance  of  the  small 
brush. 

To  obviate  this  inconvenience,  Swinburne's  modifica- 
tion of  Mordey's  method  maybe  used.  Connections  are 
as  in  Fig.  133.  A  and  B  are  the  machine's  brushes;  C,  the 
explorer's;  A  C  B  the  part 
of  the  commutator  included 
between  brushes  of  opposite 
sign;  C  is  a  galvanometer 
whose  constants  need  not  be 
known;  R^  a  resistance  box 
used  to  protect  G  and  to 
vary  its  sensibility;  /and  H 
are  resistance  boxes,  either 
of  which  can  alone  stand 
the  machine's  brush  voltage ; 

F,  and  V^  are  voltmeters  reading  the  potential  differ- 
ence across  /  and  H  respectively,  while  V^  is  another 
for  maintaining  the  machine's  E.  M.  F.  constant. 
The  adjustment  for  taking  readings  is  based  on  the 
following  fact:  brush  A  is  positive,  B^  negative,  so 
that  in  passing  from  A  to  B^  whether  we  go  through 
the  commutator  A  C  By  ov  the  outside  circuit  AMI 
H  N  By  we  must  pass  through  a  point  of  zero  potential, 
/.  e,y  in  every  circuit  there  is  an  internal  and  an  exter- 
nal point  which  are  at  the  same  potential  and  a  galvan- 
ometer joining  two  such  points  would  not  be  deflected. 
The  procedure  is  as  follows:  When  Cis  at  A,  Cand  D^  the 
two  ends  of  C,  are  at  the  same  potential,  provided  there 
is  no  resistance  in  box  /,  so  that  no  current  flows  through 

G.  V^  then  reads  the  same  as  V^.     As  C  is  moved  toward 


Fig.  133 
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B^  G's  terminals  are  at  different  potentials,  and  {?  deflects^ 
upon  pressing  its  key.     Such  resistance  is  then  put  in  / 
as  will  make  the  drop  across  it  the  same  as  that  from  A^ 
to  C.     Pressing  the  key  will  then  no  longer  cause  a. 
deflection,  because  C  and  D  will  be  at  the  same  potential. 
In  this  way  V^  reads  the  increasing,  F^  the  decreasing^ 
voltage,  while  their  sum  equals  the  reading  of  ^ 
-   Care  must  be  taken  that  the  combined  resistance  of 
/  and  If  is  not  so  much  reduced  as  to  cause  an  injuri- 
ous flow  of  current:  the  adjustment  is  effected  not  by 
decreasing  the  total   resistance  of  the  two  boxes,  but. 
by  shifting  resistance  from  one  to  the  other,  the  total 
remaining  the  same. 

2.  The  second  method  of  exploring  the  magnetic  field  is. 
due  to  Professor  S.  P.  Thompson,  and  consists  in  attaching 

the  voltmeter  terminals 
to  two  brushes,  held  far 
enough  apart  to  span 
the  insulation  between 
adjacent  bars.  Mov- 
ing these  brushes  from  bar  to  bar,  the  voltage  of 
each  single  coil  is  measured,  and  the  sum  of  these 
voltages  gives  that  of  the  machine.  Any  marked  dis- 
tortion is  thus  readily  detected.  This  method  has  the- 
advantage  that  it  gives  directly  the  result  sought,  while 
the  other  requires  more  or  less  calculation.  The  results 
of  a  distribution  test  can  be  graphically  shown  by  letting 
the  horizontal  scale  represent  the  distance  from  the 
positive  to  the  negative  brush,  and  the  vertical  scale  the 
E.  M.  F.  generated  at  each  point.  The  curve  will  then 
rise  to  a  maximum  and  fall  to  zero.  Or  the  vertical 
scale  may  represent  the  total  E.  M.  F.  from  one  brush. 
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Fig.  135. 


to  the  given  bar;  in  this  case,  the  curve  will  always  rise, 
but  more  rapidly  in  some  places  than  in  others.  Still 
another  way  is  to  represent  the  armature  by  a  circle,  and 
to  draw  the  curve  of  E. 
M.  F.  around  it,  consider- 
ing the  circumference  of 
the  circle  as  a  base  line, 
and  the  vertical  scale  as 
radial  to  it.  Figs.  134, 
135,  136  illustrate  these  methods.  For  more  extended 
information,  the  reader  is  referred  to  S.  P.  Thompson's 
Dynamo- Electric  Machinery. 

Test  XVI. — Brush  Test, — One  other  test,  simple  to 
execute,  and  quite  necessary,  is  the  brush  test^  to  determine 
what  thickness  of  brush  will,  on  a  given  style  of  machine, 
spark  least:  also  what  cross-section  is  necessary  to  carry 
the  required  current  without  undue  heating.  The  brush 
thickness  best  adapted  to  a  given  machine  is  determined 
experimentally  in  each  case.  Some  of  the  factors 
modifying  the  thickness  are:  speed,  field 
strength,  width  of  pole  pieces  and  number 
of  turns  of  wire  per  armature  section,  all 
of  which  affect  more  or  less  the  voltage 
generated  in  the  sections  short  circuited 
by  the  brushes. 

Test  XVll.— Efficiency  TVj/.— Having 
considered  in  turn  the  several  methods 
of  conducting  temperature  tests,  the 
compounding,  core  loss,  saturation,  distribution,  and 
brush  test,  there  follows  very  naturally  the  eflficiency 
test,  as  conducted  on  machines  before  they  were  put  on 
the  market.     The  term  efficiency  is  used  in  two  senses: 
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I.  The  electrical  efficiency,  a  term  having  to  do  with  the 
machine  considered  purely  as  an  electrical  device; 
3.  Commercial  efficiency,  having  to  do  with  the  machine 
considered  as  an  energy  transforming  device,  and 
expressed  by  the  fraction  obtained  by  dividtng  -the 
machine's  available  imtput  by  its  actual  iniake.  If  an 
engine  delivers  5,000  foot-pounds  of  work  per  second  ta 
the  dynamo's  pulley,  and  only  3,000  foot-pounds  .are 
available  for  use  in  the  working  Gircatt,  the  commerdaL 
efficiency  is 

S,ooo  ^ 

a  rather  low  figure.  The  other  40  ^  has  been  consumed 
in  electrical,  magnetical,  and  frictional  losses.  It  is 
possible,  however,  to  determine  exactly  how  much  elec- 
trical energy  is  produced  in  the  dynamo,  and  also  what 
proportion  of  this  is  delivered  to  the  line,  and  what  pro- 
portion is  wasted  in  the  machine.  The  quotient  arising 
from  dividing  the  energy  delivered  to  the  line  by  the 
total  amount  produced  in  the  electrical  circuit  con- 
stitutes the  electrical  efficiency.  This  ignores  the  iron 
losses  and  frictional  losses,  and  is  therefore  greater  than 
the  commercial  efficiency.  In  the  above  case,  suppose 
4,000  foot-pounds  per  second  of  electrical  energy  is  pro- 
duced, and  3,000  are  delivered  for  use.  The  electrical 
efficiency  is  then 

4,000       *^ 

It  is  customary  to  express  electrical  energy  in  electrical 
units,  and  since  one  foot-pound  per  second  =  1.3  watts, 
the  total  watts  would  be,  5,200;  watts  delivered  =  3,900. 
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Electrical  efficiency  =  ^l222.  =  75  jT 
^        5,200 

as  before.  The  commercial  efficiency  is  the  item  which 
interests  purchasers,  for  the  electrical  efficiency  is  often 
misleading,  inasmuch  as  it  is  sometimes  advantageous  to 
sacrifice  electrical  efficiency  to  gain  some  other  good 
point  more  requisite.  A  direct  driven  dynamo  may  have 
an  electrical  efficiency  of  95  %,  and  its  commercial  effi- 
ciency fall  as  lowas75J<.  There  is  still  a  third  efficiency^ 
which  for  want  of  a  better  name  we  will  call  the  "coal 
pile  efficiency,"  and  this  involves  directly  the  amount 
of  coal  used  per  watt-hour  of  electric  energy  available. 
It  is  not  until  this  **  over-all  "  or  **  plant  "  efficiency  is 
raised  to  its  highest  value  that  electrical  stocks  will 
yield  dividends  commensurate  with  the  theoretical 
advantages  of  electrical  transmission. 

To  return  to  the  question  in  hand :  to  determine  the 
commercial  efficiency,  we  must  carefully  measure  the 
intake  and  output  of  the  machine.  The  last  divided  by 
the  first  gives  the  expression  sought.  There  are  several 
mechanical,  and  as  many  electrical,  methods  of  doing  this. 
In  testing  room  practice  it  is  customary  to  run  the 
machines  as  in  Test  X,  where  the  loss  is  supplied 
from  a  dynamo.  Fig.  137  shows  the  connection  of  the 
machines  and  the  disposal  of  the  instruments.  ^  is  a 
dynamo  whose  efficiency  is  to  be  determined;  B  is  a 
motor  on  which  A  is  to  run  back,  and  whose  voltage 
must  be  the  same  as  A*s;  C  is  the  loss  supplier.  A  and  C 
each  have  an  ammeter:  their  combined  currents  is  that 
of  B,  To  obtain  greater  accuracy,  a  standard  shunt  and 
galvanometer  can    be  conveniently  placed  for  checking 
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Up  the  readings  of  both  ammeters.  A  voltmeter  is 
arranged  to  be  thrown  across  the  terminals  of  any 
machine,  or  better  still,  three  voltmeters  are  used.  As 
a  preliminary  step  determine  the  internal  resistances  of 
A  and    B.      This    is    done    by     either   blocking    the 


pulleys  or  reversing  half  the  fields  on  a  machine, 
so  that  it  cannot  start,  and  then  sending  a  current 
through  it  by  means  of  C,  and  reading  the  drop 
on  the  respective  terminals.  The  load  is  next  put 
on  as  in  Test  X,  and  the  speed  and  voltage  of  A 
adjusted.  Calling  E^  A*s  E.  M.  F.,  and  /its  current,  its 
useful  output  is  ^  X  /,  which  gives  the  numerator  of  the 
fraction  expressing  either  the  electrical  or  commercial 
efficiency.  The  next  step  is  to  measure  the  total  energy 
supplied  to  A  mechanically  by  B.  To  do  this  it  is 
necessary  to  measure  the  energy  delivered  to  B^  and  to 
subtract  from  this  the  energy  lost  in  B  itself:  this 
necessitates  running  a  core  loss  test  on  B,  and  at  the 
same  voltage,  current,  and  speed  as  it  has  in  the 
efficiency  test,  otherwise  the  magnetic  and  frictional 
losses  on  the  two  machines  cannot  be  separated.  B*s 
energy  is  from  two  sources,  A  and  C.  That  furnished 
by  A  is  A*s  useful  output  less  the  loss  in  the  connecting 
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cables — this  cable  loss  is  the  drop  in  the  cables  (in  this 
case  equal  to  the  difference  in  readings  of  VM^  and 
Fil/J  multiplied  by  the  current  /flowing  in  them.  The 
energy  furnished  by  Cis  the  voltage  registered  on  VA/^ 
X  C*s  current:  or  IV'  =  £'  t\  Also  we  have  the  energy 
from  A  =  {£'^  cable  drop) x/,  or  IV=  {£  —  d)  /.  Then 
W  +  W  -  E' i  +  JS  I  -  d  I  =1  E'  i  +  {E  -  d)  I;  i,  €., 
the  total  energy  given  to  B  =  W  -\'  W  =  E'  i  -\- 
(E  -  d)  /,  or  W^  =  E'  i  +  {E  --  d)  /.  From  this 
expression  we  must  deduct  whatever  work  is  lost  or 
expended  in  the  motor  itself.  To  follow  the  steps  more 
clearly  we  give  a  form  of  test  sheet  with  actual  figures 
appended.  We  assume  all  resistances  and  core  losses, 
etc.,  to  have  been  preliminarily  determined.  Internal 
resistances  are  measured  between  the  machines'  termi- 
nals so  as  to  give  the  multiple  resistance  of  fields  and 
armature.  If  compound-wound,  the  shunt  winding  is 
connected  **long  shunt."  All  of  the  machines  are 
self-excited. 


r  =  A*s  internal  resistance  =  .015  ohm. 

/  =  A*s  current  =      1,000  amps. 

r'=  B*s  internal  resistance  =  .015  ohm. 

/  =  C  's  current  =         200  amps. 

/-{-/  =  B's  current  =       1,200  amps. 

E  =  A*s  voltage  {VM^)  =         500  volts. 

^' =  ^'s  voltage   {VM^)  =         498      " 
d-  Cable  drop(F'J/,-FJ/,)=  2     ** 

W^=  A*s  useful  output 

=  500  X  1,000  =  500,000  watts. 
W  =  Energy  from  C 

=  498  X  200  =    99,600      ** 


^ 
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IK+  ir  —  Total  energy  furnished 

to  B,  ^  599,600  watts> 

w  =  Core  loss,  etc,  in  ^  =  30,000       " 

§f-^-IF  ^w  =  Energy  eitpcndcd  on  ^  =  569,600     ** 

A%  eommefcial  efficiency, 

IV  _  500,000  _ 

If/  +  tr  -  w  ''^^^  ~  ^  ^* 

The  electrical  efficiency  =  useful  electrical  output 
divided  by  total  electrical  output.  /  ==  A's  current  = 
1,000  amperes;  r  =  A\  resistance  =  ,015  ohms,  /'  r 
=  i.qoo  X  ijooo  —  ,015  =  ^*s  internal  loss  (electrical) 
=  15,000  waits.  iV  -^  /^  r  :=.  A's  total  produciion  = 
515,000  watts. 

W  _^   500,000  _        _       ^ 

^"+"7«"7  ""  515;^  -  '^^  -  ^^  ^' 
the  electrical  efficiency. 
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CHAPTER   XIII. 

GROUNDS   ON    THE   LINE. 

The  most  formidable  difficulty  with  which  engineers 
have  to  contend  is  the  maintenance  of  good  line  insula- 
tion. Upon  the  effectiveness  of  this  insulation  depends 
the  smooth  running  of  the  station,  and  in  a  measure  its 
dividends.  However  carefully  the  work  of  installment 
may  have  been  done,  and  however  efficient  may  be  the 
daily  attendance,  grounds  and  crosses  are  always  liable 
to  occur,  and  generally  do  so  at  most  inconvenient  times. 

In  the  present  chapter  it  is  the  writers'  aim  to  give  the 
more  common  and  efficient  methods  of  detecting  faults, 
and  the  more  practical  methods  of  removing  them.  To 
detect  a  ground  is  the  office  of  a  device  known  as  a 
**  ground-detector."  The  method  of  locating  and  remov- 
ing a  ground  depends  upon  its  nature  and  gravity. 

The  presence  of  a  single  ground  in  no  way  impairs  the 
service  of  a  metallic  circuit;  if  one  point  of  a  perfectly 
insulated  circuit  is  earthed,  there  is  a  momentary  flow 
of  current  which  causes  a  re-distribution  of  potential 
throughout  the  system,  and  brings  the  point  in  question 
to  the  earth's  potential,  whereupon  the  equalizing  current 
ceases  to  flow.  In  many  cases  the  ground  detector  itself 
constitutes  the  harmless  ground,  and  depends  for  action 
upon  the  occurrence  of  a  second  ground  elsewhere  on 


44-: 


.'A',(:=  .iM   M:T:a£. 


A 
-K)- 


G 
tvrr.    a   ;f /- 


0  Mr.-:::  L.  L ,  -l-k  .   :.-.:i-ir^.z=:   :*i-:'5  : 

>  therr..     Zar. :  Z   art  ii   -tirlj  ^5   I'-jsiil-: 

of  tr.t   sar.t   rrs.=:i- :t.  i.--:  i-.-r 

3  ord-fiiry    :.-i:::.i5    z~rr.     x:    '.zt 

^^  ~"        same    rjrli'iar.  .y.       Fr;—   :'-*    ."-"•:- 

tion  CA  i.'.-z   t^rj    lamps  i^isscj  : 

ear:h  a  ^rire    C  5.  o.   :r.  riji:- -  i 

^  .  .  .    ,.         -    .      ^  . 

iow     resis:ar.  :e     lc...       «Jr:.r-ir..y 

C    and    G    ^rt    a:    the     fan-.T    r*.- 


r;0  ri:r 


at  G 


t}.<;  r].-.;  t.r  Mr  .it  :,  ':.::-'].  'i:.e  : -!:  r:::^>.  ."i  .  n-r 
larn;.  ^7 -r:.s  -yr.^i.i-r  t:.a:.  the  '..thor,  W;;:.;.  !^n:r  V-ri:> 
Lri;;:;t':r  ■:•:.•::/!-.  ■;.>  i:i  \v  .:  !.  -:!c  of  the  !:::e  :-.'r:ta:::s  :!:r 
fault.  If  it  :^  '.r.  ./,  L  .r.^:.te:>,  but  if  '>n  /?.  Z  i.:  .es  5  , 
and  Z  ;^rvv.s  <\\:v,:i\':v,  ir.-'.;.  :s':  t"..'j  se«,'jr.d  grj\:.T.L  a:  o-' 
places  the  ia!;!t  in  rniit::*!':  with  Z,  and  the  hitter  does 
not  get  as  mu'/u  <,\\TT':\ii  as  it  \v  uil  i  if  n  )  ground  existed. 


.:  Z 


\i  G  is  a  **dcad  ^ro  iiid/'  iC  is  siiort  circuited  ar^: 
gets  the  entii-e  line  v«./itai;e,  bv:rau>e  Z's  terminals  are  in 
multiple  with  thr^s'j  of  G ,  whose  resistance  is  practical'.y 
zero,  and  since  the  potential  difference  between  A  and 
£  distributes  itself  according  to  the  resistance,  no  drop 
w-'.l  take  place  between  tiie  terminals  of  Z ,  and  Z  is  sub- 
icr.ted  to  the  entire  line  voltage.  I-'or  this  reas(;n  eacl: 
'•amn  shijuld  be  of  the  full  line  voltage. 

Tie  effect  of  an  external  ground,  then,  is  to  place  in 
•Wrinpfce  with  one  lamp  a  ' ^.h  whose  shunting  pi,wer 
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depends  upon  the  extent  of  the  fault;  a  slight  ground 
dimming  the  lamp  wiih  which  ii  is  in  multiple,  a  dead 
ground  cjtungukhing  it  a  lionet  her. 

According  as  A  or  B  is  faulty  the  current  In  C,  S^  G 
will  be  toward  the  earth  or  from  it,  and  depending  upon 
this  fact,  a  pair  of  high  resistance  eiectromagnets  actu- 
ating a  needle  over  a  graduated  scale,  or  a  pair  of  volt- 
meters, can  replace  the  lamps  and  indicate  the  faulty 
main,  also  giving  a  fair  idea  of  how  serious  the  fault  is. 
If  the  ground  wire  Q  S^  G^  contain  a  voltmeter  adjusted 
to  read  right  and  left  fronn  a  zero  in  the  centre  of  the 
scale,  or  if  it  contain  an  electromagnet  operating  a  needle 
free  to  move  either  way  from  a  central  position  corre- 
spandmg  to  zero  current,  connections  are  simplifieth 
The  objection  to  such  detectors  is  that  they  sometimes 
give  misleading  indications.  For  instance*  suppose  that 
ordinaiily  one  lamp  burns  a  little  brighter  than  the  other^ 
indicating  one  main  to  contain  a  slight  ground:  and  that 
upon  a  certain  day  the  discrepancy  disappeared,  the 
lamps  then  burning  at  the  same  brilliancyp  This 
behavior  would  indicate  cither  of  two  things,  that  the 
existing  ground  had  disappeared  or  that  a  similar  ground 
had  developed  on  the  other  main.  In  the  first  case  the 
lamps  would  burn  alike  because  neither  would  be  shunted 
by  a  fault,  and  in  the  second  case  they  would  burn  alike 
l>ecause  they  wuuld  be  shunted  by  faults  of  equal  resist- 
ance; in  other  wurds,  a  fault  on  A  would  tend  to  send 
through  C,  S^  G,  a  current  frum  the  earth,  while  a  similar 
fault  on  B  would  have  an  equal  tendency  to  send  through 
C  5,  Gt  a  current  toward  the  Ciirth,  with  the  result  that 
no  current  at  all  would  flow  through  C,  S,  G,  and  the 
lamps  would  burn  as  if  no  ground  existed.     Tu  test  the 
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true  condition  of  affairs  we  must  disconnect  the  ground 
wire,  and  by  means  of  a  voltmeter  or  ammeter,  one  of 
whose  terminals  is  earthed  as  at  G^  Figt  139,  touch  alter* 
nately  A  and  B  with  the  free  end.  If  the  two  deflections 
are  the  same,  and  abnormally  high,  it  indicates  a  ground 
on  both  mains;  if  there  is  no  de- 
j^       [         £  flection  at  all,  or  if  the  deflections 

T      ~r       T  are   equal,   but  low,  it  indicates  a 

I      l-p        I  clear  li ne,  except  in  so  far  as  leakage 

^^      ^  '^'  has  its  influence.      In  order   that 

Fio.  139.  ^^^^    these    indications     may    be 

reliable,  instruments  must  be  se- 
lected to  suit  the  conditions.  As  an  aid  to  this  selec- 
tion the  following  discussion  may  not  be  out  of  place. 

If,  as  in  Fig.  140,  we  suppose  that  we  have  a  telegraph 
line  extending  from  A  to  B^  and  supported  on  ordinary  in- 
sulators having  a  resistance  of  many  millions  of  ohms  each, 
we  might  expect  all  the  current  from  the  battery  at  A  to 
pass  through  the  primary  of  the  relay  at  B,  but  it  is  a 
well-known  fact  that  it  does  not,  hence  the  necessity  iA 
the  relay.  The  reason  for  this  is  that  although  the  leak- 
age over  the  surface  of  a  single  insulator  might  be  very 
small,  when  we  have  a  great  many  insulators  in  use 
more  leakage  paths  are  placed  in  multiple,  and  on  long 
lines  so  much  current  leaks  from  positive  to  negative  by 
way  of  the  by-paths  indicated  by  the  dotted  lines,  that 
that  which  reaches  B  is  insufficient  to  operate  the 
sounder  unless  the  relay  is  used,  and  this  leakage  effect 
is  most  marked  in  damp  weather.  Again,  if  we  take  a 
commutator  completed,  and,  by  means  of  one  of  the 
voltmeter  methods  already  described,  measure  the  re- 
sistance   of    the    insulation   between    each   bar  and  the 
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shell,  it  will  be  found  to  be  very  high.  Probably  the 
needle  of  the  voltmeter  will  just  wiggle;  if  now  by  means 
of  a  fine  bare  wire  passed  several  times  around  the  com- 
mutator we  connect  all  the  bars  together,  the  insulation 
to  tbe  shell  will  be  much  lower,  as  indicated  by  the  in- 
creased deflection.  Each  section  of  an  armature  winding 
will  test  high  to  tbe  core,  but  the  completed  armature 
will  test  much  lower,  and  toothed  armatures  test  lower 
than  smooth  ones  because  more  surface  of  wire  is  exposed 
to  the  core.     Take  two  500  volt  test  lines  and  hold  them 


FiG.  140. 


on  opposite  sides  of  a  sheet  of  asbestos  1/16  inch  thick, 
and  with  no  previous  drying  a  small  deflection  will 
obtain;  next  place  the  sheet  of  asbestos  on  a  smooth 
iron  surface  and  put  a  second  sheet  of  iron  upon  it,  and 
test  between  the  iron  surfaces.  The  deflection  will  be 
found  to  have  greatly  increased^  and  to  a  degree  depend- 
ing upon  the  extent  of  the  surfaces  exposed. 

We  thus  appreciate  the  fact  that  many  high  resistance 
paths  placed  in  multiple  soon  aff'ord  a  path  of  tolerably 
low  resistance,  and  it  is  more  easily  seen  how,  on  exten- 
sive networks  of  wiring  supported  on  insulators,  fed  from 
many  machines^  and  regulated  from  switchboards  con- 
taining many  devices  of  large  surface,  the  insulation  to 
earth  may  be  as  low  as  50  or  100  ohms.  On  the  other 
handf  on  less  complicated  systems  the  insulation  to  earth 


may  ran  np  into  thousamls  of  ohms.  Between  these 
limits  some  instruments  are  better  adapted  than  others 
for  testing  insulation  during  hours  of  service.  We  know 
that  the  leakage  path  on  any  system  has  a  definite 
resistance,  which  can  be  expressed  in  ohms.  Suppose, 
Fig.  138,  that  the  insulation  resistance  from  A  to  earth 
is  50  ohms,  and  that  that  from  B  to  earth  is  also  56  ohms: 
then  the  total  earth  resistance  from  ^  to  ^  is  100  ohms, 
and  a  line  voltage  of  100  would  cause  a  leakage  current 
pf  I  ampere,  but  the  total  insulation  resistance  of  the 
system  is  that  of  the  two  leakage  paths  in  multiple,  or  35 
ohms,  and  this  is  the  value  we  would  get  were  we  to 
measure  the  system's  insulation  after  working  hours  by 
means  of  a  voltmeter. 

Let  us  sup;)js:;  that  we  have  two  mains,  A  and  B,  Fig. 
141,  and  that  one  of  them  is  free  from  leakage  and  per- 
fectly insulated,  but  that  the  other 
has  leakage  paths  whose  aggregate 
—  resistance  is  50  ohms.  So  long  as 
B  remains  perfectly  insulated  there 
will  be  no  leakage  current,  because 
there  is  no  path  through  which  it 
can  reach  B.  Now  suppose  with 
one  terminal  earthed,  we  place  the 
other  terminal  of  a  1,000  ohm  voltmeter  upon  B^  thus 
grounding  B  through  the  resistance  of  the  voltmeter. 
There  is  then  a  complete  circuit,  A^  G\  6",  F,  B^  through 
the  leak  and  the  voltmeter,  and  the  two  are  in  series,  so 
that  the  line  voltage  divides  between  them  proportionately 
to  their  respective  resistances.  Since  the  meter  resistance 
is  20  times  that  of  the  leak,  20  times  as  great  a  drop  will 
take  place  across  it;   /.  e.,  if  the  potential  difference  be- 


m 
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treen  ^  and  ^  is  105  volts, the  meter  will  show  100  volts, 
the  remaining  5  volts  dropping  through  the  leak,  whose 
resistance  we  will  call  r.  In  other  words,  in  this  particular 
case,  the  drop  through  each  is  proportional  to  its  resist- 
ance. Call  the  meter  resistance  ^,  the  line  voltage  F, 
and  the  meter  deflection  d.  Then  in  ^\v^  case  the  drop 
across  r  will  be  V  —  i^  and  from  the  above  analysis  we 
have  the  proportion 


V  -   d 


R 


whence 


We  know  or  can  ascertain  R^  we  get  d  in  the  test,  and 
can  measure  V,  The  above  case  is  assumed,  to  simplify 
reasonings  and  is  not  likely  to  arise  in  practice,  except  on 
isolated  plants.  In  the  every-day  case  where  A  and  B 
are  both  more  or  less  faulty,  the  tests  consists  in  touch- 
ing the  free  end  of  the  voltmeter  alternately  to  one  main 
and  then  the  other,  and  observing  the  two  deflections, 
H  one  meter  terminal  is  fixed,  the  meter  must  either  read 
both  ways  from  a  zero  in  the  centre,  or  must  be  provided 
with  a  reversing  switch,  because  moving  the  free  end 
from  one  main  to  the  other  reverses  its  current.  The 
insulation  resistance  in  this  case  is  not  so  easily  derived 
from  the  value  of  the  deflections,  because  here  ilie  volt« 
meter  not  only  has  a  fault  in  series  with  it,  B  G\  Fig,  1 42, 
but  has  also  a  fault  in  multiple  with  it,  A  G*^  The  reader 
will  very  readily  conceive  of  the  two  faults  forming  a 
closed  circuit,  A^  G\  G*,  B^  between  the  two  mains,  and 
he  mt^'ht  further  consider  the  taking  of  the  drop  between 
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^  and  G  and  between  B  and  G,  to  be  simply  divrding 
into  two  operations  what  might  be  gotten  by  at  once 
taking  the  drop  between  A  and  B,  The  two  faults  do 
form  a  closed  circuit,  and  moreover  the  drop  from  A  to  G 
plus  that  from  G  to  B  does  equal  that  between  A  and  B, 
as  can  be  proven  by  using  an  elec- 
trometer instead  of  a  voltmeter.  An 
electrometer,  being  an  open  circuit 
instrument,  is  of  infinite  resistance, 
and  allows  no  current  flow;  whereas 
the  vukmeter,  being  a  closed  circuit 
instrument,  does  not  read  the  drop  on 
the  fault  alone,  but  reads  the  drop 
on  the  combined  resistance  of  itself  and  the  fault  in 
multiple.  Suppose,  for  instance,  the  voltmeter  resistance 
to  be  60,000  ohms,  that  of  each  fault  to  be  the  same, 
and  the  line  voltage  to  be  500.  Ordinarily,  then, 
there  would  flow  through  the  two  faults  in  series  a 
current  of 


li 


Fto,  t4t. 


(_55? — I  =  .0041  ampere. 
120,000/ 


As  soon  as  the  voltmeter  is  connected  from  either  main 
to  earth,  it  shunts  one  fault  and  the  combined  multiple 
resistance  of  the  faiilt  and  meter  is  only  50,000  ohms,  antL 
the  meter  registers  Uie  drop  on  this.  The  total  resistanci^ 
in  the  test  circuit  is  then  60,000  +50,000  =  90,000011111^ 
and  the  leakage  current  becomes 


(_5_-  )  = 

\90,c<x)/ 


0055  amper^ 


which  causes  across  the  voUmeter  termlt 
(/  X  A^  =  .0055   X   30,000)  =  165    T0l|ft. 
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the  free  end  of  the  meter  to  the  other  main,  we  get  a  like 
drop,  making  the  sum  of  the  readings  (^,  +  ^,)  33^  volts. 
But  we  know  the  potential  difference  between  A  and  B 
to  be  500  volts,  therefore  there  is  a  difference  of  170  volts 
between  the  sum  of  the  successive  readings  taken  above 
and  the  line  voltage,  and  a  voltmeter  would  be  poorly 
adapted  to  measure  the  potential  difference  between  two 
widely  separated  mains,  by  taking  their  drops  to  earth. 
An  electrometer  would  serve  this  purpose.  On  the 
other  hand,  an  electrometer  would  not  answer  the  pur- 
pose in  the  insulation  measurement,  because,  without  a 
knowledge  of  the  current  flowing  through  the  two  faults, 
it  would  give  no  indication  of  use  in  determining  the 
a')s.)lute  fault  resistance,  and  would  only  indicate  the 
relative  resistances  of  the  two  faults.  When  the  volt- 
meter is  used,  its  application  in  the  test,  as  we  have  seen, 
disturbs  existing  conditions,  and  it  is  this  disturbing 
influence,  together  with  its  causes,  that  enables  us  to 
derive  an  expression  giving  the  insulation  resistance 
of  either  or  both  mains.  From  the  above  cours*;  of 
reasoning  the  conclusion  follows  that  the  lower  the 
resistance  of  the  instrument  the  greater  will  be  its 
modifying  influence,  and  if  the  instrument's  resist- 
ance is  negligibly  low,  it  practically  short  circuits 
the  fault  with  which  it  is  in  multiple,  and  the  leakage 
carrent  which  flows  is  limited  in  value  only  by  the 
resistance  of  the  meter  and  the  fault  with  which  it  is 
in  series.  Voltmeters  of  negligible  resistance  are  not 
obtainable,  bnt  if  we  use  an  ammeter,  the  test  is  re^lu^'-^l 
1|crd|||fl^Hteions  of  Fig.  141,  and  nearly  the  same  cour«-e 
[follows.  Suppose,  for  exam;/':,  that  O.-.*: 
ig.  141  is  replacc'i  by  an  amniet'.-r  of  .-.ci 
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ohm  resistance,  and  suppose  that  with  the  free  end  of  the 
meter  on  B^  a  current  of  i  ampere  flows.  Now  since 
the  resistance  of  the  meter  is  so  low  as  to  short  circuit 
whatever  fault  might  exist  on  £^  this  fault,  unless  itself 
of  very  low  resistance,  would  have  no  appreciable  in- 
fluence upon  the  total  current  flowing,  and  this  current 
would  be 

where  E  is  the  line  voltage,  r  the  resistance  of  the  fault 
on  A,  and  Ji  that  of  the  meter.     From  this  expression  we : 
get 

r---R. 

In  dealing  with  a  network  about  whose  resistance  of 
insulation  we  know  nothing,  it  is  well  to  start  by  placing 
in  series  with  the  meter  such  an  extra 
resistance  as  will  limit  the  current  to  the 
meter's  capacity,  if  there  happens  to  be 
a  short  circuit  on  one  main  when  the 
free  end  of  the  meter  is  placed  on  the 
other.  This  method  is  only  absolutely 
correct  when  the  meter  resistance  can 
be  neglected  in  comparison  to  that  of  the 
fault  with  which  it  is  in  multiple. 

We  will  now  derive  formulae  applicable,  whatever  may 
be  -the  relation  between  the  ammeter  and  the  fault  wnth 
which  it  is  in  multiple.  In  Fig.  143.  let  A  and  B  be  two 
mains  between  which  a  potential  difference  of  E  volts 
exists.  Let  the  resistance  of  the  ammeter  be  r.  Call 
the  resistance  of  the  faults  on  A^  x^  and  that  on  B^y. 
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Let  dbt  the  ammeter  reading  from  A,  and  d^,  that  from 
JB.     Then 

x  +  r 


is  the  quantity  by  which  d  must  be  multiplied  in  order  to 
express  the  total  leakage  current  value  in  the  first  posi- 
tion of  the  meter,  and 

y  +  r 


is  the  multiplier  in  the  second  position  when  we  get  a  de- 
.  flection  d^      Now  the  resistance  of  r  and  x  in  multiple  is 


rx 


JL_i.L    ^+^* 

r"^  X 
and  the  resistance  of  r  and^  in  multiple,  is 


_    ^y 


Therefore,    in  the  first  position  of  the  meter  the  total 
test  circuit  resistance  is 

rx 


r  +x    '  •'' 
^and  in  the  second  position,  it  is 


** 
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St  nee  from  Ohm's  Law 


/  = 


and  St  ace  in  the  tirst  case  the  expression  far  caireot  is 


and  in  the  second  case 


we  have, 


7  +  ^ 


E{r-\-x\ 


ra^  rx^-  ry  -^  xy      rx -Sr  ry  ^^  xy 


r  -f-  .V    '  •^  r  -\'  X 

dividing  both  sides  of  the  equation  by  jc  +  r,  we  get 
d  E 


Whence, 


Also, 


dry 
E^dr^-dy 


X  = 


(0 


^  ~y  rx 


+  ■» 


and  by  the  ?boTe  ptw*sscss  w«  Snd  that 


£  —  ^r  —  £,x' 


(«) 
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Substituting  this  value  of  y  in  equation  (i),  ^we  get 
dr.         ''-'•^ 


£-  d^r  --d^x 

dd^f^x 


R  ^  d^r  —  d^x 


E-dr-'f-^rf-- 
£  —  d^r  —  d^x 


dd^r'x 


IS     ^   d^f  di,M 


E^^Ed^r  ^  Ed^x  ^  Edr^dd^r^  ^itd^^c^-^-aih^^ 

dd^r^  X 

■"  ^'  -  Ed^r  -Ed^x  -  Edr+dd^r^' 

Clearing  of  fractions,  we  have, 

E^x  -  Ed^rx  --  Ed^x^  ^  E d r x  +  Od^fi^zznA^s^^ 

whence,  leaving  out  canceled  quantities, 

E*  X  --  Ed^rx  -  Ed^x^  -  Edrx  =  o. 
Dividing  through  by  the  common  factor -ffjc,  we  have 

E—  d^r^d^x  —  dr^rzoy 
transposing, 

E  —  d^r  —  dr  :=z  d^x, 
whence, 

_  E  —  d^  r-dr _  E  -  r(d^+  d) 
do  d^ 

and  this  value  of  x  is  the  insulation  resistance  from  main 
A  to  the  earth.     If  instead  of  substituting  the  value  of  y 


I 


4S^ 
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in  the  equation  for  x^  we  had  substituted  the  value  of  jr  in 
equation  (2)  for  \\  the  result  would  have  been  the  msula- 
lion  resiiitance  of  B  to  earth. 

Having  the  insulation  resistance  of  each  side  of  the 
tine,  the  insulation  of  the  whole  network  is  the  multiple 
resistance  to  earth  of  both  sides. 


and 


y  = 


iF—  r  ((/„  +  </) 


(3) 
.(4) 


Calling  »Sthe  total  line  insulation,  we  have: 

5=    ' 


I 

+> 

I 

1                   ' 

^ 

E-d,r- 

rf  r   '    E-  d^r  - 

dr 

do 

d 

I 

I 

d. 

1 

d 

«4  + 

d 

E 

-d,r 

-  dr^     £ 

-d^r-dr      E 

-d^r 

-d' 

s-^- 

-r{d,Jf.  d) 

.(s) 

d„-\-d          •      •" 

A  result  which  can  of  course  be  used  to  obtain  directly 
the  line  insulation  resistance  without  finding  that  of  each 
main.  The  use  of  a  resistance  coil  in  series  with  the 
ammeter  will  not  alter  the  mathematical  accuracy  of  this 
method;  r  then  stands  for  the  meter  resistance  plus 
that  of  the  coil. 

When  using  a  voltmeter  to  make  this  test,  the  analysis 
ia  a  little  different,  because  as  we  know  nothing  of  the 
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currents  passing  through  either  the  fault  or  the  meter 
we  can  find  no  expression  of  their  relationship;  but  we 
can  find  an  expression  giving  the  distribution  of  the  line 
voltage  in  the  test  circuit:  /.  ^.,  how  much  drops  through 
the  multiple  resistance  of  the  meter  and  one  fault,  and 
how  much  drops  through  the  fault  which  is  in  series  with 
both.  Let  us  use  the  lettering  of  Fig.  143,  but  suppose  the 
ammeter  to  be  replaced  by  a  voltmeter  of  resistance  r. 
The  path  of  leakage  is  A^  x^  G"^  G\  y,  B^  as  before.  In 
thus  defining  the  path  of  leakage  we  do  not  wish  toimi>iy 
that  the  leakage  all  takes  place  between  the  points  indi- 
cated on  the  diagram,  for  as  a  matter  of  fact  it  takes 
place  all  along  the  line,  although  a  specific  fault  might 
greatly  localize  it.  Assuming  the  free  end  of  the  volt- 
meter to  be  touched  to  A^  the  multiple  resistance  of  r 
and  X  is 


r       X 


and  the  voltmeter  indicates  the  drop  across  this  resist- 
ance, the  remainder  taking  place  across  fault  y.  The 
total  resistance  of  the  test  circuit  is  then 


r       X 


when  the  test  line  is  transferred  to  main  By  the  test  cir- 
cuit resistance  is 

^x. 


r      y 
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Since  the  potential  falls  from  A  to  B  and  distributes 
itself  in  proportion  to  the  resistance  it  meets,  we  have  m 
cither  case  the  fact  that  the  drop  across  the  meter  H  to 
the  drop  across  the  fa^ult  in  scries  with  the  meter  as  the 
resistance  between  the  meter  terminals  is  to  the  resist- 
ance of  that  fault,  or,  expressed  as  a  proportion. 


I 

\ 

7+T 

d 

r-^x 

r  X 

r  X 

y          ry 

rx 

y 

y 

>^xy 

whence  clearing  of  fractions, 

rx{E- 

-d)  = 

dry  +  dxy. 

rxE- 

rxd  = 

:  dry  +  dxy, 

rxE  — 

rxd  - 

-  dxy  =  dry. 

x{rE- 

-  rd  - 

dy)  =  dry; 

X  = 

dry 

r  E  --  r  d  -^  dy' 
Transferring  the  meter  to  B  main,  we  have, 
I  I 

""  ry 


(6) 


d^ 


-^7 


ry 


r  +  y 


r  y 


E—d^  X  X  X  rx+xy 

Clearing  of  fractions, 

ry{E^d,)  =zd^{rx  +  xy). 
Multiplying  out, 

ryE  —  ryd^  =  dorx  +  d^xy. 

Transposing, 

ryE  —  ryd^  -  d^xy  =  d^r  x. 
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Factoring, 


Dividing, 


y  (r  E  --  rd^'-d^x)  ^d^rx. 


y- 


d^rx 


r  £  —  r  d^  —  d^x  ' 


.(7) 


Substituting  this  value  in  equation  (6),  we  have, 

dd^,'x 
r  E  "  r  d^—  d^x 


r  E  -^  rd- 


d  df.   r  X 


r  E  —  rd^--  d^x 
dd^r^x 


r-E  -  I  a; 


tfr^ 


jrEY  -  r^Ed^  ~  rEd^  -  r^Ed^  t^dd^^tMff^^ddrfiX, 


dd^  r«  X 


"  r'E^  -  r'Ed^  -  rEd^x  -  r^Ed+r'dd^' 
Clearing  of  fractions, 

r*  E^x  -  r^Ed^  -  rEd^x"  -  r^  Edx  -\^ 
=z^d^m*m.     Dividing  by  r  x  E^ 

rE  —  rd^  —  //^^  —  r//  =  o, 
or 

X-  ^^-  -  ^^^ .     ..(8) 

If  instead  of  substituting  the  value  of  y  in  equation 
(6),  we  had  substituted  the  value  of  x  in  equation  (7),  the 
result  would  have  been  a  value  of 


y  = 


_r[/s-  (d,  +  d)] 


.(9) 


456  TESTING   OF   DYNAMOS   AND   MOTORS. 

Having  these  two  values  we  can  as  before  derive  a  for- 
mula for  giving  at  once  the  insulation  of  the  whole  system: 


S  = 


x^  y        rE  -  r<  ^  rd^  rE  -  rd^  -  rd 


do  +  d 


rE  —  rd^  —  rd  ^  rE  —  rd^  —  rd       rE  —  r..\,  —  rd 

^  rE  -  rd^^  -  rd  _  r  [E  ^  K  +  d)] 

d.  +  d  -  d,  +  d  ^      ^ 

Fig.  144  gives  the  connections  for  a  detector  on  an 
alternating:  circuit  system  where  it  is  desirable  to  avoid 
a  permanent  ground.  .4  and  B  are  the  two  mains  be- 
tween which  exists  an  alternating  E.  M.  F.,  and  i  and  2 
are  the  primaries  oi  two  transformers,  which  are  in  no 
way  connected  to  each  other,  but 
A    J    >^  ^  B  either    of   which    can    by    means  of 

.-^TTt^TtvO sw;tch  A'  be  put  to  earth  at  G.       L 

-^Ti^     rvr^  ^^^j  /are    lamps  in  series  with    the 

} ^,^ \ ^ 

^~^  ^      ^"^^  respective      secondaries,     but    have 

^  -  3       nv>    metallic    connection     with    each 

Ki...  144.  other.    Suppose  a  ground  to  occur  on 

3"  at  u  ;  ::p.  n  throwing  K  over  to  2, 

there  w.  ;;'.v:  iv?  no  p.  s.tive  :::.::. at L^n,  because  the  result 

NX.  ;:*-v!  >e  >::r.p.v  t.^  i:r;;:''..*.  hth  s.ies  v^f  pr:z:ar\-  No.  2, 

V  :e   ;:r    .::'.v*!   at    l^,  the      :er  a:  ur  .      Upon  putting  A' to 

:,        A  ;  \ :  r.  I.    vv.;:   .  ,:^-:  J'^    "^t  we  now  establish  a  path 

—  ^\  T.  v-h  v.^  .   .^^ — :\v  '  "^^hich  current  can   pass 

::     '«    <  '■  --    !h:  nr  u  wh 
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its  secondary  current  enough  to  light  Z.  A  fault  on  A^ 
as  at  G',  would  give  no  positive  indication  till  A"  touched 
2,  when  path  B,  2,  G,  G",  A,  including  primary  2,  would 
be  established.  The  parts  of  the  detector  can  be  so 
arranged  that  the  lamp  nearest  the  faulty  main  always 
lights. 

The  alternating  system  detector  described  below  is 
due  to  Picou.  Depending  for  action  upon  the  principle 
of  the  condenser,  it  affords  a  safe  means  of  continuous 
indication,  involving  no  metallic  connection  between 
either  main  and  the  ground.  A  and  B  are  the 
mains,  Fig.  145;  M'  and  JV'  are  the  inside  coatings  of  two 
condensers  connected  to  A  and  B  re- 
spectively; Af  and  JV,  the  outer  coat-  ,  ,^ 
ings,  are  connected  together;  from  their  ^-|  j-j-|  \-0 
junction,  and  including  a  telephone  !  * 
receiver,  Z",  runs  a  ground  wire,  G,  1 
Under  ordinary  circumstances,  the  'phone  [ 
emits  little  if  any  sound,  but  upon  the  Q^  ^ 
occurrence  of  a  ground  on  either  fig.  145. 
main,  a  distinct  buzzing  is  heard,  and 
this  can  be  very  much  intensified  by  the  use  of  proper 
devices.  The  detector  can  be  made  to  indicate  the 
faulty  main  by  arranging  switches  to  successively 
remove  the  condensers  from  circuit.  Suppose  a 
ground  to  occur  at  G'  on  ^;  if  condenser  M'  M  is 
removed  from  circuit,  the  'phone  will  continue  to  buzz, 
as  it  is  still  in  circuit  with  JV'  JV,  one  of  whose  coatings 
goes  directly  to  main  B,  the  other  through  the  ground 
to  A.  If  Af'  Af'is  replaced  and  iV'  JV  removed,  T  will 
not  buzz,  because  its  terminals  are  in  circuit  with  a  con- 
denser both  of  whose  coatings  are  to  earth.     The  fault 
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h  always  found  hi  the  main  aHachetl  to  the  condenser 
whoHC  removal  fails  to  stop  the  buzzing  of  the  *phonc, 

Ori  arc  light  and  other  series  systems,  the  two  mains 
arc  seldom  together  except  where  they  leave  and  enter 
the  power  house,  A  detector  arrangement  fnr  such 
A  circuit  IS  shown  in  Fig.  146,  where  ^  is  the  constant 

current  dynamo,  A^  Z,,  etc*,  the 


-^tiJr-^ 


A 


0' 


Fig.  146. 


lamp  load.  As  it  is  not  safe  to 
permanently  earth  a  high  p^ 
tetUial  system;  a  switch  is  use 
to  temporarily  make  this  con- 
nection* It  is  customary  to  use 
a  water  or  gas  pipe  as  the 
ground,  and  the  ground  wire 
should  include  a  high  resistance 
voltmeter,  by  means  of  which 
can  be  told  the  number  of 
lamps  included  between  the  fault  and  the  detector.  If 
each  lamp  is  adjusted  to  regulate  for  a  certain  current 
and  voltage,  say  10  amperes  and  50  volts,  and  with  the 
current  right  the  detector  voltmeter  should  register  300 
volts,  it  would  indicate  the  fault  to  be  just  beyond  the 
sixth  lamp  from  the  detector.  If  a  dead  ground  exists 
on  an  arc  lamp  circuit,  the  effect  of  a  second  ground  is 
to  cut  out  all  lamps  included  between  the  two  grounds. 
In  the  present  case  the  high  resistance  of  the  voltmeter 
circuit  obviates  this,  with  the  result  that  the  meter  reads 
the  drop  on  those  lamps  included  between  the  two 
grounds.  Every  arc  machine  is  supposed  to  maintain 
constant  current,  whatever  the  load,  so  in  this  case  the 
voltmeter  reading  depend  --^ly  upon  the  number  of 

lamps  included   betv  s.     As   the   meter 


o<^ 
n^ 
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may  be  called  upon  to  register  very  high  voltage,  it 
either  must  be  very  high  reading  in  itself  or  must  be 
provided  with  a  multiplier.  On  arc  circuits  contain- 
ing a  great  many  lamps,  it  is  customary  to  arrange 
them  in  sections,  so  that  in  case  of  grounds  serious 
enough  to  cut  out  lamps  the  faulty  sections  can  be 
readily  located.  A  single  external  ground  will  not 
impair  an  arc  service  unless  the  machine  itself  be 
grounded. 

I^ig-  '47  gives  an  ingenious  form  of  ground  detector 
recently  put  on  the  market  by  the  Stanley  Electric 
Manufacturing  Co.  of  Pittsfield, 
Mass.,  and  is  unique  in  that  it 
not  only  absorbs  no  energy, 
but  requires  no  metallic  connec- 
tion whatever  between  earth  and 
line.  It  is  a  long-known  fact 
that  attraction  exists  between 
objects  at  different  electrical  po- 
tentials, that  if  two  metallic 
plates  hung  from  two  fine  wires 
attached  respectively  to  the  posi- 
tive and  negative  poles  of  any  source  of  E.  M.  F. 
be  free  to  move,  they  will  move  toward  each  other, 
and  it  is  upon  this  principle  that  the  electrometer 
is  built.  The  detector  in  question  is  a  development  of 
this  idea,  and  consists  of  four  fixed  metallic  vanes,  and 
a  movable  vane  made  of  aluminum  to  secure  lightness. 
The  movable  vane  carries  a  pointer  which  ordinarily 
rests  at  zero.  Two  of  the  fixed  vanes  go  to  one  side  of 
the  line  to  be  indicated;  the  remaining  two  are  con- 
nected to  the  opposite  side,  and  the  movable  vane  goes 


Fig.  147. 
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to  earth.  The  movable  vane  is  oppositely  aiiractetl  by 
each  pair  of  fixed  vanes,  and  ordinarily  is  at  zero  un  the 
scale.  If  a  ground  occurs,  however,  the  effect  is  torn 
establish  connection  between  the  movable  vane  and  ooe 
pair  of  the  Jixed  onesj  and  the  pointer  moves  over 
toward  the  faulty  main.  M 

The  existence  of  a  ground  bein^  assured,  the  method  of 
locating  it  depends  upon  the  facilities  at  hand  for  test 
ing,  upon  the  complexity  of  the  wiring,  and  upon  th^ 
gravity  of  the  fault.      If  the  fault  occur  on  one  of  sue 
a  network  of  wires  as  is  found  on  city  incandescent  sys- 
tem s^  any  or  all  of  the  following  methods  can  be  tised  to 
locate  it:   i.   Send  an  expert  lineman  out  on  a  tour  of 
inspection.     This  may  sound  very  commonplace,  but  it 
has  succeeded  in  instances  while  finer  methods  were  in 
course  of  preparation.     2.  The  different  branches  of  the 
system  can  be  isolated  and  the  faulty  one  located   by 
means  of  a  bridge,  a  magneto,  or  a  voltmeter.with  some 
insulated   source   of   E.    M.    F.      3.    The   fault    can   be 
burned  out. 

A  tour  of  inspection  often  reveals  some  defect  in  insu- 
lation— a  broken  insulator,  a  naked  feeder  making  con- 
tact with  a  tin  roof  or  iron  bridge  or  wet  trunk  of  a  tree. 
If  the  system  be  underground  inspection  cannot  be  very 
extensive,  and  one  of  the  other  methods  must  be  used. 
If  method  No.  2  is  resorted  to,  the  engineer,  with  a 
map  of  the  system  before  him,  decides  which  wires  can 
be  cut  most  conveniently.  Suppose  the  system  is  divided 
into  halves;  the  test  will  show  in  which  half  the 
fault  lies.  The  faulty  half  can  be  again  halved,  and  the 
position  of  the  fault  found  to  a  further  approximation:  by 
further  subdivision  the  limits  are  further  narrowed  till 
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they  become  small  enough  to  make  inspection  practicable. 
On  overhead  work  the  magneto  is  generally  satisfactory, 
but  on  very  extensive  systems  and  on  underground 
work  it  is  not  always  reliable,  because  the  magneto's 
current  is  alternating,  and  in  successively  charging  and 
discharging  a  system  of  great  capacity,  sufficient  current 
would  flow  to  ring  the  bell,  thus  indicating  a  ground 
though  none  existed.  An  ordinary  magneto  turned  by 
hand  will  give  an  indicated  voltage  of  from  50  to  100 
volts,  but  this  can  be  greatly  increased  by  belting  the 
armature  to  a  hand  wheel  of  larger  diameter,  or,  where 
practicable,  by  belting  to  a  shop  shafting.  Connections 
for  ringing  out  a  fault  are  given  in  Fig.  148,  where  A  B 
is  the  isolated  section  of  line;  a  ground  exists  at  G\ 
M  is  the  magneto,  one  of  whose  terminals  goes  to  a  gas 
or  water  pipe  and  the  other  to  A  B,  Upon  turning  the 
handle  current  flows  through  circuit  Gy  G\  B,  A,  M,  G, 
Without  any  ground  at  G'  the  circuit 
would  be  incomplete,  and  the  silence 
of  the  bell  would  indicate  good  insu- 
lation, assuming  the  bell  to  be  in  good 
order.  To  begin  with,  the  leads  are 
held  apart  and  the  armature  turned  to 
insure  that  no  cross  exists  in  the  leads 
or  inside  connections.  The  test  is  re- 
peated with  the  leads  held  together;  the 
bell  should  of  course  ring.  The  magneto  can  be  re- 
placed by  a  bridge  or  voltmeter. 

On  underground  work  more  delicate  instruments  are 
generally  used.  Except  at  junction  boxes,  the  cables  are 
open  to  inspection  only  by  digging,  and  it  is  a  matter  of 
much  impL^rtance  to  locate  the  exact  seat  of  the  trouble 


M 
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Fig.  14S. 


4it 


TESTING    OF   DYNAMOS   AND   MOTORS. 


Fta*  t49. 


I 


before  opening  the  street  In  locating  cable  grounds 
test  is  much  simpli^ed  by  isolating  as  far  as  possible  the 
cable  tinder  test.  If  in  cable  A  D  B^  of  Fig.  149,  a  fault  ■ 
were  located  apparently  at  A  it 
woukl  be  impossible,  from  the  nature 
of  the  tcst^  to  decide  if  the  fault  lay  fl 
at  D  or  at  some  point  on  the  branch  " 
cable  E  D  C;  M  disconnecting  E  D  C 
removes  the  fault,  then  E  D  Cxfx  the 
seat  of  trouble.  The  test  consists  in 
sending  a  steady  current  through  A  D 
B  by  means  uf  a  dynamo,  storage 
battery,  or  other  steady  source  of  E.  M.  F.,  and  with  a 
sensitive  galvanometer  taking  successively  the  drop  of 
potential  between  A  and  the  earth  and  B  and  the  earth. 
The  metal  sheathing  of  the  cable  makes  a  good  earth. 
The  ratio  of  the  two  deflections  is  the  ratio  of  the  num- 
ber of  feet  included  between  the  fault  and  the  respec- 
tive ends  of  the  piece  of  cable  under  test,  so  .  that 
knowing  the  total  length  of  the  piece  enables  one  to 
exactly  locate  the  fault. 

In  Fig.  150  let  A  B  be  a.  section  of  cable  150  feet  long, 
and  suppose  a  ground  to  exist  at  G.  Kis  the  battery 
and  g  the  galvanometer.  At  6^,  then,  the  conductor 
comes  in  contact  with  the  ground,  and  at  that  point 
assumes  the  earth's  potential.  G,  G\  G'\  being  all 
grounds,  are  practically  at  the  same  potential,  so  that 
placing  the  galvanometer  terminals  on  A  and  G\  or  on 
B  and  G",  is  the  same  as  placing  one  on  G  and  the 
other  successively  on  A  and  B.  Throughout  the 
circuit — F,  Ay  D,  B,  K— there  is  a  drop  of  potential, 
and    part    of    this    drop    takes    place    from    B    to    G 
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and  part  from  G  to  A,  Suppose  the  galvanometer 
deflects  60  divisions  due  to  the  drop  between  A  and 
G^  and  40  divisions  due  to  the  drop  between  G  and  B. 
To  locate  the  fault  we  must  divide  the  total  length  (150 


Y 

Hili- 


9'. 


0' 


Q 
Fig.  150. 
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feet)  of  the  cable  into  two  parts  that  shall  be  to  each 
other  as  60  is  to  40,  or  as  3  :  2.  To  get  this  division 
arithmetically,  suppose  the  cable  to  be  divided  into  unit 
lengths,  each  unit  length  containing  such  a  number  of 
feet  that  5  =  (3  +  2)  units  shall  equal  the  total  length 
of  the  cable,  and  in  this  case  =  150  feet.  Each  unit 
length  then  contains  30  feet.  One  piece  of  the  cable 
must  contain  3  of  these  units  =  90  feet,  and  the  other 
part  2  units  =  60  feet;  /'.  <r.,  the  fault  is  90  feet  from  A 
and  60  feet  from  B, 

Another  method  of  locating  a  fault  to  within  a  foot  or 
so  depends  upon  the  bridge  principle.  While  no  actual 
bridge  is  employed,  the  connections  and  computations 
are  those  of  the  bridge.  The  test  requires  an  auxiliary 
conductor  to  serve  as  a  return. 

Fig.  151  gives  the  actual  connections  for  the  test,  and 
Fig.  152  a  scheme  to  more  readily  identify  the  bridge 
principle.  In  Fig.  151  A  N S  S'  is  the  return  cable,  and 
C M S' \.\\^  faulty  one.  Completing  the  circuit  at  the 
station  end  is  a  battery,  B^  including  in  circuit  a  switch, 
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K.  In  mul:  p'lc  with  ciMes  A  X  S  S'  M  C  is  a  piet;t;  of 
cable,  A  P  Qoi  koowB  kngtb  and  untforin  cross  sec tion^ 
and  correspondiag  to  the    proportion  arms  of  aa  ordl- 


Fig.  151, 

nary  bridge.     Current  leaving 
two  paths,  A  .V  S'  C  and  API 
in  the  inverse  ratio  of  their  res 
and  it  is  required  to  find  its  po« 
making  earth,  and  including  gal 


ar 


t  B^  has  choice  of 

En  which  it  divides- 
.,  M  is  the  fault, 
.  i*€?  is  a  wire 
eter,  ^,     The  un* 


Fig.  153. 

grounded  end  of  g  has  a  contact  free  to  slide  along  A  P  C. 
P  is  moved  along  until  a  position  is  found,  snch  that 
when  the  battery  and  galvanometer  circuits  are  closed  no 
movement  of  the  needle  is  observed;  under  this  condi* 
tion  balance  is  established  and 


GROUNDS    ON    THE    LINE.  465 

A  M  :    CM  w  AP   :   PC, 
\?hence  it  follows  from  the  laws  of  proportion  that 
AM  :   AM  +  CM  ::  AP  :   A  P  +  P C 
ButA  M+  CM  =  AJVS'CsLndAP  +  PC=  A  PC; 
therefore, 

AM  :  A  JVS'  C  ::  AP  :   AP  C 
and 

AM=  44-r    X  ^NS'C. 
A  P  C 

Knowing  the  value  of 

A  P 


A  PC 

it  is  necessary  to  know  the  length,  A  N  S  C^  and  their 
product  will  be  A  M,  the  distance  in  feet  from  A  to  M. 
Should  A  N  S' C  contain  two  sizes  of  wire,  its  total 
length  corresponding  to  a  certain  resistance  must  be 
expressed  in  terms  of  one  size  wire  selected  as  the 
standard. 

The  following  method  employs  an  actual  bridge.  Fig. 
153  gives  the  connections.  It  will  be  noticed  that  the 
position  of  the  battery  is  such  that  the  fault  resistance 
has  no  influence  upon  the  accuracy  of  the  test.  A  B  and 
-^Care,  as  usual,  the  proportion  arms  of  the  bridge,  but 
are,  together,  used  as  a  single  arm,  while  R  is  the  variable 
arm.  Calling  x  the  distance  from  C  to  the  fault,  the 
proportion  under  the  condition  of  balance  is 


X  = 


where  Z  is  the  length  of  the  line,  C x  M,  under  test. 


I 
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A  practice  often  resorted  to  in  central  station  worlc  Is 
that  of  burning  out  a  cross  or  gronnd.  It  is  effect ivc  in 
most  cases,  but  sometimes  the  fault  has  such  great 
current  carrying  capacity  that  the  station  cannot  supply 
enough  current  to  burn  it  out     To  burn  out  easily  the 


Fig.  153. 

cross  must  offer  some  resistance,  so  that  the  heat  gen- 
erated by  the  passage  of  current  will  be  sufficient  to  fuse 
the  contact.  In  order  for  a  ground  to  give  immediate 
trouble  on  a  metallic  circuit,  a  second  one  must  occur,  so 
that  to  burn  out  a  single  ground  it  is  necessary  to  estab- 
lish artificially  a  second  one.  When  the  detector  indi- 
cates a  ground  which  requires  immediate  removal,  the 
detector  ground  is  replaced  by  one  consisting  of  a  stout 
cable  including  a  heavy  fuse.  The  full  station  over- 
load, if  necessary,  is  then  run  through  the  two  grounds 
until  either  the  fault  or  station  fuse,  or  fuse  nearest  the 
fault,  gives  way.  The  best  way  to  accomplish  this  is  as 
follows:  Use  one  dynamo  to  separately  excite  all  the 
others,  for  if  the  fault  is  a  short  circuit,  shunt  machines 
in  circuit  with  it  will  not  support  a  field.  A  light  field  is 
put  on  all  the  dynamos,  and  their  armatures  must  all  be 
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in  multiple.  To  render  the  station  inactive  it  is  only 
necessary  to  pull  the  exciter's  sw.itch.  Next,  put  in  a  fuse 
that  will  carry  40  or  50  per  cent,  overload,  and  load  the 
station  till  this  fuse,  or  something  else,  gives  way.  When 
starting,  be  certain  that  all  machines  are  of  the  same 
polarity,  close  the  exciter-switch,  and  observe  the  indi- 
vidual ammeters  to  see  that  no  machine  is  carrying  more 
than  its  share  of  the  load.  If  there  happen  to  be  any, 
their  loads  can  be  regulated  by  means  of  their  rheostats. 
Should  the  fault  give  way,  the  exciter  switch  must  be 
opened  to  avoid  maintaining  any  arc  which  the  burning 
out  of  the  fault  might  establish.  Very  often  the  fault 
does  not  give  way,  but  the  fuse  immediately  in  circuit 
with  it  does,  and  patrons  deprived  of  service  hasten  to 
report  the  fact. 

The  advantage  of  separate  excitation  is  that  the  load 
can  be  worked  on  under  good  control,  and  need  not  exceed 
the  value  necessary  to  remove  the  fault. 


CHAPTER  XIV. 


Any  machine  that  can  be  used  as  a  generator  can  be 
used  as  a  motor,  not  excepting  even  arc  machines,  whose 
qualifications,  however,  are  very  unfavorable. 

It  is  a  matter  of  history  that  the  discnr^rv  tf  rhe 
motor  preceded  that  of  the  generator,  and  that  the  prin- 
ciple of  reversibility  was  first  applied  to  transforming  a 
motor  into  a  generator. 

Motors  are  classified  in  the  same  manner  as  are  dy- 
namos; according  as  they  are  series-wound,  shunt-wound, 
or  compound- wound.     They  may  be   unipolar,   bipolar, 
or  multipolar,  according  as  the  number  of  well-defined 
poles   is   one,   two,   or   more.      The  so-called   unipolar 
machine  is  really  bipolar,  one  pole  being  more  prominent 
than  the  other.     The  number  of  poles  dictates  the  num- 
ber of  neutral  points,  and  hence  the  number  of  brushes, 
except  in  special  cases,  where  the  armature  is  cross-con- 
nected.    Cross-connecting  is  used  as  a  means  of  reducing 
the  number  of  brushes.     On  a  four-pole  machine  there 
are,  ordinarily,  four  brushes  (one  at  each  neutral  point), 
alternating  in  polarity,  so  that  opposite  brushes  are  of 
the  same  polarity,  and  can  be  connected;  but  adjacent 
brushes,  being  of  opposite  polarity,   must  be  well  insu- 
lated  from  each  other.     The   result  of  connecting  like 
brushes  '  "!«  the   four  quarters  of  the  armature 

4« 
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winding  in  multiple,  thereby  rendering  the  armature's 
current  capacity  four  times  that  of  the  component  wires. 

Now,  since  opposite  brushes  are  at  the  same  potential, 
the  respective  armature  wires  under  these  brushes  are  at 
the  same  potential,  and,  in  fact,  diametrically  opposite 
wires  all  around  the  armature  are  at  the  same  potential, 
and  may  be  profitably  connected,  thereby  doing  away 
with  one  pair  of  brushes,  providing  the  remaining  pair 
can  carry  the  total  current  alone.  This  device,  in  sub- 
stai^fiJ,  constitutes  cross-connecting,  and  consists  in 
brifjging  down  to  the  same  commutator  bar  the  leads 
from  all  conductors  which  are  at  the  same  potential. 
This  reduces  the  number  of  bars  required.  Where  it  is 
ni>t  convenient  to  cross-connect  the  armature,  opposite 
commutator  bars  are  connected;  this  serves  the  same 
ends,  so  far  as  the  brushes  are  concerned,  but  does  not 
reduce  the  number  of  commutator  bars  required.  As  the 
number  of  poles  on  a  machine  increases,  complications 
arise  which  lead  to  the  using  of  the  full  number  of 
brushes,  instead  of  cross-connecting.  On  motors,  and 
especially  on  street-railway  motors,  the  practice  of  cross- 
connecting  is  more  generally  adopted,  on  account  of  the 
limitations  of  space  and  accessibility.  On  inclosed  mo- 
tors there  are  but  two  brushes,  and  these  are  easily 
inspected  from  above. 

A  multipolar  armature  of  the  ordinary  type,  if  not 
cross-connected,  must  have  as  many  brushes  as  there  are 
poles.  If  a  smaller  number  be  used  the  armature's  cur- 
rent capacity  is  reduced;  it  becomes  electrically  unbal- 
anced and  heats.  Figs.  154  and  155  will  serve  to  make 
this  more  clear. 

In  Fig.  154,  A  is  di  motor  armature  running  in  a  four- 
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in)lc  ficKl,  and  has  its  opposite  brushes  connected.  The 
arrow-heads  indicate  the  direction  of  the  current  from 
brushes  +  ^  +^  to  brushes  ^b  —  k  The  current  enter- 
ing by  the  positive  brushes  traverses  one- fourth  of  the 


Flo.  tS4. 


armature  and  then  leaves  by  the  negative  brushes.     The 
four  quadrants  are  therefore  in  multiple. 

l.rt  us  assume  that  the  current  passing  under  the  posi- 
tive pole»  /\»  produces  rotation  in  a  clockwise  direction; 
then  that  under  the  negative  poles  Z',,  P^^  will  concur  in 
this  etYort»  for  although  the  current  is  flowing  in  the 
opposite  direction,  the  fields  also  are  reversed,  and  their 
ivMubiueil  etYect  is  the  same.  The  current  under  P^ 
c\Mu  urs  with  that  under  P^,  and  thus  all  four  quadrants 
impel  the  armature  in  the  same  direction.  Fig.  154  is 
the   UHual  connection  for  a  four-pole  motor.     Fig.   155 
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gives  the  same  machine  with  one  pair  of  brushes  re- 
moved. In  this  case  the  several  poles  remain  the  same 
in  polarity  as  before,  but  the  current  under  pole  P^  is 
reversed,  so  that  now  one-quarter  of  the  armature  is  in 
multiple  with  three-quarters,  thus  resulting  in  an  une- 


FiG.  155. 


qual  distribution  of  current  and  in  wasteful  heating. 
The  arrow-heads  of  Fig.  155  show  the  direction  of  the 
current  under  these  circumstances. 

A  motor  differs  from  a  dynamo  in  that  it  has  no  criti- 
cal speed  of  excitation,  its  fields  depending  either  upon 
separate  excitation  or  upon  the  impressed  E.  M.  F.,  and 
not  upon  any  E.  M.  F.  generated  within  the  armature. 

Series  motors  are  peculiar  in  that  they  can  have  a  field 
only  when  current  flows  through  the  armature,  and  any 
increase  of  armature  current  results  in  additional   field 


^^^^47'  TESriKG  or  DTKAMOS  AND  MOTORS, 

H  streogth  a*i«]  dn  mcreased  C.  E.  M.  F,,  thus  providing  a 

^m  factor  of  safety  against  prolonged!  short  circuits.     The 

^M  fact  that  armature  and  ^elds  arc  in  series  removes  the 

^1  necessity  of  a  high-resistance  starting  box,  aiid  on  some 

^M  seri&s  motors  of  early  date  the  fields  are  wound  in  sec- 

^m  tioDS^  which^  when  in  series,  contain  resistance  enough 

^1  to  dispense  with  an  extra  starting  cot).      For  obtaining 

^^^  the  several  speeds,  the  sections  are  thrown  into  severz:! 

^ft  , — imrmrwr)-, 


<!>■ 


Fig.  156. 

combinations  and  are  finally  in  multiple,  the  combination 
of  least  resistance. 

With  shunt  motors,  the  field,  being  in  shunt  with  the 
armature,  is  of  high  resistance,  has  great  self-induction, 
and  hence  takes  longer  to  attain  its  full  value.  In 
starting  up  a  shunt  motor  a  starting  box  is  absolutely 
necessary  to  avoid  a  short  circuit,  and  this  box  must  be 
put  in  series  with  the  armature,  as  shown  in  Fig.  156, 
which  gives  the  usual  method  of  connecting  in  a  starting 
box. 

A  further  precaution  is  to  connect  the  fields  of  a  shunt 
motor,  or  the  shunt  fields  of  a  compound-wound  motor 
above  the  switch,  so  that  the  motor  may  be  given  a  field 
before  the  armature  circuit  is  closed.  When  the  motor 
is  idle,  both  the  box  and  the  switch  A',  Fig.    157,  are 
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open.  To  start  the  motor  its  field  switch  (not  shown  in 
figure)  is  first  closed.  Then  the  starting  box  is  slowly 
advanced  to  its  final  position,  ^closed,  and  the  starting- 
box  circuit  once  more  opened, 
so  that  simply  by  opening  ^ 
the  motor  can  be  shut  down. 
The  proper  selection  of  a 
starting  box  depends  upon  the 
object  in  view,  (i)  It  may  be 
desired  simply  that  the  initial 
current  flow  shall  not  exceed 
the  motor's  capacity;  or,  (2) 
that  the  start  shall  be  so 
gradual  as  to  avoid  jarring  the 
mechanism  operated  by  the 
motor.  For  instance,  on  a 
car,  the  first  flow  of  current 

may  be  considerably  below  the  motor's  rated  capacity, 
and  yet  seriously  incommode  passengers.  To  design 
a  resistance  to  meet  the  demands  of  such  variable 
conditions  as  are  encountered  in  street-railway  prac- 
tice, the  engineer  must  eff"ect  a  compromise  between 
theory  and  practice.  Theory  would  have  a  car  start 
smoothly  under  all  conditions  imposed  by  variations 
in  car  weight  and  grade  climbing,  and  would  provide  a 
ready  means  to  this  end.  Practice,  at  least  as  voiced  in 
the  demands  of  most  street-railway  men,  would  have  a 
car  start  on  the  first  notch  of  the  controller  under  all 
conditions.  This  means  that  a  resistance  designed  to 
start  smoothly  a  loaded  car  on  a  grade  will  violently  jerk 
an  empty  car  on  a  level.  In  fact,  starting  coils  are 
designed  to-day  to  give  an  initial  current  flow  equal  to 
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the  maximum  output  of  one  motor,  or  thenorcnal  output 
of  both. 

U  the  carrying  capacity  alone  of  the  motor  is  to  be 
considered,  the  problem  resolves  itself  to  a  simple  applica- 
tion of  Ohm's  law,  but  a  consideration  of  smoothness  in 
^tarttng^  requires  experimental  data.  Knowing  the  cur- 
rent capacity  of  the  motor  to  be  started,  the  resistance 
that  will  just  permit  this  current  to  fiow  can  be  gotten 
from  the  equation, 

where  £  is  the  impressed  voltage,  /  the  allowable  cur- 
rent, and  J^  the  resistance  value  sought.  The  armature 
resistance  is  usually  so  low  as  to  be  negligible,  and  need 
not  enter  the  equation.  An  important  consideration  is 
to  be  sure  that  the  wire  making  up  the  resistance  has 
enough  cross-section  to  carry  the  current  called  for. 
The  coils  remaining  longest  in  circuit  are  generally  made 
of  heavier  wire  than  those  that  are  cut  out  first.  Table 
IV.  of  the  Appendix  gives  the  current  capacity  of  tinned 
iron  wire  under  different  conditions. 

It  must  be  borne  in.  mind  that  a  box  designed  for  one 
particular  voltage  cannot  be  used  safely  on  lines  of  much 
higher  voltage,  nor  will  it  give  the  same  nicety  of  control 
when  used  on  a  line  of  lower  voltage;  because,  in  the  first 
case,  the  excess  of  voltage  is  liable  to  heat  the  box  or 
overload  the  motor,  and,  in  the  second  case,  the  resist- 
ance is  likely  to  be  too  high  to  admit  of  a  ready 
start.  A  box  intended  for  a  motor  of  large  output  can- 
not be  used   with    im|ninity  on  a  small   motor,  because 
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the  Starting  current  of  the  larger  motor  would  be 
too  much  for  the  smaller  one;  on  the  other  hand,  a 
box  designed  for  a  small  motor  would  not  admit 
sufficient  current  to  start  a  large  one  without  advanc- 
ing the  handle  to  a  position  dangerous  to  hold  for  any 
length  of  time. 

Starting  boxes  are  preferably  placed  in  multiple  with 
the  switch,  so  that  when  the  resistance  is  all  out  the 
box  may  be  short  circuited  by  closing  the  switch,  and 
the  box  bar  returned  to  the  **off"  position.  Should 
the  box  be  left  in,  both  it  and  the  switch  must  be  opened 
when  it  is  desired  to  stop  the  motor. 

On  shunt  machines,  the  box  is  used  only  in  start- 
ing, but  on  series  machines,  which  race  when  the  load 
is  removed,  it  is  used  to  control  the  speed.  Occasions 
sometimes  arise  for  using  a  street  car  motor  to  run  the 
repair  shop  shafting.  In  such  a  case  the  instability  of 
speed  of  a  series  motor  is  a  serious  drawback  and  it  can 
only  be  overcome  by  replacing  the  series  coils  by  an 
equivalent  shunt  winding.  Suppose  that  we  have  such 
a  motor  and  that  we  wish  to  change  its  winding.  Let 
the  series  coils,  two  in  number,  consist  of  loo 
turns  of  No.  4  B.  &  S.  wire.  Suppose  each  spool 
measures  .175  ohm.  The  total  resistance  then  is  .35 
ohm,  corresponding  to  a  length  of  1,400  feet.  If  full 
load  current  be  50  amperes,  full  load  drop  (/^)  is  .35  X 
50  =  17.5  volts,  and  the  watts  lost  in  heat  (<r  /)  is  17.5  x 
50  =  875  watts.  With  the  fields  hot  this  loss  would 
increase  to  1,000  watts.  If  the  line  voltage  be  500,  the 
total  intake  of  the  motor  is  500  x  50  =  25,000  watts, 
and  the  field  loss  hot  =  1,000  -^  25,000  =  4  j^.  Fifty 
amperes  passing  around  200  turns  of  wire  give  50  x  200 


dynamos,  which  have  no  critical  speed,  the 
^  is  strictly  proportioaal  to  the  speed  when  run- 
ree^  and  when  under  laad^  any  change  in  speed 

ts  the  valtag^e  proportionately  provided  the  arnia- 
iirrent  is  kept  coasiant.  If  the  machine  is  run  as 
br,  what  was  true  for  the  dynamo's  voltage  is  true 
t  raotor^s  speed  if  its  field  is  kept  constant.  The 
will  be  proportional  to  the  voltage  and  theoretic* 
lecome  zero  when  the  voltage  does  so,  but  prac- 
,  a  little  before  this,  on  account  of  iitternal 
nee,  friction,  etc.  The  speed  is,  then,  propor- 
to  the  impressed  voltage  less  that  voltage  below 
the  armature  stops  turning  or  below  which  the 
urc  refuses  to  turn.     Here 
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V^  is  the  critical  voltage.     A  separately  excited 
does  not  race   unless  the  voltage  is  abnormally 
or  the  field  very  weak. 


TESTING    or   DTXAMOS   AND    MOTORS. 


The  speed  which  any  motor  attains  is  such  that  the 
following  equation  always  holds  true: 

C  E.  M.  F.  +  /  y?^  =  Impressed  E.  JL  K 

Here  /  J^^  is  the  armature  drop,  A  change  in  any  of 
these  terms  will  alter  the  speed;  thus  an  increased  field 
raises  the  C  E.  M-  F.,  and  the  speed  falls  until  the 
abo^e  balance  is  restored.  The  effect  of  putting  on 
a  load  is  to  decrease  the  speed,  lower  the  C,  E,  M.  F,, 
and  let  in  a  larger  current  and  increase  /  i?,  until  the 
balance  again  obtains.  Upon  removing  a  load  the 
retarding  force  is  removed,  and  the  speed  leaps  upward, 
striking  a  final  value  dependent  upon  the  field  strength. 
This  is  why  a  separately  excited  motor  does  not  race 
unless  the  voltage  is  very  high  or  the  field  very  weak. 
A  shunt  motor's  speed  will  increase  about  20  ^  upon 
the  removal  of  load,  but  not  more  because  its  field  is 
independent  of  the  armature.  On  the  other  hand  a 
series  motor  races  badly  because  the  field  decreases 
as  the  armature  current  decreases,  and  the  higher  the 
speed  the  weaker  does  the  field  become,  until,  if  un- 
checked, the  armature  may  wreck  itself. 

This  peculiarity  may  be  profitably  followed  out  more 
closely.  Let  us  suppose  that  the  impressed  E.  M.  F.  is 
from  a  compound-wound  generator  and  remains  con- 
stant, and  that  the  motor  carrying  a  certain  load  has  a 
terminal  E.  M.  F.  of  £  volts,  distributed  between  its 
C.  E.  M.  F.  and  its  internal  resistance  ^  :  or,  -£"  =  ^  -j- 
/  /^,  Now  let  part  of  the  load  be  removed;  a  less 
amount  of  energy  is  now  required  to  carry  the  decreased 
load.     The  amount  taken  by  the  motor  is  measured  by 
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the  product  E  7,  and  since  E  is  constant,  /  must  de- 
crease. As  /  decreases,  the  drop  through  armature  and 
field  decreases;  now  since  /-^  has  decreased,  the  C.  E. 
M.  F.  must  increase,  for  ^  =  ^r  -f  /  ^  is  a  constant. 
TheC.  E,  M.  F.  can  be  increased  in  two  ways:  by  strength- 
ening the  field,  by  raising  the  speed:  but  in  this  case  the 
field  is  weakened  as  /  grows  less,  and  hence  the  speed  in- 
creases at  a  rapid  rate  to  compensate  for  the  weakened 
field  and  the  decreased  drop.  As  the  load  is  further 
lessened,  the  speed  soon  passes  the  safety  point  and  the 
belt  flies  off.  The  armature  unhindered  speeds  on,  its 
current  becoming  a  minimum,  and  its  C.  E.  M.  F. 
approaching  the  impressed  E.  M.  F.  as  a  limit.  The 
less  the  machine's  internal  resistance,  the  greater  its 
C.  E.  M.  F.  and  the  smaller  the  internal  drop. 

It  may  be  at  first  puzzling  to  find  a  way  to  check  the 
series  machine's  tendency  to  race:  In  the  equation  E  = 
^  -|-  /^  we  see  that  MIR  can  be  made  large,  ^'s  value 
may  be  correspondingly  small,  also  if  R  be  made  large,  the 
drop  /  R  will  be  large,  and  without  any  abnormal  value 
of  7.  To  secure  this  the  starting  box  is  thrown  into 
series  connection  with  the  motor,  and  is  gradually  cut 
out  as  the  device  in  operation  gains  headway.  It  is  thus 
that  the  speed  is  held  within  proper  limits. 

In  a  shunt  motor  the  field  and  the  armature  circuits 
are  in  multiple,  so  that  if  the  applied  voltage  is  main- 
tained constant  the  current  which  each  gets  depends 
solely  upon  its  effective  resistance.  The  field  circuit 
containing  only  ohmic  resistance  its  current  remains 
constant,  excepting  in  so  far  as  this  resistance  may  be 
increased  by  heat.  The  armature  when  at  rest  also 
contains  only  ohmic  resistance,  and  this  being  very  low 


TESTINO    OF   DYNAMOS   AND   MOTORS, 


wouk  mit  an  abnormal  current  were  no  steps  taken  to 
prevent  it  The  starting^  box  is  therefore  used  to  limit 
the  Current  value  at  starting.  As  the  armature  begins  to 
turn  it  generates  a  C,  E.  M. 
ohmic  resistance   of   the 


C.  £,  M.  F.  does  also,  aj 
until  the  C.  E.  M,  F,   is 

armature  current. 

When  full  load  is  on  a  sh 

current  reaches   its  maxii 
their   greatest    backward 


F,,  which  may  replace  the 
as  the  speed  rises  the 
;  box  is  gradually  cut  out, 
r  adequate  to  control  the 


motor  and  the  armature 
value,  the  brushes  have 
and    it   is    here  that  the 


armature  reaction  is  greenest,  and  weakens  the  field 
most.  If  at  this  point  the  load  be  suddenly  removed, 
the  first  effect  is  to  strengthen  the  field  by  withdrawing 
the  armature's  reaction,  and  secondly  to  lessen  the  drop 
by  decreasing  /.  The  first  effect  tends  to  lower  the 
speed  and  the  latter  to  raise  it,  with  the  result  that  the 
speed  rises  about  20  ^. 

The  difference  between  shunt  and  series  motors  in  this 
respect  is,  that  on  series  motors  the  increase  of 
C.  E.  M.  F.  due  to  increase  of  speed  which  follows  the 
removal  of  load  weakens  the  field,  while  on  shunt 
motors  the  reverse  is  true.  Another  difference  is  in  the 
effect  of  heating.  On  a  series  machine  at  constant 
voltage  and  a  given  current  the  speed  is  higher  at  the 
beginning  than  at  the  end  of  a  heat  test,  because  the 
increased  internal  resistance  raises  the  drop,  thereby 
lowering  the  effective  impressed  voltage,  and  as  the  speed 
depends  upon  this,  it  decreases  with  it.  On  a  shunt 
machine,  the  initial  speed  is  lower  than  the  final,  because 
as  the  shunt  field  heats  its  increased  resistance  admits  less 
current,  thereby  weakening  the  field  and  raising  the  speed. 
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The  fact  that  the  field  and  armature  of  a  series  motor 
are  in  series  adapts  it  for  use  where  jarring  is  excessive 
or  where  the  external  circuit  includes  a  sliding  or  rolling 
contact.  If  the  circuit  is  momentarily  interrupted,  field 
and  armature  are  alike  deprived  of  current,  and  when  the 
circuit  is  closed  the  same  current  flows  through  both,  so 
that  a  prolonged  short  circuit  is  impossible  unless  the 
rotation  of  the  armature  is  prevented.  If  the  circuit  of 
a  shunt  motor  is  broken  for  a  moment,  the  motor  loses 
its  field,  and  when  the  circuit  is  again  closed  the  arma- 
ture short  circuits  the  field  and  admits  an  abnormal  cur- 
rent, which  not  only  gives  a  violent  wrench  to  the  belt  or 
gearing,  but  also  endangers  the  life  of  the  armature. 
The  result  of  these  facts  is  that,  as  a  rule,  portable 
motors  such  as  are  used  on  street  railroads  and  the  like 
are  series  motors;  while  stationary  motors  are  generally 
shunt-wound. 

Test  XVIII.  Series  Motor-Generator  Test, — On  account 
of  complications  which  arise  due  to  the  fact  that  series 
machines  support  a  field  only  on  closed  circuit,  and  that 
generators  and  motors  run  in  opposite  directions  forgiven 
connections,  special  precautions  must  be  taken  in  running 
a  series  motor-generator  test.  The  loss  is  best  supplied 
by  an  engine  or  by  a  motor  whose  speed  can  be  easily 
controlled.  The  following  scheme  is  adapted  to  testing 
street  railway  motors  where  made  in  quantities,  ;:nd 
when  it  is  necessary  to  use  as  little  power  as  possible 
from  the  engine.  Although  not  in  general  use  the  plan 
has  commendable  features.  A  and  B^  Fig.  158,  are  two 
motors  geared  to  axle,  ^S",  which  is  belted  to  engine,  E^ 
-and  turns  always  in  the  same  direction.  A  is  connected 
to  generate  for  this  direction  of  rotation,  and  B  is  con- 
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necled  so  that  it  will  not  generate.  It  will  therefore  ron 
a*  a  motor,  and  in  the  same  direction  as  the  axle.  To 
run  the  test  with  both  motors  connected  alike,  it  is  nec- 
essary either  to  have  an  intermediate  gear  on  one  motor, 
or  to  have  the  motors  run  on  opposite  sides  of  the  same 
gear,  so  that  the  armatures  will  turn  in  opposite  direc- 
tions.    Usually  the  best  method  is  to  reverse  the  con^ 
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Fig.   158, 

nections  and  leave  the  direction  of  rotation  the  same. 
A  and  B  have  their  fields  and  armatures  in  series  as 
shown  in  the  diagram  and  include  in  circuit  a  switch  ^ 
and  a  variable  resistance,  /^,  capable  of  carrying  the 
machine's  full  current.  7?  exceeds  the  critical  resistance 
of  the  machine  for  the  given  speed,  so  that  upon  closing 
A'  the  dynamo  will  not  generate  until  part  of  I^  is  cut 
out.  Before  starting  a  test  for  the  first  time  it  is  well  to 
preliminarily  determine  the  correct  connections  for  the 
dynamo  to  generate.  This  is  done  by  connecting  the 
machine  as  shown  in  Fig.  159  and  bringing  it  up  to 
speed.     In   Fig.    159   7?   is   the   starting  box,  a,  «,  the 
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armature  terminals,  and/,/,  the  field  terminals.  If  now 
the  machine  refuses  to  generate  upon  closing  K  and 
slowly  working  R  out,  the  a/mature  leads  should  be 
interchanged. 

There  is  also  a  question  of  speed  to  be  decided 
before  starting.  Running  at  its  rated  current  and 
speed,  a  machine  as  a  generator 
will  not  produce  an  E.  M.  F.  as 
great  as  the  impressed  would 
have  to  be  in  order  to  run  the 
machine  as  a  motor  under  simi- 
lar conditions,  and  hence  the 
system  is  not  subjected  to  as 
severe  a  test  as  it  ought  to  be. 
To  compensate  for  this,  the 
gearing  or  belting   should   be  fig.  159. 

arranged   to   run   A  above   its 

rated  speed  and  thus  raise  the  E.  M.  F.  to  its  rated 
value.  The  necessary  increase  in  speed  can  be  approxi- 
mately calculated  if  ^*s  internal  resistance  is  known. 
Let  the  machine's  internal  resistance  be  r;  then  ir  is  the 
internal  drop  when  current,  /,  flows;  let  the  E.  M,  F. 
desired  to  be  impressed  at  the  motor  terminals  be  E. 
Then  will  the  C.  E.  M.  F.  be  ^  —  /  r  =  e.  Let  n  be  the 
speed  of  A  running  as  a  motor  with  an  impressed 
E.  M.  F.  of  E  volts  and  a  current  of  /  amperes.  Since 
as  a  motor  the  machine  generates  a  C.  E.  M.  F.  of  e 
volts,  and  as  a  dynamo  it  must  generate  an  E.  M.  F.  of 
E  volts,  we  may  write,  e  \  E  \\  n\n\  where  «'  is  the 
required  speed.     This  gives  us 

,       n  E  n  E 

e  E  —  tr 
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not  or  shaft  is  arranged  to 

start  is  much  smoother. 

,    brought  up  to  speed,  AT 

It,  at  the  same  time  weak- 

-lie  shunt  r  shown  in    Fig. 


I  the  terms  are  known  ^nd   hence   V   deter* 

On  account  of  the  series  machine's  ability  to  rapidly 
pick  up  as  soon  as  it  begios  to  generate^  it  is  well  to  pro- 
vide h^k  guards  to  «t«  1  annoyance  of  losing  the 
bell  under  sudden  overk  U  \  further  precaution  is  to 
insert  a  light  fuse  at  tht  ^t;  and  then  cut  it  out  when 
the  test  is  under  vray.  If  tl 
be  thrown  in  by  a  clutch  tt 
In  starting  up^  the  machine  > 
closed,  and  ^  slowly  wor 
ening  ^'s  field  by  mtan 
158.  As  soon  as  the  ammeter  shows  A  to  be  generating 
/^  must  be  very  carefully  handled  to  avoid  precipitating 
a  heavy  overload  and  throwing  the  belt.  A  will  refuse 
to  generate  until  a  certain  amount  of  /?  has  been  cut  out, 
and  will  than  pick  up  very  rapidly.  It  is  absolutely 
necessary  that  means  be  provided  for  weakening  the 
motor  field,  otherwise  since  the  same  current  must  pass 
through  both  machines,  and  since  they  run  at  the  same 
speed,  the  C.  E.  M.  F.  of  B  will  be  the  same  as  the 
E.  M.  F.  of  A,  and  a  load  cannot  be  worked  on.  The 
shunt  affords  the  same  regulation  as  obtains  on  a  car, 
but  has  a  different  relation,  in  that  on  a  car  its  value  is 
constant  and  the  speed  variable,  while  in  this  test  the 
shunt  is  variable  and  the  speed  constant. 

A*s  current  passing  through  B  runs  it  as  a  motor,  and 
helps  to  turn  the  system,  thus  lessening  the  demand  on 
the  supplier,  which  then  supplies  only  energy  enough  to 
cover  the  losses,  which  may  amount  to  from  25^  to  35^ 
of  the  motor's  output.  After  running  A  for  a  stated 
time  as  a  dynamo  it  is  changed  over  and  run  as  a  motor. 
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This  change  is  most  rapidly  effected  by  using  a  crossed 
ilKilito  reverse  the  direction  of  rotation;  it  is  then  only 
necessary  to  move  the  shunt  from  B  to  A, 

Test  XIX,  IVsting  Serks  Maihirusimih  IVater  EheosiaL 
—In  Fig,  160  are  shown  connections  for  a  second 
method  of  testing  series  machines.  It  is  a  modified  form 
of  motor-generator 
test,  but  differs  from 
it  in  that  the  dyna- 
mo's energy  is  not 
returned  to  the  mo- 
tor. The  amount 
of  energy  supplied 
must  be  something 
over   the  rated   out- 


MWWf 


^  \^Qym^ 


Fig  1 60, 


put  of  one  machine, 
G  is  a  generator  of 
the  same  voltage  as  the  machines  under  test,  D  is  the 
dynamo  armature,  J/j  that  of  the  motor;  F  and  F"  the 
dynamo  and  motor  fields  respectively.  It  will  be  seen 
that  /%  F\  and  J/,  are  in  series,  and  that  F  is,  therefore, 
excited  from  G.  IV  is  a  water  rheostat  to  which  D's 
terminals  are  connected:  A' is  a  switch  across  which  is 
the  starling  box  R.  J/ and  Z>  are  geared  or  boiled  to 
the  same  shaft  or  to  each  other  and  hence  start  up  to- 
gether. When  I^  is  all  cut  out  it  is  short  circuited  by 
means  of  A^;  if  the  speed  is  then  too  high  and  the  load  is 
low,  the  plates  of  the  water  rheostat  must  be  brought 
nearer  together,  thereby  decreasing  its  resistance^  in- 
creasing the  load»  and  low^ering  the  speed.  If  the  load  is 
apparently  all  right  and  the  speed  still  high,  the  am- 
meter or  voltmeter  may  be  '*off/'     Only  frequent  cali- 
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in  eliminate  liability  to  this  error.  If  the 
K  if.f,Mn/y  M  right  and  the  speed  high,  the  indications 
are  of  a  weak  field,  which  may  be  due  to  short  circuited 
turns  in  a  field  coil:  to  reversal  of  a  field  spool,  on  any 
motor  having  more       lF  kIs;  to  a  loose  joint  in  the 

magnetic  circuit;  to  an  naally  wide  air  gap;  to  an 

inferior  quality  of  iron  in  armature  core   or  frame; 

or  lo  displacement  of  brushe.  Whether  there  are  any 
short  circuited  field  turns  or  n  it  can  be  decided  by  pass- 
ing current  through  all  an  :aking  the  drop  on  each. 
If  one  coil  is  reversed  on  a  m  tor  having  but  two  coils, 
it  will  not  start  at  alU  If  one  of  four  is  reversed  it  is 
readily  located  by  trying  to  start  the  motor  using  but  two 
coils  at  a  time.  When  the  pair  in  use  are  of  proper 
polarity  the  motor  will  start,  though  more  current  will 
be  required  than  ordinarily  to  do  so.  When  of  the 
wrv)ng  polarity  no  sa/g  current  will  start  the  motor.  We 
emphasize  safe  because  it  is  a  fact  that  sufficient  current 
through  the  armature  would  enable  it  to  react  upon  the 
pole  pieces,  and  produce  field  enough  to  start.  Once 
started,  the  armature  would  race.  The  loose  joint  and 
air  gap  difficulty  can  best  be  located  by  inspection,  while 
the  question  of  inferiority  of  iron  can  be  considered 
after  all  other  probable  difficulties  have  been  eliminated. 
If  there  arc  no  facilities  for  magnetic  testing,  we  must 
resort  to  the  somewhat  crude  method  of  interchanging 
the  parts  of  the  faulty  motor  with  those  of  one  that  we 
know  to  be  all  right. 

A  modification  of  the  above  test  consists  in  running  D 
as  a  self-exciting  series  dynamo,  with  the  advantage 
that  a  greater  E.  M.  F.  is  applied  to  Af,  because  there 
is  no  impressed  voltage  lost  in  the  resistance  of  ^'s  field, 
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and  this  may  be  considerable.  In  this  test  the  connec- 
tions depend  upon  the  direction  of  rotation.  If  with 
given  connections  D  refuses  to  pick  up,  the  direction  of 
rotation  must  be  reversed.  Of  course  with  separate  ex- 
citation the  direction  of  rotation  need  not  be  considered. 
When  the  dynamo  does  **pick  up"  it  does  so  with  a 
rush  and  the  speed  drops  rapidly.  This  effect  is  more 
marked  in  warm  weather  than  in  cold,  for  the  water  box 
resistance  is  lower.  On  the  other  hand  the  machine  may 
refuse  to  generate  for  want  of  a  sufficiently  strong  re- 
sidual field.  In  this  case  the  practice  is  to  short  circuit 
the  leads  with  a  piece  of  fuse  wire  in  multiple  with  the 
water  box.  As  soon  as  the  machine  generates  it  blows 
the  fuse,  and  then  continues  to  send  current  through  the 
water  box,  in  virtue  of  the  strong  field  provided  by  the 
short  circuit.  The  above  test  method  is  much  used  in 
testing  street  railway  motors,  and  for  this  purpose  a  box 
5  feet  X  i>4  feet  +  i>^  feet  is  sufficient  to  carry  the 
load. 

Test  XX.  Efficiency  Test ^ A  modification  of  Test 
XVIII,  is  used  for  determining  the  efficiency  of  series 
motors.  In  Fig.  158  shaft  ^S",  instead  of  being  driven 
by  the  engine  E^  is  driven  by  a  motor  which  we  will 
call  M.  The  test  is  made  in  the  following  steps: 
I.  The  energy  necessary  to  turn  M  free  at  the  proper 
speed  is  taken.  2.  M  is  then  belted  to  S  and  all  pin- 
ions on  A  drawn.  The  energy  required  by  M  to  run 
A*^  armature  at  proper  speed  is  then  measured.  3.  A'% 
pinion  is  replaced  and  ^'s  removed  and  readings  taken 
on  M.  4.  B  is  geared  to  A  in  the  usual  way,  and  the 
energy  again  measured.  These  successive  measure- 
ments give  the  data  for  finding  the  frictional  losses  on 


nil  twmug  partf,  A  is  then  connected  as  a  generator 
»ml  run*  //  sit  a  motor.  Kcadiogsare  taken  as  in  former 
ffficirnry  fetti  tiod  from  these  readings  the  efiiciency  is 
tlircltice^ 

Ttrr  XX I    Hffiikmy    Tnt    with    Prmy    Brake.— Xn- 
niher  good  way  of  ft  ltd  tng  efficiency  is  by  means  of  the 
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able.  The  inner  rim  of  the  pulley  is  flanged  and  will 
hold  a  considerable  amount  of  water,  which,  poured  in 
after  the  wheel  is  in  motion,  is  kept  in  by  the  centrifugal 
force,  and  serves  to  cool  the  rims.  When  the  wheel 
stops  a  large  portion  of  this  water  is  ejected,  so  that  the 
operator  must  be  on  the  lookout.  The  action  of  the  brake 
is  as  follows:  The  motor  armature  turns  left  to  right 
and  tends  to  carry  the  mass  rF  around  with  it  as  soon 
as  the  steel  strap  is  tightened.  On  the  other  hand,  IV 
resists  by  its  weight  the  tendency  to  be  carried  around. 
To  measure  the  load  on  the  motor,  the  weights  on  IV  and 
the  tension  on  £  are  so  adjusted  that  the  weight  is  bal- 
anced exactly  at  the  horizontal  line;  the  weight  pulls 
on  the  wheel  with  the  leverage  OT.  The  work  done 
when  a  balance  is  effected  is  measured  in  mechanical  units 
by  taking  the  product  of  the  circumference  of  the  wheel, 
the  number  of  revolutions  per  second,  and  the  weight  IV. 
If  d  be  the  diameter  of  the  wheel  the  circumference  is 
3. 1415  d  ox  n  d.     The  power  or  work  per  second  then  is 

Power  =  TT  d  n  IVy 

where  nis  the  revolutions  per  second,  and  JV  the  weight 
on  the  hanger.  The  intake  is  measured  electrically, 
and  is  the  product  £  x  fy  and  is  measured  in  watts. 

If  d'ls  given  in  centimetres  and  [Fin  grams,  then  the 
output  is  measured  in  ergs  per  second,  and  the  watt  is 
equal  to  10,000,000  ergs  per  second:  therefore  we  have 

^  •  ..  n  d  n  IV        ,,, 

Output  in  watts  = =  W^ , 

10,000,000 

also 

Intake  in  watts  ^  E  x  I  -=.  W^\ 
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Efficiency  =  777-  = t^t^-f 

^        Iv^        10,000,000  Ex  I 

If  i/is  given  in  feet  and  iV       rounds  we  theo  ha^e 
Output  in  watts  =    1,36  n  d  W^ 


and 


Efficiency  =  - 


^6  w  d  IV 
Ex  i      ' 


The  advantages  of  this  method  are  that  the  apparatus  is 
compact  and  simple,  and  the  readings  easily  taken.  The 
drawback  is  that  the  energy  is  entirely  lost,  being  con- 
sumed in  friction  on  the  pulley  and  strap.  If  the  test  is 
long  continued  the  rise  of  temperature  of  the  pulley  will 
cause  the  water  in  the  rim  to  rise  to  the  boiling  point. 

In  testing  series  machines  rigidly  connected  it  is  a 
wise  precaution  to  have  the  scheme  of  wiring  embodied 
in  a  drawing,  which  can  be  followed  in  connecting  up 
each  set  of  motors.  This  drawing  should  include,  not 
only  the  motors  themselves,  but  the  controller  and  instru- 
ments as  well.  Then  if  a  controller  should  have  a 
wrong  connection,  or  if  the  polarity  of  armature  or 
field  is  reversed,  through  some  error  in  winding,  or  in 
bringing  out  the  leads,  this  fact  is  likely  to  be  discovered 
by  a  reversal  in  the  direction  of  rotation,  or  by  a  refusal 
to  run  at  all. 

Having  discovered  that  an  error  of  this  kind  exists 
somewhere  in  the  set  under  test,  the  next  step  is  to 
locate  it.  Since  there  are  two  motors  concerned  it  is 
highly  likely  that  one  of  them  is  correct,  and  a  compari 
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son  of  the  wiring,  when  the  machines  are  made  to  run, 
with  the  diagram,  will  identify  the  faulty  machine. 

If  no  knowledge  exists  as  to  the  relation  of  direction 
of  rotation  and  connections,  so  that  it  is  not  known  when 
the  machine  is  running  correctly,  the  best  procedure  is 
to  connect  up  and  run  a  motor  which  has  been  tested, 
and  is  known  to  be  correct.  In  this  case  the  motor  in 
the  rack  which  runs  like  it  is  all  right,  and  the  other  one 
probably  at  fault.  To  make  perfectly  sure,  however,  the 
test  motor  must  be  run  on  both  sets  of  wires,  then  if  its 
direction  of  rotation  is  the  same  on  both  sets  of  wires,  it 
locates  the  latter  set,  with  its  motor,  as  the  faulty  one. 
If  the  rotation  of  the  test  motor  is  reversed  in  passing 
from  one  set  to  the  other,  it  shows  that  the  motors  are 
right  and  the  trouble  is  in  the  controller. 

Having  now  identified  the  faulty  machine  we  must  de- 
termine whether  the  trouble  is  in  the  armature  or  fields. 
The  best  way  to  do  this  is  to  place  an  armature  which  is 
known  to  be  correct  in  the  frame,  and  to  run  it;  if  the 
two  run  in  the  same  direction  it  shows  that  they  are  alike 
and  that  the  fields  are  at  fault.  The  methods  of  testing 
out  faults  in  armature  and  field  have  already  been  given 
in  earlier  chapters,  and  will  not  here  be  repeated. 

In  such  tests  it  simplifies  matters  if,  instead  of  a  con- 
troller, with  its  complicated  wiring,  an  ordinary  rheostat 
is  used  as  a  starting  box.  The  motors  can  then  be  con- 
nected as  shown  in  Fig.  162,  where  //'  are  the  terminals 
of  the  starting  box.  In  connecting  the  two  motors  cor- 
responding field  and  armature  terminals  go  together, 
leaving  the  same  leads  on  the  two  motors  to  be  connected 
to  the  box.  It  then  makes  no  difference  which  lead  is 
connected  to  /  or  /'  of  the  box,  for,  since  both  field  and 
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weaker  field.  The  test  can  also  be  made  by  short  cir- 
cuiting the  series  field  so  that  the  motor  is  first  running 
on  the  shunt  field  alone,  and  reading  the  current  and 
speed  as  above.  The  series  coil  is  then  cut  in,  the  cur- 
rent adjusted,  and  the  speed  read.  In  this  case  the  ter- 
minal E.  M.  F.  will  have  to  be  raised  and  the  latter  speed 
will  be  found  to  be  lower  than  the  first,  if  the  connections 
are  differential,  but  the  fall  of  speed  will  not  be  so  great 
as  when  cumulatively  connected.  If  instead  of  keeping 
llie  current  constant  the  E.  M.  F.  is  constant,  the  differ- 
ential connection  will  give  a  higher  speed  than  with  the 
shunt  field  alone,  while  the  cumulative  connection  will 
give  a  lower  speed.  The  statement  above  that  the  differ- 
ential connection  gives  a  lower  speed  than  the  shunt  field 
alone  may  at  first  seem  contradictory.  If  we  remember, 
however,  that  when  the  E.  M.  F.  is  raised  to  compensate 
for  the  /  R  drop  in  the  series  coil,  the  current  in  the 
shunt  field  is  thereby  increased,  and  that  the  shunt  field 
is  relatively  stronger  than  the  series  field,  we  see  that  in 
this  case  the  motor  field  is  strengthened,  and  hence  the 
speed  falls.  With  the  cumulative  connection  the  field  is 
strengthened  to  a  greater  extent,  and  the  fall  in  speed  is 
greater. 

In  testing  rooms  it  is  common  practice  to  run  com- 
pound-wound motors  with  the  fields  cumulatively  con- 
nected, and  in  motor-generator  tests  this  connection  is 
necessary  unless  there  is  a  heavy  shunt  on  the  motor 
series  field  to  weaken  its  effect.  In  the  motor  generator 
tests  already  cited  it  was  found  impracticable  to  get  the 
load  on  slowly  when  the  fields  were  connected  in  opposi- 
tion, and  it  would  be  only  theoretically  possible  with  the 
shunt  field   rheostats  so  arranged  as  to  gradually  intro- 
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tance  into  the  shunt  fieltl  circuit.     Under  these" 
CQnaittons  the  system  would  be  very  unstable,  and  the 
least  variation  in  speed  precipitates  an  overload  or  even 
a  short  circuit. 

To   render    the   cont  ^titling   on  a   load    more 

complete^  it  is  sometimes  nee  sary  to  use  a  shunt  board 
on  the  series  field  of  the  cumi  atively  connected  motor: 
this  Is  the  case  where  the  movement  of  the  rocker  arm 
h  too  limited  to  admit  of  working  on  the  load  by  shifting 
the  brushes.  The  shunt  board  is  also  needed  when  the 
shunt  field  has  been  so  we  nied  that  the  machine  is 
practically  running  as  a  series  motor.  This  condition  is 
generally  indicated  by  a  steady  uncontrollable  sparking 
at  the  brushes,  which  is  only  relieved  by  strengthening 
the  shunt  field.  The  reason  for  this  lies  in  the  fact  that 
if  the  motor  is  running  as  a  series  motor  the  neutral 
point  is  not  the  same  as  under  normal  conditions,  and 
may  have  shifted  out  of  the  range  of  the  movement  of 
the  rocker  arm.  A  trial  is  the  best  test  of  the  necessity 
of  a  shunt  board. 

We  see  then  that  there  are  two  conditions  under  which 
a  shunt  board  can  be  profitably  used.  i.  With  fields 
cumulatively  connected,  where  the  shunt  board  weakens 
the  assistin^a^  power  of  the  series  coils  and  does  away  with 
sparking.  2.  Where  the  fields  are  differentially  con- 
nected and  the  opposing  power  of  the  series  field  is  to  be 
weakened. 

The  series  motor  property  of  the  compound-wound 
motor  makes  it  safer  to  break  its  shunt  fie\d  under  full 
load  than  under  light  load,  provided  the  fields  are 
cumulatively  connected.  In  tbis  case  ^^x,  ^y3\\  \o^^  the 
current   in   the  series  winding     '^^  ^^^r^e   ^^^^  ^C  ^e\d  \s 
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mainly  due  to  it,  so  that  the  withdrawal  of  the  shunt 
field  will  have  no  further  effect  than  to  increase  the 
sparking,  and  perhaps  raise  the  speed  somewhat.  At 
light  load  the  field  may  be  considered  as  entirely  due  to 
the  shunt  coils,  and  the  series  field  is  very  small,  so  that 
to  break  the  former  would  precipitate  a  short  circuit. 
If  the  armature  does  not  burn  out  the  motor  will  start  to 
racing  and  throw  its  belt.  If  while  the  armature  is  at  a 
high  speed  the  shunt  field  be  again  closed,  the  motor  will 
generate  a  higher  C.  E.  M.  F.  than  the  impressed  E.  M.  F. 
and  will  momentarily  reverse  the  dynamo  that  is  running 
it.  This  action  lasts  only  so  long  as  the  momentum  of 
the  motor  enables  it  to  hold  its  speed,  and  the  system 
soon  returns  to  its  normal  state.  The  above  reactions 
are  especially  pronounced  where  the  machines  are  heavy 
and  strongly  overcompounded. 

If  both  machines  are  belted  to  the  same  countershaft 
the  above  reversals  cannot  take  place  until  the  motor 
belt  is  thrown,  as  neither  can  run  faster  than  the  engine 
does.  If  the  machines  are  simply  belted  together  and 
the  loss  supplied  from  a  dynamo  no  restriction  is  present, 
and  the  cycle  of  reactions  is  similar  to  several  that  have 
already  been  described. 

Compound. wound  motors  of  large  output  are  not  in 
general  use  because  for  most  machine  work  a  shunt  motor 
running  on  constant  potential  mains  regulates  sufficiently 
well. 

In  belting  a  motor  to  a  shafting  attention  must  be  paid 
to  two  points.  I.  The  higher  the  speed  allowed  on  the 
motor  the  higher  will  be  the  efficiency.  2.  The  tools 
operated  by  the  shafting  must  be  run  at  a  speed  sufficient 
to  secure  a  high  shop  efficiency.     The  designed  speed  of 


i. 
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most  \  es  of  commercial  motors  is  stamped  on  the  name 
plate,  and  is  the  speed  at  which  the  motor  should  run  at 
full  load. 

It  sometimes  hap"^"*^  ^^^^  't  is    desired  to  add    tools 
to  a    line  of    shaftii 
motor  running  it.     Ii 
loading    the    motor,  1  \ 

countershaft  or  a  sm  ■  "" 
decreasing  the  speed  of 
armature  keeping  the  same 
the  countershaft  is  running 
machine  turns *sIower  and  does  less  work  in  a  given  time, 
the  new  machines  making  up  the  difference.  It  is  thus 
seen  that  the  total  work  turned  out  is  the  same  as  before, 
since  the  load  on  the  motor  is  the  same  whether  it  carries 
a  few  machines  heavily  loaded  or  more  machines  less 
heavily  loaded. 

At  times  in  testing  rooms  it  is  desirable  to  throw  a 
load  on  to  a  line  of  shafting  greater  than  the  engine 
driving  the  shafting  is  able  to  carry.  In  this  case  a 
motor  may  be  belted  to  the  shafting,  and  run  from  a 
dynamo  attached  to  another  engine.  In  making  the 
motor  connections  one  must  be  careful  not  to  make  the 
motor  oppose  the  engine  as  regards  its  direction  of 
rotation.  On  self-excited  machines,  one  familiar  with  the 
rules  for  connections  can  predict  the  direction  of  rota- 
tion, and  act  accordingly;  but  if  the  motor  is  separately 
excited  no  rule  is  available  and  recourse  must  be  had  to  a 
preliminary  test.  To  insure  that  a  motor  attached  to  an 
engine  shall  concur  in  effort  with  the  engine,  the  motor 
fields  must  be  so  excited  that  the  E.  M.  F.  of  the  arma- 
ture is  opposed  to  that  of  the  dynamo  that  is  to  run  it. 
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It  then  comes  to  this,  that  since  the  E,  M.  F.  gcnerattd 
by  the  motor  armature  is  to  become  its  C*  E.  M-  F.  it 
must  oppose  the  impressed  E.  M.  F,  Having  secured 
lliis,  and  adjusted  the  fields  so  that  the  voltage  read 
^icross  the  switch  is  low,  the  switch  is  closed  and  the  field 
weakened.  The  motor  then  takes  load  and  reMcves  the 
engine. 

In  belting  up  the  motor  for  such  work,  care  must  be 
taken  to  select  pulleys  of  such  a  size  that  countershaft 
and  motor  are  both  running  at  their  proper  speed.  Sup- 
posing the  motor  to  make  i,ooo  revolutions  and  the  shaft 
300^  if  the  diameter  of  the  pulley  is  4  feet,  that  of  the 
armature  pulley  can  be  found  as  follows:  The  circum* 
ference  of  the  shaft  pulley  is  Tr/Jorj.  1416  X  4  which 
equals  12.56  feet,  and  in  one  minute  the  belt  travels 
12,56  X  300  —  3t7^S  feet.  Now  the  armature  pulley  must 
travel  at  the  same  rate,  and  i(  d  be  its  diameter  we  have 
"^  X  3-H'4  X  1,000  =s  3,768,  which  gives  us 


d  = 


5,76s 


=  1.2  feet, 


3*141-6 
The  general  formula  is 


<jr 


n 


n 


where  <3?and  1}  are  the  diameters  and  n  and  n*  the  revo- 
lutions per  minute  of  the  shaft  and  armature.     In  the 
"above  case  this  gives  us 

d    _    300 

4  IjOQO 
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a  =  — =1.2  feet- 

?,ooo  * 

This  method  of  relieving  an  :)verloadcd  engine  is  fre- 
quently resorted  to^  and  sotri  times  at  the  end  of  a  test 
the  engintirer  is  surprised  to  fin  J  that  he  is  unable  to  stop 
his  engine  by  shutting  off  the  steam.  In  shutting  down, 
the  motor  switch  should  be  opened  first.  It  may  even 
happen  that  the  motor  is  running  the  engine;  this  is  apt 
to  happen  when  two  dynamos  running  from  different 
engines  are  placed  in  multiple,  and  by  careless  handling 
of  a  rheostat  one  of  them  is  changed  over  iota  a  fltotor. 

If  a  machine,  as  a  dynamo,  is  designed  to  give  a  cer- 
tain voltage,  it  will  not  as  a  motor  give  the  same  speed 
when  run  at  that  voltage,  but  will  give  a  speed  from  lo  ^ 
to  20  fji  lower.  The  reason  for  this  is  as  follows:  In  the 
case  of  the  dynamo  the  losses  due  to  friction,  belt  ten- 
sion, armature,  and  field  resistance,  etc.,  are  looked  after 
by  the  engine  and  the  voltage  is  maintained  over  and 
above  these  losses.  In  other  words,  the  total  E.  M.  F. 
of  the  dynamo  is  greater  than  its  terminal  E.  M.  F.  In 
the  case  of  the  motor  the  losses  must  be  supplied  by  the 
energy  given  to  the  motor  electrically,  and  consequently 
the  voltage  available  for  producing  rotation  is  not  equal 
to  the  impressed  E.  M.  F.,  but  is  lower  than  this  by  an 
amount  equal  to  the  drop  through  the  motor.  Hence 
the  speed  of  the  motor  is  lower  than  that  of  the  dynamo. 

The  case  of  the  motor  is  not  then  the  exact  counter- 
part of  that  of  the  dynamo.  Thus,  if  the  output  of 
the  dynamo  be  25  amperes  at  100  volts,  the  output  is 
2,500  watts.     If  the  losses  cared  for  by  the  engine  are 
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equal  to  500  watts,  then  the  energy  involved  in  the 
dynamo  is  2,500  +  S^o  or  3,000  watts.  On  the  other 
hand,  if  the  motor  be  running  with  an  impressed  E.  M.  F. 
of  100  volts  and  is  taking  25  amperes,  and  if  the  losses 
in  the  motor  are  500  watts,  then  the  energy  effective  in 
producing' rotation  is  2,500  —  500  or  2,000  watts,  as 
against  3,000  in  the  dynamo.  In  order  then  that  the 
motor  shall  run  at  the  same  speed  as  the  dynamo,  its  total 
energy  of  rotation  must  equal  the  output  of  the  dynamo, 
and  we  have  2,500  +  S^o  =  3>ooo  watts  necessary  to  be 
supplied  to  the  motor  terminals.  To  do  this  the  im- 
pressed voltage  must  be  raised  from  100  to  120  volts. 
Since  100  is  17  ^  less  than  120  the  speed  of  the  motor  at 
100  volts  will  be  17  jiJ  below  that  of  the  dynamo,  on  the 
supposition  that  the  speed  varies  directly  as  the  im- 
pTressed  E.  M.  F. 

The  ratio  of  speeds  of  the  same  machine,  when  run  as 
a  dynamo  and  motor,  is  given  approximately  by  the 
fraction 

where  W^  is  the  total  intake  of  the  dynamo,  and  W^  is 
the  output  of  the  motor,  /.  ^.,  the  energy  available  for 
producing  rotation  after  all  losses  are  deducted. 

Small  machines  which  are  successful  as  motors  do  not 
give  satisfaction  as  dynamos,  for  of  their  output  a  large 
part  is  consumed  in  energizing  the  magnetic  circuit. 
For  since  the  reluctance  of  the  magnetic  circuit  de- 
pends very  largely  upon  the  air  gap,  the  magnetic  circuit 
of  small  machines  is  of  such  high  reluctance  that  nearly 
or    quite    all    of     the     output    of   the    machine    would 
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be  absorbed  hy  the  fields.  On  the  motor,  energy  is 
furnished  for  exciling  the  fields  over  and  above  that 
constituting  the  rated  output  of  the  machme^  and  on 
small  motors  the  question  of  efficiency  ts  not  so  much 
eansidered  as  that  of  gettiii  ihe  required  work  done; 
for^  stQce  the  entire  output  the  motor  is  small  the 
exf>ense  is  not  greatly  incn  sd  even  if  the  efficiency 
be  but  $Q  ^  or  less.  ^m 

Where  a  considerable  amount  of  work  is  to  be  done  the 
question  of  efl^ciency  and  of  the  number  of  machines 
involved  is  of  importance-  It  is  an  advantage  to  run  one^ 
juachine  at  full  load  rather  than  two  at  half  load,  for  the 
efilcierKV  is  highest  at  fuH  or  overload;  also  the  frac- 
tional losses  are  less  the  less  the  number  of  machines 
in  use.  To  eliminate  this  evil  as  much  as  possible, 
power  plants  are  divided  into  large  and  small  units. 
When  the  load  is  very  light  a  single  small  machine  is 
placed  in  service  and,  as  the  load  increases  beyond  its 
capacity,  larger  machines  take  its  place,  so  long  as 
a  single  machine  can  carry  the  load.  The  machines  are 
so  handled  that  all  machines  in  service  are  running  from 
three-fourths  to  full  load. 

Motors  are  run,  in  common  practice,  in  series  and  in 
multiple,  and  it  is  possible,  though  not  usual,  to  run 
them  in  series-multiple  if  proper  precautions  are  taken. 
In  general,  it  may  be  said  that  shunt  and  compound- 
wound  motors  are  run  in  multiple,  as  in  the  case  of 
factories  or  of  isolated  plants  on  lighting  mains;  and 
series  motors  in  both  multiple  and  series  as  in  street-car 
work.  In  testing  rooms  separate  excitation  is  also 
resorted  to  where  special  advantages  are  sought  for. 

When   running  motors   in  series   the  prime  requisite 
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IS  that  their  armatures  be  rigidly  connected,  as,  for 
cjtample,  where  all  are  belted  to  the  same  countershaft, 
or  when  two  motors  are  geared  to  the  car  axles.  To  see 
the  necessity  of  thi^  let  us  consider  the  case  of  two 
shunt  motors  connected  in  series  and  run  from  a  con- 
stant potential  dynamo^  but  without  any  mechanical  con- 
nection with  each  other.  If  Ijoth  motors  have  a  switch^ 
one  may  be  closed  and  a  starting  box  placed  across  the 
othen  As  the  box  is  cut  out  only  that  motor  will  start 
across  whose  switch  the  box  is  placed,  for  this  motor 
alone  possesses  a  field.  Should  the  motors  be  separately 
esccited  or  be  series  woond^  btjth  may  start,  and  that  one 
will  start  first  whose  frictional  resistance  and  inertia  is 
the  least,  both  being  started  without  load.  If  load  is 
now  placed  on  either  one  it  will  immediately  slow  down 
and  stop,  while  the  speed  of  the  other  one  will  rise.  If, 
instead  of  placing  the  box  across  one  switch,  both 
switches  are  closed,  and  the  box  is  in  series  with  the 
system,  then  upon  cutting  it  out  that  machine  will  si;jrt 
whose  friction  is  least  and  whose  field  is  the  strong:est. 
Both  fields,  however^  will  be  very  weak,  and  only  one  <tf 
the  motors  will  take  a  load.  The  effect  of  placing  the 
box  in  this  last  manner  is  to  reduce  the  E.  M,  F,  applied 
to  the  fields  as  well  as  to  the  armatures,  thereby  greatly 
reducing  the  starting  power  of  the  motors,  Lastjy, 
both  motors  can  be  started  by  using  two  starting 
boxeSj  which  are  worked  simultaneously  or  by  con- 
necting the  box  so  as  to  span  both  switches.  But 
while  both  machines  will  start  one  will  stop  as  soon  as 
^^  the  load  Is  put  on. 
^H  These  somewhat  curious  actions  depend  upon  the  dis- 
^^     tribution  of  the  impressed   E.   M.  F»  between  the  two 
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machines,  and  can  be  readily  accounted  for  as  follows: 
An  E.  M.  F.  impressed  upon  a  circuit  is  distribuieti 
along  the  circuit  according  to  the  ohmic  resistance  and 
the  C.  E.  M.  Fs,  present  in  the  ciFCuit  With  the  two 
motors  in  series  the  oUmtc  resistance  of  the  circuit  is 
small  and  may  be  considered  as  uniformly  distributed; 
the  C.  E.  M.  Fs.  are  therefore  the  controlling  factors. 
In  the  first  case  considered,  one  mator,  which  we  will 
call  Ay  has  its  switch  closed,  and  the  resistance  from 
terminal  to  terminal  being  very  low,  the  potential  differ- 
ence (measured  by  /  ^)  is  also  small;  also  since  the 
armature  short  circuits  the  fields,  they  cannot  acquire 
strc^ngth.  The  other  motor,  B,  having  an  open  switch 
across  which  the  box  is  placed,  its  potential  difference 
from  terminal  to  terminal  is  comparatively  high;  so  that 
a  strong  field  is  obtained  and,  as  the  box  is  cut  out,  the 
motor  easily  starts.  As  the  speed  rises  the  C.  E.  M.  F. 
rises,  the  armature  current  falls,  and  the  /  /^  drop  in  the 
first  motor.  Ay  standing  stationary,  is  lowered,  while  B 
absorbs  a  still  greater  proportion  of  the  impressed 
E.  M.  F. 

The  manifest  remedy  for  this  state  of  affairs  is  to 
rigidly  connect  the  armatures,  so  that  when  B  starts  up 
A  is  also  set  in  motion.  A  would  then  develop  a  C.  E. 
M.  F.,  build  up  a  field,  and  take  a  share  of  the  load. 

In  the  case  of  the  series  motors  connected  in  series, 
the  case  is  modified  in  that  both  motors  start  up,  and 
attain  a  good  speed;  but  if  a  load  is  put  onto  one,  its 
speed  will  go  down,  while  that  of  the  free  motor  will  go 
up,  until  the  loaded  one  is  stopped  and  the  free  one  is 
*>g.  The  reason  is  that  the  system  is  an  unstable 
i  when  once  the  equilibrium  is  upset  it  does  not 
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return  to  a  balance,  but  the  disparity  becomes  greater 
and  greater.  Thus  when  both  are  running  the  E.  M.  F. 
may  be  said  to  be  equally  divided  between  the  two 
machines,  but  as  the  load  is  put  on  the  speed  of  the 
motor  falls,  its  C.  E.  M.  F.  falls,  and  the  potential 
difference  across  the  machine  is  lessened,  and  that  across 
the  other  machine  is  increased  so  that  its  speed  rises. 
This  rise  of  speed  in  the  free  motor  raises  its  C.  E.  M.  F., 
thus  robbing  the  loaded  motor  of  further  voltage,  so  that 
its  speed  continues  to  fall  until  at  last  it  stops.  Here 
again  the  remedy  is  to  rigidly  connect  the  armatures. 

In  experimenting  with  motors  in  series,  it  is  wise  to 
use  only  that  voltage  which  each  can  safely  stand  singly; 
for  if  one  stops  practically  the  whole  E.  M.  F.  is  applied 
to  the  running  motor,  and  it  may  suffer  injury.  If  the 
plan  of  belting  both  motors  to  the  same  countershaft  is 
adopted,  care  must  be  taken  that  the  connections  are  such 
as  to  drive  the  shaft  in  the  same  direction.  It  is  equally 
important  that  the  pulleys  or  gear  wheels  be  of  such  size 
that  each  motor  shall  run  at  its  proper  speed.  Failure 
to  comply  with  this  requisite  may  result  in  an  overload  of 
one  motor,  and  finally  in  burning  it  out.  In  making 
these  adjustments  it  is  well  to  first  run  the  motors  alone, 
and  to  take  the  proper  observations. 

If  a  motor  designed  to  run  at  1,200  revolutions  per  min- 
ute is  rigidly  geared  to  one  designed  for  800  revolutions  per 
minute  in  such  a  way  that  they  must  have  the  same  speed; 
the  resultant  speed  will  be  a  compromise  between  the  two. 
As  to  which  motor  is  overloaded,  depends  upon  whether 
they  are  connected  in  series  or  in  multiple.  If  they  are  in 
series  the  current  is  the  same  in  both,  and  the  amount  of 
work  done  by  each  depends  upon  the  distribution  of  im- 
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retur  fields  having  the  same  excitation  or  ampere-turns, 
and  }  mber  of  watts  consumed  will  be  the  same  but  the 
may  nee  of  500  volt  fields  will  be  twice  that  of  250 
mad  Ids,  or  four  times  that  of  125  volt  fields.  Taking 
moto  *olar  machine  as  the  simplest  type,  involving  the 
differ  5ut  two  spools,  we  may  say  that  a  pair  of  500  volt 
the  (  Uaced  in  series  on  500  volts  give  the  same  excita- 
VTbtc  rd  consume  the  same  amount  of  energy  as  when 
placeo    1  multiple  on  250  volts. 

In  running  a  125  volt,  250  volt,  or  500  volt  armature, 
as  a  motor  or  generator,  in  any  of  the  various  fields,  care 
must  be  taken  that  they  are  properly  connected,  and 
when  necessary  the  fields  separately  excited.  One  unac- 
customed to  handling  machines  in  this  way  is  apt  to 
forget  that  it  will  not  do  to  place  a  125  volt  field  across  a 
500  volt  armature,  and  he  may  be  forcibly  reminded  of 
his  error  by  a  burnt  out  field  or  rheostat.  Where  the 
fields  are  separately  excited  care  must  be  taken  that  there 
is  no  metallic  connection  between  field  and  armature.  A 
mistake  in  this  regard  may  throw  the  machine  and  its 
exciter  together,  either  in  series  or  multiple,  with  the 
result  that  the  field  is  unduly  strengthened  in  the  first 
case,  or  weakened  in  the  second.  If  this  mistake  is  made 
on  a  separately  excited  loss  supplier  in  a  motor-generator 
test,  it  is  likely  to  manifest  itself  in  uncalled-for  variations 
of  speed. 

As  a  general  thing  it  is  only  the  shunt  fields  that  are 
ever  connected  in  multiple,  but  sometimes  occasions 
arise  when  an  armature  is  run  in  a  compound-wound  field 
whose  current  capacity  exceeds  the  capacity  of  the  series 
coils.  In  such  a  case  the  series  coils  can  be  placed  in 
multiple  to  avoid  cutting  them  out  of  service,  care  being 
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takei        Lt  they  are  so  connected  as  to  strengthen  and 
not  weaken  the  fields. 

It  sometimes  happens  that  it  Is  desired  to  reduce  the 
E.  M.  F,  of  a  dynamo  below  its  critical  value.  Separate 
excitation  facilitates  this  without  the  danger  of  the  ma^ 
chine  dropping  its  field;  and  this  is  often  resorted  Xn 
where  current  is  to  be  sent  through  a  very  low  resist- 
ance, which  is  to 
be  measured  by  the 
method  of  fall  of 
potential.  This  ex- 
treme  weakeninjcrof 
the  field  requires 
tlie  iniroriuciion  of 
a  great  deal  of  re* 
si  stance  in  the  field 
circuit,  and  a  suffi- 
cient  number  of 
rheostats      is      not 
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Fig.  163. 


always  available.  A  very  neat  way  of  avoiding  this  diffi- 
culty is  to  connect  half  of  the  field  spools  in  opposition  to 
the  other  half,  and  to  place  the  two  halves  in  multiple.  A 
resistance  box  is  then  placed  in  series  with  one  half  as 
shown  in  Fig.  163.  As  long  as  the  box  is  cut  out  and 
the  current  in  the  two  sides  is  the  same,  the  fields  oppose 
each  other  and  the  armature  voltage  is  zero.  If  now  jR 
is  gradually  cut  in,  the  opposing  force  of  F  is  weakened 
and  /'produces  a  field,  and  the  armature  a  correspond- 
ing E.  M.  F.  This  method  of  regulation  is  becoming 
much  used  in  putting  a  full  load  current  on  a  machine  at 
a  very  low  voltage,  for  the  purj)ose  of  a  heat  test.  In 
this  way  a  dynamo  may  be  siiort  circuited  through   an 
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ammeter  and  full  current  gotten  with  an  E.  M.  F.  of 
three  or  four  volts.  In  the  case  of  the  large  Edison 
multipolar  direct  driven  machines,  the  armatures  are 
always  tested  in  this  way,  without  the  machine  being 
assembled  in  the  factory. 

The  same  range  that  is  secured  for  the  E.  M.  F.  of  the 
dynamo  by  separate  excitation  is  secured  for  the  speed  of 
the  motor  by  the  same  means.  In  this  case  the  fields  are 
connected  in  multiple,  and  by  raising  the  voltage  the 
field  is  made  very  strong  and  the  speed  correspondingly 
reduced. 

This  method  of  field  excitation  probably  has  its  ex- 
treme example  in  the  following  method,  which  has  given 
satisfaction  in  the  hands  of  the  writers,  and  was  called 
into  use  when  the  field  rheostats  were  not  of  sufficient 
current  capacity  to  be  placed  in  the  field  circuit  whose 
resistance  was  to  be  varied.  The  method  consists  in  ex- 
citing the  fields  from  two  generators  connected  in  oppo- 
sition. When  the  voltage  of  the  generators  is  equal  and 
opposite  no  current  flows  and  there  is  no  zero  field.  By 
lowering  the  voltage  on  one  machine  a  current  flows  of 
the  value 

E  -  E 


^and  -ff' being  the  E.  M.  F.  of  the  two  generators  and 
r  the  resistance  of  the  field  circuit.  To  get  the  best 
results  the  two  generators  should  be  themselves  sepa- 
rately excited. 

On  separately  excited  machines  the  brushes  seem  to 
sparlc  less  for  the  same  load  variation  than  do  those  that 
are  self-excited;  also  the  variation  of  potential  atthcter- 
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miiials,  for  a  given  change  in  the  current,  is  less  on  a 
separately  excited  than  on  a  self-excited  shunt  dynamo. 
The  reason  for  this  is  that  any  change  in  the  armature 
current  produces  a  weakening  of  the  fields^  while  on  a 
separately  excited  machine  the  fields  are  constant  aside 
from  the  slight  effect  of  armature  reaction. 

If,  in  separately  exciting,  the  fields  are  placed  in  muUi- 
ple,  it  must  be  remembered  that  the  current  carrying 
capacity  of  the  boxes  must  be  doubled,  or  a  burn  out 
may  ensue.  When  a  box  shows  signs  of  giving  out^  it 
sht^uld  be  relieved  by  placing  a  second  one  in  multiple 
with  it,  and  then  the  defective  box  cut  out  To  cut  o'Jt 
the  box  it  is  not  always  necessary  to  remove  ti^e  ri.ntiect- 
ing  wires,  but  it  is  sufficient  to  turn  the  handle  to  the 
**all  out"  position.  Unfortunately,  makers  of  rheostats 
have  not  yet  agreed  upon  a  uniform  construction  for 
rheostats,  so  that  some  turn  from  right  to  left  and  some 
from  left  to  right  to  accomplish  the  same  result.  Thus 
to  introduce  resistance,  the  handle  of  an  Edison  box  is 
turned  from  left  to  right,  while  with  the  Thomson-Hous- 
ton box  the  opposite  is  true.  These  minor  points  must 
be  familiar  to  the  tester,  for  a  wrong  movement  at  a 
critical  time  may  precipitate  serious  trouble. 

A  recent  writer  has  drawn  attention  to  the  need  of  uni- 
formity in  the  rating  of  and  specifications  for  dynamos 
and  motors.  Ample  justification  can  be  found  in  the 
preceding  chapters  for  this  remark,  and  in  closing  this 
survey  of  electrical  testing,  the  writers  would  add  their 
voice  to  this  timely  plea.  No  tester  who  has  been  long 
upon  the  floor  but  knows  the  added  troubles  resulting 
from  even  slight  differences  of  detail  in  the  instructions 
for    the   various    tests.       Perhaps    no    one    thing   would 
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more  help  to  make  electrical  testing  simpler,  and  freer 
from  needless  annoyances,  than  such  a  reform.  Ex- 
perience would  soon  crystallize  into  better-defined  and 
more  uniform  methods,  and  the  special  test  no  longer 
arise,  like  a  spectre,  to  trouble  the  dreams  of  the  Weary 
Tester. 


b  ifag  maii|>ciiui  of  tkc 
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— mo€o^-   eesotrDflrri.  tmeb,  etc — has  twea  porciEascd 

frr>m  a  re<ipotisihle  concern  and  is  in  cvtctv  way  up-to- 
date  in  (It^i^n  and  workmanship.  It  is  qnitc  safe  nnder 
prei^etit  conditions  of  competition  to  assmne  that  all  qnes- 
ium%  of  effidenc>',  temperature  rise,  speed,  torqne  and 
ajrrent  cr/nsumption  have  been  reduced  to  soch  a  basis, 
a<*  to  lie  almf>st  as  readily  comprehended  by  the  buyer  as 
)9y  the  maker. 

The  controller  maker,  for  example,  has  so  completely 
mastered  all  the  points  involved  in  starting  and  stopping 
a  car  tinder  various  conditions  of  load,  grade,  speed, 
schedule  and  even  handling,  that  he  knows  just  about 
what  device  to  recommend  to  fulfil  certain  maximum 
condition.s  of  use  and  abuse  in  a  given  service.  So  also, 
the  truck  builder  is  willing  to  vouch  for  his  part  of  the 
rcjtiipnicnt,  feeling  that  in  the  article  offered,  a  liberal 
fnctor  c»f  safety  based  upon  experience  makes  all  due  al- 
IdWMiue  for  sfjiiare  curves,  had  rails,  and  to  some  extent, 
Inok  of  attention   to  wearing  parts.     The  claims  of  the 
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^'arioiis  parties  relative  to  the  excellence  of  their  wares 
<:an,  as  a  rule,  be  conceded,  provided  they  show  a  willing- 
ness to  waive  payment  until  a  fair  trial  in  service  shall 
confirm  their  claims. 

After  a  high  grade  equipment  has  been  secured,  in- 
stalled and  is  in  satisfactory  operation,  eternal  vigilance 
is  the  price  of  continued  good  service  and  the  object 
here  will  be  to  point  out  the  conditions  of  abuse 
under  which  trouble  is  most  apt  to  arise  in  the  several 
parts  of  the  equipment,  to  show  how  to  avoid  these  condi- 
tions and  to  give  the  most  common  methods  of  locating 
and  remedying  the  faults  to  which  even  the  best  of 
equipments  must  ever  be  liable.  There  is,  perhaps,  no 
more  logical  order  in  which  to  discuss  the  devices  com- 
posing the  equipment  of  a  car  than  to  take  them  up  in 
the  order  in  which  the  current  passes  through  them  on 
its  way  from  the  trolley  wire  to  the  rail.  This  order  will 
be  as  follows  :  I  The  trolley,  II  The  Overhead  Switches, 
III  Fuse  Box,  IV  Lightning  Arrester,  V  Controller  (in- 
cluding the  starting  coil  and  motors. ) 

I  The  Trolley.  This  device  comprises  two  prin- 
cipal parts — the  stand  and  the/foU,  The  stand  comprises 
an  upper  pivotal  member  called  the  dasf  and  a  lower 
stationary  member  called  the  foot.  Fig.  164  shows  a 
base  complete:  C  is  the  foot,  all  the  rest  of  the  device  is 
the  base.  C  screws  to  the  top  of  the  car  and  acts  as  a 
pivot  for  the  base  to  turn  on.  A  A'  is  a.  single  casting, 
the  upper  end  of  which  is  a  socket  adjustable  to  receive 
the  pole;  the  lower  end,  ^',  is  forked  or  yoke  shaped 
and  engages  the  compression  rods,  £>,  that  actuate  spring 
F,  when  the  pole  is  pulled  down.     A  A'  turns  on  center 
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/.  Stem  G  is  fixed  to  casting  B  B,  and  senses  to  sup- 
port and  guide  compression  cups,  IF,  and  the  springs 
F  and  E,  Spring  E  is  the  kick  spring  and  /T  is  a  nut 
used  to  vary  the  compression  on  F,  The  action  of  the 
stand  is  as  follows:  in  the  figure  it  is  in  its  neutral  posi- 
tion and  the  pole  should  stand  nearly  vertical.  To  put 
the  pole  on  the  wire  it  must  be  rocked  down  dcxJc- 
wise;    this  swings  A*  clockwise  around  J,  moves  rods 


Fig.  164. 

D  to  the  left,  and  with  them  compression  cup,  F, 
thereby  compressing  F,  The  lower  the  pole  is  pulled, 
the  more  is  F  compressed  and  the  more  upward  pressure 
does  the  pole  exert  against  the  wire.  Spring  E  is  pro- 
vided to  cushion  the  blow  received  should  the  pole  get 
away  in  service.  Suppose  the  rope  breaks;  as  soon  as 
A  A*  rocks  past  the  neutral  position,  rods,  D  D,  pull 
on  F  and  compress  E]  this  cushions  the  blow  and  lessens 
the  chances  of  breaking  any  of  the  parts.  By  tightening 
nuts  If,  cup  /  is  forced  along  stem  G,  compressing  spring 
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^,  and  thereby  Increasing  the  upward  pressure  of  the 
pole  at  all  positions.     To  keep  a  stand  in  good  working 

r order,  pins  /and  K  and  the  pivot  around  which  base  B  B 
turns  on  C  C,  should  l>e  oiled  aix)ut  once  a  w^eek. 
Also  about  once  a  mouthy  stiff  grease  should  be  applied 
to  stem  G  so  spring  F  may  work  freely.  If  C^  and  /  are 
not  kept  lubricated,  the  action  of  the  whole  device  be- 
comes slugg^ish,  the  pole  will  not  work  up  and  down 
I  freely  and  will  tend  to  jump  the  wHre  even  on  a  straight 
tTack.  If  the  main  pivot  is  allowed  to  run  dry,  the  pole 
is  sure  to  leave  the  wire  on  cun^es  and  cross-overs.  The 
first  symptom  that  a  trolley  stand  needs  oil,  is  that  the 
whole  thing  works  hard  when  the  wheel  is  placed  on 
the  wnre  from  which  it  has  jumped.     With  neglect  all 

Imo\'ing  parts  wear  loose. 
The  Pole.  This  comprises  the  poU  proper,  the  fcrruie 
the  harp  and  the  wheel.  Fig.  165  shows  a  pole  complete; 
P,  is  the  p<jle  proper;  H,  the  harpj  ^,  the  ferrule;  *S\  the 
contact  spring  and  IV,  the  wheeL  Most  poles  are  made 
of  hard  drawn  steel,  which  will  bend  only  under  a  heavy 

I  force;  once  bent  such  a  pole  should  be  straightened  cold 
as  the  character  of  the  steel  is  such  that  it  looses  temper 
if  heated,  Poles  are  from  12  to  r6  ft,  long,  according  to 
the  height  of  the  car  and  the  height  of  the  wire*  1 1  is 
I J^  in,  diameter  on  the  big  end,  holds  this  diameter  for 
about  2  ft.  and  then  tapers  to  i  in.  on  the  harp  end.  The 
\    ferrule  is  a  brass  or  iron  ring  with  an  eye  hole  to  take 

■  the  trolley  rope.     It  is  free  to  ttirii  on  the  harp  stem  as  a 
center.     The  harp,  H^  is  a  brass  or  malleable  iron  fork 

■  designed  to  be  riveted  on  to  the  small  end  of  the  pole  to 
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tjrass  ill  such  uses,  as  it  offers  less  temptation  to  tliieves 
and  costs  less.  The  tangs  of  the  fork  are  drilled  to  take 
the  axle,  j4,  around  which  IF  turns  as  a  centen  The 
axle  is  secured  oti  both  ends  by  a  cotter 
pin,  which  lies  in  a  groove  and  keeps  the 
axle  from  turning.  A  good  harp  sai'es 
line  work,  the  main  requirement  being 
that  it  have  no  comers  or  swells  to  catch 
in  a  line  frog  if  the  pole  goes  off  under 
headway.  The  harp  should  be  light. 
The  wheel  is  made  of  brass  or  gun  metal ; 
if  too  soft  its  life  is  short »  if  too  hard  it 
wears  the  wire.  The  amount  of  wear 
between  the  two  also  depends  upon  the 
shape  of  the  groove,  the  condition  of  the 
line  work  and  the  care  bestowed  upon 
the  adjustment  of  the  base  and  pole. 
Some  wheels  are  solid,  others  have  re- 
movable centers  called  bushings.  A 
trolley  bushing  is  a  spiral  brass  casting 
whose  outside  is  hollow  milled  to  drii^ 
into  a  hole  in  the  wheel  and  whose  inside 
is  bored  to  fit  the  axle.  The  air  chan- 
nels beeween  the  metal  spirals  are  filled 
wi  th  a  gra  ph  i  te  co  m  pou  n  d .  As  the  bear- 
Fig.  165.  ing  is  the  first  part  to  wear  out  under 
normal  conditions,  the  use  of  a  bush- 
ing prolongs  the  life  of  a  wheel.  To  replace  a  worn 
bushing,  it  is  driven  out  and  a  new  one  driven  in.  Lives 
of  trolley  wheels  vary  widely  with  local  conditions,  but 
should  average  5000  miles  under  good  care. 
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Ev'ery  road  should  experimentally  determine  the  trolley 
characteristics  best  suited  to  its  own  conditions.  By 
trolley  characteristics  are  mesut :  pole  tension,  weight 
and  material  of  the  pole  :  size,  weight,  shape  and  mate- 
rial of  the  wheel  ;  width,  depth  and  general  contour  of 
the  gioove  ;  shape  of  the  groove  lips  or  flanges.  Such 
data  can  be  gotton  only  by  a  series  of  careful  tests.  Such 
a  series  of  tests  always  discloses  facts  not  looked  for  and 
should  be  conducted  with  great  care  so  that  results  may 
be  relied  upon.  The  test  consists  in  installing  several 
kinds  of  wheels  in  semce  and  keeping  track  of  their 
records.  Each  kind  should  be  put  on  at  least  six  cars 
and  on  more  if  possible.  The  mileage  of  each  wheel 
must  be  kept  exactly,  noting  de^'^ys,  accidents,  etc.,  and 
one  wheel  of  each  kind  must  be  kept  so  that  the  shapes 
of  the  grooves  of  the  old  wheels  and  new  ones  can  be 
compared.  As  the  condition  of  the  trolle}^  stand  influ- 
ences the  life  of  the  wheel  greatly,  a  series  of  preli miliary 
tests  must  be  made  to  insure  that  all  of  the  wheels  start 
out  on  an  even  basis.  All  poles  must  be  of  the  same 
size,  weight  and  length  and  must  be  of  the  same  tension. 
The  tester  must  be  certain  that  all  parts  of  the  trolley 
outfit  are  greased  and  kept  greased,  so  that  the  motion 
of  the  wheel  on  the  axle,  of  the  socket  up  and  down  and 
of  the  base  on  the  foot  pivot  will  always  be  free  and  easy. 
When  a  trolley  outfit  is  set  up  correctly,  all  parts  are  well 
oiled  and  aligned,  the  harp  is  on  the  pole  straight  and 
the  pole  is  in  the  socket  straight,  so  that  the  wheel  when 
on  a  straight  wire  has  its  flanges  parallel  to  the  wire. 
To  insure  that  all  these  conditions  obtain^  select  inside  of 
the  shed^  a  stretch  of  the  wire  about  50  ft.  long,  drop  a 
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plumb  line  down  from  the  ends  to  the  track  l>elow  and  draw 
a  chalk  line  through  the  two  points  touched  by  the  bob. 
This  chalk  line  should  be  even^where  equidistant  from 
the  two  rails ;  if  it  is  not  so,  ^^^e  trolley  wire  must  be 
pulled  over  until  it  is.  The  caT  c^n  now  be  run  under 
the  truly  centered  wire  and  th  trolley  device  adjusted 
to  the  proper  tension  (about  i6  1  ??.  as  a  rule)  and  all  the 
parts  aligned.  If  the  adjustmem  is  good,  the  pole,  when 
on  the  wire,  will  lean  to  neithcT*  one  side  or  the  other, 
the  wire  will  rest  in  the  Ixittom  <  the  groove  and  will  be 
parallel  to  the  flanges.  The  set  should  be  the  same  from 
both  ends  of  the  car,  and  tn  the  case  of  double  spring 
bases  whose  poles  rock  over,  as  well  as  swing  around, 
the  tension  should  be  the  same  in  both  cases.  Rock-over 
bases  have  the  advantage  that  if  the  pole  gets  bent  con- 
ditions can  be  improved  by  rocking  it  over  so  as  to  bring 
the  bend  down.  Sometimes,  even  when  the  parts  are 
all  well  oiled  and  adjusted,  the  base  will  work  hard,  be- 
cause it  is  loose  on  the  pivot,  due  to  wear,  and  binds 
when  one  tries  to  swing  it.  This  fault,  as  a  rule,  occurs 
only  on  old  stands. 

Assuming  the  bases  and  poles  to  be  set  right,  the  fol- 
lowing conclusions  can  be  drawn  in  regard  to  the  wear  of 
the  wheels.  If  both  flanges  of  the  wheels  persist  in 
wearing  to  a  razor  edge  before  the  bushing  is  much  worn, 
the  groove  is  too  deep  or  too  narrow,  or  both,  or  the  in- 
side edge  of  the  flange  is  not  flared  enough.  If  the  wire 
wears  down  into  one  side  of  the  groove  bottom  and  one 
flange  only  gets  sharp,  the  trolley  wire  is  out  of  center 
somewhere  or  the  pole  is  out  of  set.  The  first  conclusion 
is  verified  if  the  same  wheel  does  not  give  this  trouble  on 
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Cither  parts  of  the  road.  Where  the  wire  cuts  down  into 
the  center  of  the  groove  very  rapidly,  it  prooves  that  the 
metal  is  too  soft  and  the  tension  too  strong  for  that  par- 
ticular make  of  wheel.  A  chattermg  noise  when  in 
motion  indicates  either  that  the  wheel  is  flat  or  the  bush- 
ing woni,  A  flat  wheel  may  be  due  to  lack  of  oil  causing 
it  to  stickp  or  to  a  bent  harp  or  to  soft  spots  in  the  metal. 
A  worn  bushing  may  be  due  to  want  of  oil  or  to  soft- 
ness. The  makers  may  get  it  too  soft  in  the  effort  to 
have  It  self -lubricating.  It  is  better  to  have  it  hard 
enough  and  to  keep  it  oiled.  Also  the  axles  themselves 
wear  small  in  course  of  time  ;  all  wheels  should  be  ganged 
as  well  as  the  axles.  Occasionally  a  road  will  get  hold 
of  a  lot  of  wheels  that  are  bored  out  of  center  and  that 
will  cause  them  to  emit  the  Sat  wheel  chatter.  Where 
the  wheels  show  a  rough  pitted  appearance  on  the  lip  of 
the  flanges,  it  shows  poor  handling  in  running  through 
overhead  frogs  where  the  flange  must  carry  ail  the  cur- 
rent :  tiie  same  roughness  is  carried  to  a  degree  where  the 
poor  design  of  the  line  causes  the  wheel  to  jump  at  every 
ear*  The  rougher  a  wheel  is,  the  more  apt  is  it  to  leave 
the  wire  at  cur\'es  aud  crossings.  Finally  the  best  shajje 
for  a  wheel  is  indicated  by  the  wear  of  those  that  have 
been  in  ser\4ce. 

The  Spring,  The  trolley  w^heel  spring  is  made  of 
copper  and  serv'es  two  purposes  ;  it  acts  as  a  soft  metal 
washer  between  the  hub  of  the  wheel  and  the  side  of  the 
harj>  and  saves  w^ear*  It  also  conducts  the  current  from 
the  wheel  to  the  harp.  Where  no  spring  is  used,  the  bear- 
ing surface  between  the  wheel  and  axle  must  carry  most 
of  the  current  with  the  result  that  i*  gets  pitted  and  rough. 


5i» 
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II  The  Ch^RHKAD  Switch.  This  de\nc^  is  placed 
utider  tbe  hood  ju^t  alov  e  and  a  little  in  front  of  the 
motoniian's  head,  wilb  its  handle  so  turned  tJiat  ilie 
tnoist  ill  voluntary*  movement  of  the  motorman  in  the  time 
of  troubk  will  be  to  slap  it  **Off/'     The  object  of  the 


Fig-  166. 


device  is  to  pro\'ide  a  simple  and  certain  means  of  break- 
inj^  the  current,  should  a  ground  or  other  fault  render 
the  controller  unable  to  do  so.  Wlien  this  switch  is  open, 
no  current  can  get  to  the  motors  or  controllers  and  so  it  is 
used  for  **  killing**  the  circuit  i^^hen  it  is  desired  to  in- 
spect or  work  on  any  part  of  it.     Again,  there  may  be 
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trouble  with  the  controller  or  some  other  device,  such 
that  it  may  be  convenient  to  put  the  controller  on  the  ist 
notch,  and  run  the  car  to  the  house  by  means  of  this  over- 
head switch.  The  most  complete  type  of  the  device  in 
use  to-day,  is  the  combined  overhead  switch  and  cir- 
cuit breaker.  Fig.  166  shows  such  a  device  very  much 
in  use.  In  the  Fig.  A,  is  the  positive  terminal;  B,  the 
negative;  C,  a  coil  which  operates  the  tripping  device  and 
also  operates  the  blow-out;  £>,  the  push  button  by  means 
of  which  the  tripping  device  may  be  operated  by  hand;  £, 
a  spring  that  holds  the  keeper,  JC,  away  from  its  coil,  C, 
unless  the  current  exceeds  the  value 
at  which  the  breaker  is  set  to  act ; 
y^  is  a  graduated  scale  ;  /  is  the 
sighting  disc,  by  means  of  which 
and  thumbscrew,  G,  the  tension  on 
£  is  regulated;  If,  is  the  handle  C^ 
for  resetting  the  breaker.  Fig. 
167  is  a  diagramatic  sketch  of  the 
connections  revealed  by  removing 
the  name  plate.  A,  B,  C  and 
ff  are  the  same  as  in  Fig.  166.  The  action  of  the 
breaker  is  as  follows  :  suppose  G  is  adjusted  till  /  is  on  a 
level  with  175  on  the  scale;  the  breaker  is  then  supposed 
to  act  at  175  amps.  For  any  current  less  than  this,  £ 
holds  K  against  the  pull  of  C  ;  at  175  amps,  the  pull  of 
C  overcomes  E  and  draws  AT  down,  thereby  liberating  the 
trigger  on  K  from  a  shoulder  carried  on  handle,  H.  A 
spring  then  carries  the  handle  to  the  '*off"  position, 
opening  the  circuit  between  E  and  E,  The  arc  formed 
moves  up  to  the  auxiliary  breaking  blocks  E ,  E ,  and  is 
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iignished  by  the  magnetic  action  also  provided 
coil  L,     For  use  on  cars  the  breaker  is  enclosed  in  a 
wooden  case,  out  of  which  sticks  the  handle,  A,  and  the 
push  button,  Z?,     To  reset  tlie  device  after  action,  the 
handle  is  shoved  to^  tuc  .  on  any  ordinary  switch. 

To  operate  the  switch       i        ,  simply  press  the  button: 
this  shuts  the  keeper  dow  same  as  the  current  does 

on  overload  and  h  berates  ndle. 


A/VVm 


Fig.  i68. 


There  are  several  important  points  to  be  watched 
about  a  circuit  breaker,  ist.  It  must  be  tested  at  inter- 
nals to  see  that  it  acts  at  the  current  value  for  which  it 
is  set.  To  do  this  have  a  reliable  ammeter  and  a  water 
rheostat  connected  in  series,  as  indicated  in  Fig.  i68, 
where  A  is  the  meter;  J^,  the  water  rheostat  and  X  an 
ordinary  switch.  Test  line  T  terminates  in  a  hook  that 
can  be  hooked  over  the  negative  post  on  the  breaker, 
and  all  disconnecting  being  thereby  avoided.  To  test  a 
breaker  on  a  car,  throw  the  controller  off  and  hook  test  line 
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T  on  to  the  negative  side  of  the  breaker;  after  removing 
the  cover,  note  the  value  to  which  the  breaker  is  set;  if  the 
value  is  right,  close  K  and  work  the  current  up  to  that 
value;    the  breaker  should  act  within  5   amps,  of  it. 


TROLLEY 


■0  D- 


2 
s 


Fig.  169. 

If  it  fails  to,  readjust  by  means  of  G,  2nd.  The  blow, 
out  chamber  should  not  be  allowed  to  accumulate  carbon 
dust.  At  least  once  a  year  the  insulation  between  the 
break  points  should  be  measured  as  follows :  as  indicated 
in  Fig.  169,  run  a  test  line  from  the  trolley  wire  to  the 
positive  side  of  a  500  volt  voltmeter;  from  the  negative  side 
of  the  meter  run  a  second  test  line  terminating  in  a  hard 
point ;  next  tie  down  the  trolley  pole  and  see  that  the 
breaker  is  opened,  and  put  one  controller  on  the  first  notch. 
The  test  consists  in  touching  the  positive  side  of  the  open 
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breaker  with  the  free  test  line.     If  the  arc  chamber  is  car- 
bonized, a  current  flows  from  the  trolley  wire,  through  the 
voltmeter,  across  the  carbonized  path  to  the  ground.     If 
the  deflection  is  more  than  450  volts,  the  name  plate  should 
be  removed  and  the  arc  chamber  cleaned.    3rd.  Under  no 
circumstances  should  the  breaker  be  placed  where  the 
driver  cannot  reach  the  handle  without  jiunping  ;  if  it  is,  he 
will  use  a  switch  iron  with  the  result  that  in  a  short  while 
the  interference  lug  on  the  handle  will  be  so  impaired 
that  the  breaker  cannot  be  set ;  if  this  occurs  on  the  road 
it  will  be  necessary  to  cut  the  device  out  entirely  or  to  tie 
the  handle  over  in  order  to  run  the  car  to  the  house. 
4th.  Where  a  breaker  has  been  neglected  and  allowed  to 
stick,  or  where  the  capacity  of  the  motors  has  been  in- 
creased without  regard  to  the  breaker,  the  insulation  on 
the  wire  of  the  blow  coil  may  get  so  badly  roasted  as  to 
short  circuit  it.     In  such  a  case,  the  coil  will  not  operate 
at  the  value  set  and  hence  the  device  is  of  little  pro- 
tection to  the  motors  ;  also,  when  it  does  act,  there  is  bad 
arcing  in  the  arc  chamber.     When  there  is  reason  to 
suppose  that  the  blow  coil  is  baked,  it  can  of  course  be 
tested  by  one  of  the  several  ways  given  in  Chaper  VI, 
but  the  best  way  is  to  remove  a  part  of  the  insulation 
from  the  coil  and  look  at  the  wire  ;  if  the  cover  is  brown 
and  can  be  scraped  off  with  the  nail,  it  is  baked,  and  the 
coil  must  be  renewed.     When  a  coil  is  baked,  there  is 
always  a  protracted  characteristic  sputtering   when  the 
arc  is  extinguished.      When   the  breaker  is    in    good 
order,  there  is  no  noise  save  a  puff  somewhat  similar  to 
the  exhaust  of  a  loaded  engine. 
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The  strongest  point  about  a  breaker-overhead-switch  is 
that  it  will  not  allow  a  motorman  to  "notch' '  his  controller 
above  a  certain  rate,  and  in  emergency  reversals  he  does 
not  put  the  controller  beyond  the  first  notch.  Unscrupu- 
lous men  can  and  do  get  around  this  feature  sometimes  by 
holding  the  handle  over  with  a  switch  iron,  but  such  prac- 
tice should  be  met  by  severe  discipline.  A  car  breaker  is 
much  more  of  a  protection  than  a  car  fuse,  as  is  evidenced 
by  the  fact  that  cars  run  into  the  house  on  account  of 
roasted  fields,  could  not,  after  being  equipped  with  a 
breaker  set  to  act  at  the  fuse  rating,  be  even*started,  be- 
cause the  breaker  would  act  on  the  first  notch. 

On  all  up-to-date  cars  there  is  a  hood-switch  or  breaker 
on  both  ends,  so  that  in  time  of  trouble  the  cutting  off  of 
the  power  is  under  the  control  of  both  members  of  the 
crew.  It  is  safe  enough,  and  less  expensive,  to  have  a 
plain  switch  on  one  end,  and  a  breaker  on  the  other. 

Ill  The  Fuse- Box. — This  is  also  a  safety  device.  As  a 
rule  a  car  has  a  f  use-]x)x,even  if  it  has  a  ])reaker,  and  where 
there  is  no  breaker  it  is  absolutely  essential  that  there  be  a 
fuse  to  protect  the  devices,  in  case  of  a  short  circuit.  The 
weakest  part  of  a  string  will  break ;  so,  also,  the  weakest 
part  of  an  electric  circuit  will  burn  out  when  the  circuit 
is  overstrained.  This  weakest  part  might  prove  to  be  a 
loose  connection  or  a  bad  contact,  but  it  is  more  than  likely 
that  the  weak  spot  will  show  up  inside  of  a  motor  where  it 
costs  more  to  repair  the  damage.  The  idea  of  the  fuse-box 
is  to  provide  a  weak  spot,  which,  in  case  of  a  short  circuit, 
will  give  way  before  any  other  spot  does.  To  insure  this, 
the  fuse,  if  of  copper,  is  made  smaller  than  any  other  wire 
to  be  found  in  the  main  motor  circuit  or  any  of  the  other 
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devices  that  carr>^  the  main  current.  A  30  h-p  street  rail- 
way motor  armature  is  wound  with  a  No.  8  or  No,  9  B,  & 
S.  wire,  and  the  field  with  a  No.  4  or  No.  5  B.  &  S.,  ac- 
cording to  the  work  to  be  done.  The  size  of  the  armature 
wire  is  one-half  that  of  the  field,  because  the  two  halves  of 
the  armature  are  in  multiple,  and  each  wire  carries 
but  half  the  current,  so  the  field  and  armature  have 
the  same  current  capacity.  The  fuse  wire  must*  however, 
be  a  great  deal  smaller  than  the  field  wire,  because,  being 
in  an  exposed  place,  its  facilities  for  radiation  arc  greater, 
and  a  much  larger  current  is  required  to  melt  it  than  is 
required  inside  of  a  hot,  closed  motor.  Again,  the  shorter 
a  fuse,  the  smaller  must  it  be  to  melt  at  a  given  current 
value,  because  the  lugs  to  which  it  attaches  conduct  the 
heat  off.  As  a  final  result  of  all  these  influences,  it  is 
found  that  two  30  h-p  motors  should  be  protected  by  a 
fuse  wire  no  larger  than  a  Nt).  12  B.  &  S.,  and  two  50  h-p 
or  60  h-p  motors,  properly  handled,  can  get  along  on  a 
No.  9  B.  &  S.  This  assumes  a  distance  of  4  in.  between 
lugs. 

Every  road  using  copper  fuses  should  determine,  by 
test,  the  size  of  wire  needed  to  protect  each  type  of  equip- 
ment. Such  a  test  must  be  based  upon  a  knowledge  of 
the  full  load  capacity  of  the  motors ;  their  average  daily 
current,  and  the  length  of  the  fuse  to  be  used.  The  cur- 
rent capacity  of  a  motor  is  gotten  by  multiplying  the  rated 
horse-power  by  746,  the  watts  per  horse-power,  and  divid- 
ing by  the  line  voltage.  For  example,  a  30-hp  motor  on  a 
line  averaging  500  volts  would  have  a  current  capacity  of 
30  X  746  ^  22,380 

500  500 


44.7  amps.  Now,  it  is  the  current 
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that  bums  out  a  wire,  so  it  is  not  hard  to  see  that  where 
the  voltage  on  a  Une  is  allowed  to  get  low  and  the  time 
table  is  kept  the  same,  the  motorman,  in  his  effort  to  keep 
on  time,  must  abuse  his  motors,  increase  their  average 
current  consumption,  and,  therefore,  the  size  of  the  fuse 
required.  The  average  current  consumption  can  be  got- 
ten best  by  the  use  of  a  wattmeter.  The  wattmeter  is 
connected  on  the  car  (the  field  in  series  with  the  overhead 
switch,  the  armature  across  the  line),  and  its  reading 


Fig.  170. 


taken  just  before  the  car  goes  out  on  its  first  run.  When 
the  car  comes  into  the  house  at  night  the  meter  is  read 
again ;  the  difference  between  the  two  readings  gives  the 
number  of  watt-hours  absorbed  during  the  day  of,  say, 
twelve  hours.  Dividing  this  by  1 2  and  the  voltage  on  the 
line  gives  the  average  flow  of  current  during  that  time.  In 
the  absence  of  a  wattmeter,  an  ammeter  must  be  used,  but 
this  is  very  tedious,  for,  in  order  to  get  correct  results,  the 
readings  must  follow  each  other  at  very  close  inter\'als,  say, 
ten  to  the  minute.  At  the  end  of  the  test  the  current  read- 
ings are  all  added  together  and  divided  by  the  number  • 
readings ;  this  gives  the  average  current.     Knowing  t 
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average  current  antl  the  full  load  current ^  a  wire  is  selected 
which,  at  the  g^vcn  distance  between  luj^'s,  will  stand  con- 
tinuously tliat  current  which  is  half-way  between  the  full 
load  and  average  values.  Say  the  full  load  current  of  the 
car  is  90  amps,  and  the  average  current  40  amps.,  then 
the  current  for  which  the  fuse  must  be  selected  is  65  amps. 

Let  us  assume  that  the  length  of  the  fuse  is  to  be 
4  ins.  Two  metal  blocks  provided  with  connecthig  posts 
must  be  rigged  up  as  shown  in  Fig,  170,  where  T  is  the 
trolley  wire ;  K,  a  switch ;  BB,  the  two  blocks ;  F,  tlic  fuse 
wire  ^„  a  water  resistance ;  j4,  an  ammeter,  and  G,  the 
ground,  //  are  two  pieces  of  asbestos  or  filler,  through 
which  the  fuse  is  run  to  prevent  the  blocks,  BB,  from  be- 
ing burned  by  the  arc.  With  the  fuse  short-circuited,  ^ 
is  adjusted  until  A  registers  65.  The  short  circuit  is  then 
xemoved  and  the  fuse  let  into  circuit  and  left  there  for 
about  five  minutes,  when  it  is  just  as  hot  as  it  will  ever  be. 
A  dark  box  is  then  set  over  the  fuse,  blocks  and  all,  the 
box  having  in  the  top  a  small  hole  through  which  the  fuse 
can  be  seen.  TJie  fuse  seen  in  the  dark  should  show  the 
faintest  pink  color ;  if  it  docs  not,  a  smaller  size  wire  must 
be  selected,  and  so  on  until  the  right  size  is  obtained.  A 
fuse  selected  on  this  basis  will,  under  normal  service  con- 
ditions, blow  once  in  about  every  two  weeks,  from 
gradual  deterioration. 

Extinguishing  the  Arc. — Were  no  means  provided 
for  extinguishing  the  arc  that  tends  to  hold  when  a  fuse 
blows  under  heavy  current  on  a  500-volt  circuit,  the  fuse 
blocks  would  soon  be  burned  to  a  state  of  uselessness. 
Several  schemes  have  been  devised  for  suppressing  the 
arc.     Among  them   are :    confinement   in   an   air   tight 
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chamber;  the  use  of  spring  flaps  to  break  the  arc;  the 
use  of  an  extra  long  fuse ;  the  use  of  a  magnetic  blowout. 
The  magnetic  blowout  type  made  by  the  General  Electric 
Company  has  successfully  withstood  the  test  of  years,  and 
will  be  selected  for  description. 

Fig.  171  shows  the  fuse-box  complete  ready  for  a  fuse, 
and  Fig.  172  is  a  diagrammatic  sketch  of  the  inside  con- 
nections. In  Fig.  171  are  holes,  through  which  the 
two  circuit  wires  go  to  connect  in  the  box ;  through  holes 
bb  a  screw-driver  can  be  put  to  tighten  the  connections, 
ade,  shown  in  Fig. 
172;  cc  in  both 
figures  are  the 
thumb-screws  to  se- 
cure the  two  ends 
of  the  fuse  wire.  /, 
Fig.  171,  is  a  raw- 
hide cover  to  keep 
out  the  water.     No 

substantial  lid  is  needed,  as  there  is  no  demonstration 
when  a  fuse  blows.  Fig.  172  (b)  shows  the  special  fuse 
used;  a  special  fuse  is  not  absolutely  necessary,  as  it  is 
very  easy  to  secure  a  plain  wire  under  the  thumb-screws, 
but  it  is  a  good  idea,  in  that  it  lessens  the  chances  of  the 
wrong  size  of  fuse  being  used. 

Points  on  Fuse-Boxes. — On  many  roads  the  proper 
**  fusing  *'  of  the  cars  seems  to  be  treated  as  a  matter  of 
minor  importance.  Trucks,  motors,  etc. ,  are  shifted  from 
one  car  to  another  without  any  apparent  attention  being 
paid  to  the  requirements  of  Xhe  fuse-box,  which  being 
fastened  to  the  car  body,  remains  there,  a  victim  of  circimi- 
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3St  reads  operate  several  capacities  of  moiors  r 
^        le,  a  motornian  carries  a  bunch  of  fuses,  any  one  of 
whicht  in  tlie  majority  of  cases,  he  regards  as  adapted  to 
use  on  any  car  lie  may  b^r^fv^-r,  fr.  u^  running.     If  allowed 
to  choose  his  own  fuse  h 

I  way.  large  motors  get 
•^rg^e  fuses,     Tlie  use  of  a  t 
id  results  beyond  the  annov? 
inually  for  no  other  reason 


loose  the  biggest.  In 
tses  and  small  motors 
is  too  small  entails  no 
f  having  it  blow  con- 
It  it  is  too  smalL     On 


the  other  hand,  the  use  of  a  fuse  that  is  too  large  deprives 
the  car  of  the  very  protection  that  the  fuse  is  intended  to 
give.  With  a  fuse  of  the  right  size  a  car  would  never 
get  away  from  the  shop  with  the  fields  on  the  motor  con- 
nected wrong,  and  the  motorman  would  have  to  take  a 
loaded  car  up  a  grade  and  around  curves  on  the  series 
notch  of  the  controller  to  avoid  blowing  the  fuse.  With 
a  fuse  of  the  right  size  it  would  not  be  possible  for  a  car 
to  stay  in  service  for  weeks  at  a  time  with  its  fields  baked, 
calling  for  a  new  controller  or  brush  holder  or  armature 
once  a  week.  A  fuse  wire  may  be  said  to  be  of  the  right 
size  when,  under  normal  conditions  of  service,  it  will  blow 
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in  about  two  weeks  after  being  put  in.  The  reason  it  is 
more  apt  to  melt  after  two  weeks  of  service  is  that  the 
heat  oxydizes  the  wire,  thereby  impairing  its  contacts. 

It  matters  not  what  kind  of  a  fuse-box  may  be  on  a  car, 
it  is  safest  to  throw  off  one  of  the  overhead  switches  be- 
fore renewing  a  fuse.  It  is  then  impossible  to  get  burned, 
shocked  or  have  the  car  start  unexpectedly.  To  get  a 
shock,  it  is  only  necessary  to  leave  the  pole  on  the  wire. 


B 


sn 


IBC 


i-  fr'  if    i 


b'  b* 


Fig.  173. 


both  switches  in  and,  standing  on  the  ground  or  resting 
the  hand  on  any  part  of  the  truck,  dash  or  gate  irons,  to 
touch  the  positive  side  of  the  fuse-box.  To  get  burned 
under  like  conditions,  it  is  only  necessary  that  there  be  a 
ground  on  the  trunk  wire  between  the  fuse  and  the  con- 
troller trolley  post. 

Fig.  173  is  a  diag^amatic  sketch  of  the  trunk  wire 
from  the  positive  side  of  the  fuse-box  to  the  negative  side 
of  the  blow  coil  on  one  controller,  and  to  the  trolley  post 
on  the  other.  Nc  is  the  wire  that  runs  from  the  No.  2 
overhead  switch  to  the  fuse-box,  FB;  LA  is  the  arrester ; 
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//,  the  two  controller  trolley  posts,  and  tot,  the  car 
wire  that  connects  them ;  BC  is  the  blow  coil.  As  long  as 
the  condition  of  the  circuit  is  normal,  the  path  of  the  cur- 
rent is  Nc'FB'LA  to  the  tap,  x;  from  here  the  path  de- 
pends upon  which  controller  is  being  used.  If  A  is  used, 
the  path  from  x  is  x-o-t-BC-f;  on  through  the  controller 
and  motors  to  the  ground.  Suppose  that  a  car  under  head- 
way suddenly  develops  a  ground  on  the  trunk  wire  at 
any  of  the  points  indicated  by  the  dotted  lines, ^, ,  ^j.  .  .  . 
iii  it\  the  car  will  halt  in  its  speed ;  if  on  a  grade,  it  will 
do  so  suddenly,  as  inertia  lends  less  influence  and  the 
blozinng  of  the  fuse  cuts  off  the  '*  power.'*  The  motor- 
man  feels  the  check  in  the  speed,  and  throws  the  controller 
to  the  "off**  position,  which  act  can  make  no  difference, 
as  the  fault  is  ahead  of  the  moving  part  of  the  controller, 
and  therefore  cuts  it  out.  Such  a  fault  is  often  due  to  a 
grounded  blow  coil,  or  to  some  part  of  the  trolley  wire 
being  rubbed  by  a  brake-rod  or  car  wheel,  both  of  which 
are  dead  grounds.  An  old  motorman's  first  move  is  to 
try  his  car  lamps,  to  see  if  the  line  is  dead.  If  the  lamps 
light,  he  looks  at  the  fuse  to  see  if  it  is  gone,  and  in  this 
particular  case,  finding  that  it  is,  proceeds  to  renew  it. 
Once  in  a  while  the  fault  will  bum  itself  out  at  the  same 
time  that  the  fuse  does,  but  rarely.  The  fault  that  caused 
the  fuse  to  blow  in  the  first  place  is  ready  to  do  so  again. 
The  result,  then,  of  trying  to  replace  a  fuse,  with  the  pole 
on  and  switches  in,  under  any  of  the  above  conditions, 
would  be  to  have  the  fuse  blow  in  the  motorman's  hand  or 
face  and,  perhaps,  burn  him  badly. 

Now,  suppose  that  for  no  other  reason  than  that  the 
fuse  is  old,  it  gives  out  while  the  car  is  under  head- 
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way,  and  that  the  motorman,  for  some  reason  or  other, 
fails  to  throw  his  controller  to  the  "off'*  position  before 
getting  oflF  the  car.  As  soon  as  both  ends  of  the  new 
fuse  touch  the  blocks  the  car  starts.  In  nine  cases  out  of 
ten  the  motorman  will  get  a  shock  or  burn,  which  will 
place  him  in  very  poor  condition  to  catch  the  car  should 
the  fuse  catch  or  weld,  thereby  enabling  the  car  to  keep 
going. 

IV  The  Lightning  Arresters. — ^The  fields  of  motors 
and  dynamos  are  powerful  electro-magnets  of  great  self- 
induction  and  on  some  of  them  it  takes  the  line  voltage  a 
quarter  of  a  minute  to  work  the  curreut  up  to  its  full 
value.  The  voltage  of  lightning  is  up  in  the  mil- 
lions and,  when  it  strikes  a  circuit,  something  must  break 
down  to  give  it  a  path  to  earth.  One  side  of  a  street  rail- 
way motor  is  always  grounded,  when  the  line  has  a 
ground  return.  The  path  from  the  trolley,  through  the 
motor,  to  the  rail,  tempts  the  lightning  and  it  moves  along 
this  path  smoothly,  until  it  gets  to  the  motor  itself,  where 
its  path  is  blocked  by  the  self-induction  of  the  motor  parts ; 
but  the  discharge  with  such  an  enormous  pressure  behind 
it  can  not  be  withstood ;  it  must  get  to  earth  some  way, 
so  it  jumps  right  through  the  field  or  armature  insulation 
to  the  motor  frame.  The  path  through  the  motor  wind- 
ing is  an  inductive  path ;  the  path  through  the  insulation 
is  a  non-inductive  path.  Lightning  always  takes  a  non- 
inductive  path  where  it  has  a  choice,  but  where  there  is  no 
choice,  it  has  the  power  to  create  for  itself  a  non-inductive 
path  by  forcing  a  short  cut  through  the  inductive  path. 

In  Fig.  174,  T-a-G  is  a  piece  of  wire  bent  into  a  loop; 
one  end  sticks  up  in  the  air  at  T,  the  other  into  the  groimd 


EgTiy&  o»  irr^AwoB  a^td  motors. 


I 


at  C^  o  ti  211  air  gap:  T-ihG  is  a  noa-indtictive  path; 
T-^-G,  ^  kkdiictit^  patli.    It  by  means  of  an  influence  fl 
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a  **iy4fcyiy*  be  passed  into  the  ^ire 
at  T,  tt  viO  jump  the  g^  at  ^,  rather  than 
for^T  its  way  thj  igh  the  self-mduction  ol 
tbesB^lel  ■ 

Tlie  fniy^uM        ^  lightning  arrester  is  to  \ 
give  ta  the        e^_  rge  a  non-inductive »  low 
rcs^tanoe  patb  tt  the  gTt>und,  so  that  the 
motor    ittstilaticMi    T^ill    be    spared.       The 
arrester  humors     te  lightning  it  danes  not  ■ 


^\ 


combat 

In  Fig.  175,  T'  is  connected  to  the  trolley  wire  and  G  to 
the  rail :  A  and  F  are  the 
armature  and  field  of  the 
motor  to  be  protected  ;  L  is 
a  simple  form  of  aresrter. 
L  consists  of  two  brass 
plates  held  so  close  together 
that  the  air  gap  between 
them  is  thinner  than  the 
thinnest  insulation  to  be 
found  on  the  motor ;  one 
plate  connects  to  the  trunk 
wire  from  the  fuse-box,  the 
other  plate  to  the  ground. 
A  discharge  coming  in  at 
T,  jumps  the  gap  at  Z  and 
goes  to  earth  at  G,  The 
arrester  outfit  shown  in 
Fig.    176  differs  from  that 
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Fig.  176. 
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Fig.  175  in  two  details: 
iTSi,  thti  two  plates  ha\^e 
^^Dmb-shaped    edges,    be- 
"^use  of  the  greater  dis- 
rliarging  power  of  points; 
J^ecx>nd,  it  has  coil  S,  call- 
^:d  a  *"  kicking   coil/'  or 
-^  kicker/^      The    kicker 
i^   inserted   to   make  the 
motor  path  more  uninvit- 
ing to   light  uing  on   the 
principal    that    lightning 
discharges  are  alternating 
in  character,  and  that  au 
inductive      resistance 
properly  placed  renders  it 


'•^'^'5't^!'' '1,1 


Fig.  177. 


practically  im- 
possil)le  for  the 
lightning  to  take 
that  path.  The 
kicker  is  noth- 
ing more  than 
about  a  dozen 
turns  of  the 
trunk  wire 
wound  on  a 
wooden  core.  All 
arrester  wires 
should  be 
straight  so  that 
their  self -indue 
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tion  will  be  a  ininimitm.      The  air  gap  in  an  arr^ 
should   not  be  o%er  1-64  in.,  to  be  reliable  in  rail 
work.      The  500- volt  trolley  pressure  can    not    jump 
across  the  gap  in  an  arrester,  bnt  it  is  strong  enough 
to  foliovv  I  he  lightning  discharge  oven     Means  must  be 
taken  to  stop  tlie  arc  set  up  by  the  trolley  voltagie,  or  th^H 
points  of  the  arrester  will  be  destroyed.    To  extinguish 


(ffariHi-'  f.l 

"1 

Fig.  179, 


Fig,  I  So. 


the  arc  tliat  follows  the  discharge  several  devices  have 
been  used.  The  one  that  has  perhaps  been  most  effective 
in  this  field  is  the  magnetic -blowout  incorporated  in  the 
arrester  of  the  Gen,  Elec,  Co* 

Fi&^-  177^  *7^*  179-  180  ^^rf  iSi  show  a  t}*pe  of  mag- 
netic blowout  arrester  that  has  taken  a  strong  hold  witi 
the  railway  public.  Fig.  177  shows  the  general  appe^ar 
ance  of  the  arrester,  and  Fig.  17S  shows  it  in  a  box  ready 


le 

I 


INSTAI.I.ATION  CAR  EQUIPMENT  TESTS.  535 

to  be  put  on  a  car.  Fig.  179  shows  the  bare  arrester  with 
the  lid  off,  and  Fig.  180  shows  the  lid.  In  Fig.  179,  c  is 
the  blow  coil;  r,  a  non-inductive  resistance;  /t,  h,  the 
magnet  poles,  and  kk,  the  knife  blades  that  enter  jaws 
magnet  poles,  and  KK,  the  knife  blades  that  enter  jaws 
^  ^,  Fig.  180,  of  the  lid  w^hen  it  is  on.  The  air  gap,  a. 
Fig.  180,  is  only  .025  in.  wide.  The  air  gap  is  cut  into  cir- 
cuit when  the  lid  is  put  on,  and  it  falls  directly  between  the 
horns  of  the  blow  magnet,  so  that  any  arc  is  quickly  sup- 
pressed. The  clip,  /,  Fig.  180,  engages  knob,  /,  Fig.  179, 
and  holds  the  lid  in  place.  The  main  case  and  lid  are 
porcelain ;  there  are  no  moving  parts.  The  gap  will  pass 
a  spark  to  earth  at  2000  volts.  The  spark  points  are  on 
the  lid  and  are  accessible  for  inspection,  renewal  or  ad- 
justment. In  series  with  the  spark  gap  is  a  non-inductive 
carbon  resistance  that  limits  the  value  of  the. line  current 
that  can  follow  the  spark  and  lessens  the  burning 
of  the  points.  In  order  that  the  blow  coil  may  offer  no 
inductive  resistance  to  the  discharge,  it  is  in  multiple  with 
a  part  of  r ,  Fig.  181,  showing  the  connections,  s  /  is  a  car- 
bon resistance  divided  into  two  parts,  /  and  r;  r'  is  in 
multiple  with  blow  coil,  rf,  while  r  is  in  series  with  both ; 
one  end  of  the  blow  coil  connects  to  one  side  of  the  air 
gap,  and  to  one  end  of  the  carbon  resistance  at  z;  the 
other  end  of  the  coil  connects  to  the  resistance  at  point  />. 
the  junction  of  r  and  r'.  The  trolley  comes  in  at  the  top 
and  connects  to  one  side  of  the  gap.  For  simplicity,  the 
air  gap  connections  are  shown  as  permanent,  but,  in  fact, 
the  air  gap  is  not  in  circuit  till  the  lid  is  on.  In  Fig.  181,  t 
is  the  wire  leading  to  the  fuse-box;  /',  the  wire  from  the 
fuse-box ;  k  is  the  kicker,  and  /  and  a,  the  motor  field 
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and  armature ;  g  is  the  motor  ground  wire,  and  g'  that  of 
the  arrester.  Confusion  of  the  trolley  and  ground  wires 
can  do  no  harm,  as  the  main  current  does  not  enter  the 
device  except  when  a  discharge  occurs.  Ordinarily,  the 
current  path  is  /,  f-k-f-a-g;  if  a  discharge  occurs  the 
path  is  t-H-f^'a-n-z-p-r-l-g* ,  The  trolley  current  that  fol- 
lows splits  at  n ;  part  takes  the  path  n-z  r^-p,  and  the 
larger  part  takes  the  path  n-x-d-y  to  />,  through  the  blow 

It 
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coil.  The  lightning  discharge,  being  alternating  in  char- 
acter, avoids  the  blow  coil  on  account  of  its  self-induc- 
tion, and  takes  the  carbon  path ;  the  trolley  current 
being  direct,  avoids  the  carbon  on  account  of  its  high 
resistance,  and  takes  the  blow  coil  path.  Fig.  i8i 
shows  the  two  leads  to  come  out  at  the  bottom  and  top; 
when  a  wooden  case  is  used  (Fig.  178)  both  leads  come 
out  at  the  bottom  of  the  case.  As  the  arrester  has  no 
moving  parts,  it  can  be  set  up  in  any  position.  The  de- 
vice is  giving  satisfaction,  notwithstanding  the  many  pre- 
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dictions  that  the  porcelain  parts  would  never  stand  the 
heat  of  the  arc. 

Points  on  Arresters. — ^AU  arresters,  whatever  their 
make,  should  be  inspected  after  each  storm ;  even  if  the 
device  itself  is  in  good  order,  there  may  be  some  broken 
or  bumt-off  connection  leading  to  or  from  it.  An  open 
ground  or  trolley  wire  renders  the  device  inoperative. 
The  main  point  of  care  on  an  arrester  is  to  keep  the  air 
gap  thinner  than  any  of  the  insulation  the  device  is  to 
protect.  Only  constant  inspection  can  insure  this  adjust- 
ment, as  each  discharge  bums  the  gap  a  little  wider  and 
the  jolting  of  the  car  may  not  help  matters  any.  The 
space  between  the  points  must  be  kept  clean,  and  all  con- 
nections tight.  An  arrester  in  good  order  will  always 
protect  a  car  from  the  effects  of  mild  discharges  due  to 
the  static  induction  of  charged  clouds.  There  are  some 
bolts  of  lightning  against  which  there  can  be  no  pro- 
tection. If  from  static  causes  the  line  potential  rises  to 
several  thousand  volts,  an  arrester  in  good  order  will  pass 
a  spark  to  earth  and  relieve  the  tension ;  but  if  a  heavy 
bolt  of  lightning,  such  a  one  as  jumps  a  quarter  of  a  mile 
through  air,  splintering  a  tree  or  shattering  the  side  of  a 
house,  strikes  a  car,  the  arrester  is  by  no  means  a  cer- 
tain protection. 

The  insulation  on  street  car  motors  is  tested  to  only 
2000  volts  at  the  factory.  The  gap  on  an  arrester,  then, 
must  be  adjusted  to  pass  a  spark  before  the  line  reaches 
this  potential,  or  the  device  will  be  of  no  protection.  The 
insulation  of  motors  alternately  idle  and  active,  absorbs 
more  or  less  moisture  and  is,  therefore,  not  as  higk  when 
old,  as  when  new. 
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It  would  l>e  a  simple  matter  to  make  an  arrester  eX- 
tremcly  sensitive,  if  the  lightning  were  the  only  factor 
to  contend  with ;  but  the  normal  current  that  follows  tlie 
discharge  on  a  high-%^oltas^e  '^ircuit  must  be  cared  for 
or  it  will  bum  the  points  to  render  the  de\^ce  use- 

less for  the  next  discharge  id  discharges  often  follow 
each  other  at  very  close  :en*al5.  Again,  the  two 
spark  points  may  ^vcld,  so  m  it  the  arrester  groimd  or 
trolley  wire  must  be  cut  before  the  car  can  move  itself  at 
all.  On  a  road  several  miles  long,  the  same  discharge 
has  been  known  to  injure  cjir^  at  opposite  end?t  of  the 
line ;  this  accounts  for  the  fact  that  cars  are  sometimes 
struck,  when  no  thunder  or  lightning  are  in  evidence. 
Certain  conditions  raise  the  potential  of  the  whole  line, 
and  the  most  sensitive  arrester  or  the  weakest  insulation 
passes  the  first  discharge. 

It  has  been  found  impracticable  to  work  an  arrester  on 
an  air  gap  thinner  than  .025  in.,  which  is  thin  enough  for 
ample  protection,  as  none  of  the  insulation  of  the  motor 
or  controller  ever  approaches  this  value. 

V  The  Controller,  (i)  Rheostat,  Resistance,  or 
Starting  Coil. — The  starting  coil  is  a  resistance  used 
to  limit  the  value  of  the  starting  current.  It  permits  the 
car  to  start  smoothly  and  saves  the  motors  undue  strain. 
In  connection  with  the  controller  it  regulates  the  speed 
after  the  car  is  started.  When  a  current  passes  through 
resistance,  heat  is  developed  and  energy  lost;  if  it  w^ere  not 
for  these  facts,  the  motors  might  be  wound  to  give  resist- 
ance enough  to  limit  the  starting  current ;  but  this  resist- 
ance would  be  in  circuit  all  the  time  and  cause  a  constant 
loss  of  energy,  whereas  the  starting  coil  is  cut  out  on  cer- 


INSTALLATION  CAR  EQUIPMENT  TESTS  539 

tain  notches.  Motormen  have  had  occasion  to  observe  that 
some  cars  run  slower  after  having  made  several  trips.  The 
fact  is  most  noticeable  on  heavy  cars  equipped  with  old  style 
motors,  and  is  due  to  the  heating  which  raises  the  resist- 
ance of  the  motor  winding.  The  practice  of  to-day  is  to 
minimize  the  heating  and  loss  of  engery  in  the  motor  by 
making  the  resistance  of  the  winding  as  low  as  possible. 
In  order  to  keep  the  500-voh  line  pressure  from  sending 
an  abnormal  current  through  the  low  resistance  motors 
at  starting,  the  starting  coil  is  used.  It  is  true,  the  start- 
ing coil  gets  very  hot,  and  this  heat  represents  lost  en- 
ergy ;  but  the  coil  is  used  only  on  resistance  notches,  and 
does  not  affect  the  car's  maximum  speed. 

There  are  three  good  reasons  why  a  car  should  not  be 
run  for  any  length  of  time  "on  resistance.'*  First.  It  in- 
jures the  coil,  as  it  is  not  designed  for  continuous  run- 
ning. Second,  It  is  very  uneconomical,  the  heat  repre- 
senting so  much  lost  energy.  Third,  If  one  resistance 
notch  is  used  to  the  exclusion  of  others,  one  part  of  the 
coil  heats  excessively,  its  resistance  trebles  or  quadruples, 
and  causes  the  car  to  jump  badly  when  that  section  is  cut 
out  by  the  controller.  Ordinary  starting  coils,  when  used 
with  the  proper  sized  motors  and  cars,  will  about  double 
their  cold  resistance  and  hold  this  value  in  continuous 
normal  service.  But  when  the  coil  is  abused,  either  by 
the  motorman  or  the  management,  it  may  get  so  hot  as  to 
set  the  car  floor  on  fire.  A  very  hot  coil  is  certain  to 
make  the  car  jump  on  some  notches,  while  other  notches 
will  not  be  felt  at  all. 

Resistance  coils  as  they  leave  the  factory  are  designed 
so  that  on  a  car  of  the  right  weight,  on  a  level,  equipped 
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with  the  motors  for  wliich  the  coi)  is  intended,  the  car 
will  start  with  a  jerk  when  the  coil  is  cold,  but  will  set- 
tle down  to  smooth  starting  as  the  coil  warms  up. 

The  motors  and  controUinjj  devices  on  many  roads  are 
very  much  abused  in  the  following  manner:  A  lot  of 
motors  of  a  certain  size  are  bought,  for  example ,  to  put 
under  i6-ft,  horse  cars  that  have  been  strengthened  for 
the  purpose.  The  cars  are  light,  the  road  level,  and  the 
nms  easy,  with,  perhaps,  a  lay  over  at  both  ends.  In 
course  of  time  the  traffic  grows,  the  road  is  extended,  the 
time- tabic  is  revised  and  two  small  cars  are  spliced  to- 
gether to  make  one  big  one.  A!most  before  it  is  realized* 
the  motors  that  handled  the  smaller  cars  so  well  under 
the  proper  conditions,  are  required  to  tug  an  * 'eight- 
wheeler**  over  5  to  lo  per  cent'  grades;  then  because 
they  revolt  at  such  abuse,  are  condemned,  and  new  ones 
bought  from  a  different  company. 

In  many  cases,  the  starting  coil  is  the  first  device  to 
show  the  effects  of  such  abuse.  As  soon  as  the  coils  be- 
gin to  open  circuit,  short  circuit,  roast  and  fall  to  pieces, 
they  are  replaced  by  coils  that  will  "stand  more  current" 
— coils  better  suited,  perhaps,  to  start  motors  of  twice  the 
size — with  the  result  that  the  car  starts  with  a  current 
that  ought  to  blow  the  fuse.  The  final  effect  of  such  a 
change  is  to  roast  the  motor  fields  and  blow  up  the  con- 
trollers. 

When  starting  coils  begin  to  give  general  trouble,  the 
idea  that  more  current  capacity  is  needed  is  correct,  but 
it  must  be  carried  out  with  the  condition  in  mind  that  the 
resistance  be  kept  the  same.  To  fulfil  this  condition,  the 
coil  must  be  four  times  as  heavy,  when  the  current  ca- 
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parity  is  doubled,  because  not  only  is  the  cross-section 
of  the  resistance  wire  doubled,  but  the  length  is 
doubled  too.  Fig.  182  (a,  b,  c)  will  help  to  make 
this  idea  clear.  In  sketch  (a)  r  is  a  coil  of  given  resist- 
ance, say  two  ohms.  It  is  desired  to  combine  the  least 
number  of  these  coils  that  will  double  the  capacity  of  (a) 
without  changing  the  resistance.  The  resistance  from  x 
to  y,  (a),  is  two  ohms ;  that  from  ;r  to  y  (b)  is  one  ohm, 
because    there    are    two    two-ohm    paths    in    multiple. 

mm 
'•'         Wwwwv 


Sketch  (b)  represents  the  condition  where  the  current 
capacity  has  been  doubled,  but  the  resistance  halved.  To 
restore  the  resistance  to  its  former  value,  two  ohms,  take 
two  units  like  that  in  sketch  (b)  and  connect  them  in 
series  as  shown  in  sketch  (c).  Combination  (c)  con- 
tains four  such  coils  as  r,  and  is,  therefore,  four  times  as 
heavy. 

Fig.  183  shows  a  substantial  form  of  coil  very  much  in 
use.  Fig.  184  shows  how  any  number  of  these  coils  can 
be  hung  under  a  car.    The  coil  is  built  up  of  band  iron 
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and  mica,  and  up  to  certain  reasonable  limits  is  not  in- 
jured by  heat  or  water.  A  single  coil  is  called  a  barrel, 
and  the  proper  resistance  for  starting  any  railway  motor 


Fig.  1S3. 

can  be  made  up  by  combining  two  or  more  of  these  bar- 
rels in  series  or  multiple,  or  both. 

(2)  The  Shunt  and  Loop. — These  devices  are  used 
to  increase  the  speed  of  a  car.  They  have  some  virtues, 
but  their  failings  have  condemned  them  to  be  set  aside. 
As  has  been  shown  on  pages  51  and  52,  weakening  the 


Fig.  1S4. 

fiield  of  a  motor  increases  its  speed.  The  field  can  be  weak- 
eneil  either  by  shunting  some  of  the  field  current  or  by 
cutting  out  some  of  the  field  turns;  either  procedure  lessens 
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the  ampere-turns.  The  shunt  does  the  former,  the  loop  the 
latter.  Fig.  185  is  the  wiring  diagram  for  a  car  equipped 
with  one  motor,  one  old  style  rheostat  and  a  reverse 
switch,  K.  T  is  the  trolley;  FB,  the  fuse-box;  LA, 
the  arrester;  R  the  resistance  which  is  cut  out  gradually 
as  the  shoe  B  moves  from  C  to  D,  Arm,  AB,  is  turned 
by  a  handle  in  the  driver's  control.  A-{-,  A —  is  the  arma- 
ture and  F-^-iF — ,  the  field.    S  is  the  shunt  of  low  resist- 


ance, one  end  of  which  is  tapped  on  the  field  wire  at  O. 
The  other  end  goes  to  plate  E  on  the  rheostat.  To  start 
the  car  B  is  put  on  C  and  the  current  takes  path — T-FB- 
A'B-C-R-D-F+-F — O'A+'A—  to  the  ground  at  G.  As 
the  shoe  B  revolves  toward  plate  D,  R  is  gradually  cut 
out,  until,  when  B  touches  D,  all  of  A  is  cut  out  and  the 
current  path  is  T-FB-A-B-D-F+'F — O-A+'A — C. 
The  motor  is  directly  across  the  line  but  has  a  full  field. 
If  B  is  advanced  until  it  touches  both  D  and  E,  the  shunt 


544 


TESTING  OP  DYNAMOS   AND   MOTORS. 


becomes  connected  to  the  motor  field  at  both  ends  and  is  in 
multiple  with  it,  so  that  the  current  leaving  shoe  B, 
reaches  0  by  way  of  two  paths :  B'D'F-\"F — O  through 
the  field,  and  B-E-S-O  through  the  shunt.  Plates  D  and 
E  are  insulated  from  each  other  so  that  the  shunt  is  idle 
until  B  touches  both.  Were  D  and  E  connected  the  shunt 
would  be  active  throughout  from  C  to  £,  greatly  impair- 
ing the  starting  power  of  the  car.    An  open  circuit  in  the 


m^ 


shunt  or  its  wire  simply  decreases  the  maximum  speed 
of  the  car. 

Fig.  1 86  is  the  same  as  185,  except  that  a  loop  replaces 
the  shunt.  When  B  touches  D,  the  current  path  is  T-FB- 
A'B-D'F+-F — A+'A — G.  When  B  touches  both  D 
and  £,  the  current  reaches  O  by  two  paths :  B-D-N-F+'O 
and  B-E-L-0;  the  latter  is  a  short  circuit  so  that  the 
lower  part  of  the  field  is  cut  out.  In  shunt  control,  then, 
a  part  of  the  current  goes  through  all  of  the  field ;  in  loop 
control,  all  of  the  current  goes  through  a  part  of  the  field. 
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An  open  circuit  in  either  the  shunt  wire  or  loop  wire 
does  not  affect  the  starting  of  the  car.  An  open  circuit 
in  the  D-F  +  field  wire,  Fig.  185,  will  make  it  im- 
possible to  start  the  car  at  all,  and  will  bum  the  shunt  out 
if  B  is  put  on  E  and  allowed  to  stay  there  a  few  seconds. 
In  Fig  186,  an  open  circuit  between  O  and  F —  kills  the 
car;  with  an  open  circuit  between  C  and  D,  the  car  is 
dead  until  B  touches  £,  when  the  car  starts  with  a  jump. 
The  more  the  shunt  is  used,  the  cooler  the  fields  run,  for 
the  shunt  relieves  them  of  current.  When  the  loop  is  used 
continuously,  one  part  of  the  field  cools  off  and  the  other 
parts  gets  hotter,  because  one  part  is  cut  out  and  the  otlier 
part  gets  more  current  than  ever.  Shunts  and  loops  have 
been  set  aside,  because  from  a  practical  standpoint  their 
troubles  outweigh  their  advantages. 

(3)  Controller  Proper. — Figs.  185  and  186  give  an 
idea  of  the  old  rheostat  formerly  in  general  use;  with  this 
device,  the  motors  were  permanently  connected,  either  in 
series  or  multiple.  Both  of  these  methods  have  given  way  to 
series-parallel  control.  In  series-parallel  control,  the 
motors  are  started  in  series  and  after  the  car  is  up  to  half 
speed  the  motors  are  thrown  into  multiple.  This  method 
requires  less  current  to  start  a  car,  because,  the  motors 
being  in  series,  each  gets  the  total  main  current.  When 
the  two  motors  are  started  in  multiple,  each  motor  gets 
but  half  the  total  current,  so  that  in  order  for  each  to  get 
a  certain  current,  the  total  current  must  be  twice  as  great 
as  when  the  motors  are  in  series.  This  means  that  the 
line  losses  are  four  times  as  great.  If  the  station  voltage 
is  500  and  the  line  drop  25  volts  when  starting  a  car  at  a  dis- 
tant point  with  the  motors  in  series;  to  start  it  with  the  same 
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fntpolsc,  E  with  ihc  niotori  in  tnulripic,  calls  for  twice 
^  great  m  line  currctit.  n htch  causes  tn ice  as  great  a  drop, 
nr  50  imlts.  Stncr  tbc  cttrnml  and  line  drop  have  bolh 
hcca  ddubkii  ihc  power  liisf  in  ihe  line  has  been  quad- 


I  V 


the  current:  IF,  the 
XC  In  the  second 
lien  the  two  motors 
scries,  and  hence  tlie 
itance  is  much  ^cat- 
iltipte.  This  means, 
nny  at  the  medium 
take    the    pla^^  of 


nt|i1ed ;  for,  call  £  the 
vratu  lost.  In  the  firsJ  t 
case,  liV=^X2C=4 
are  in  ^scries,  tlieir  CM 
apimoQS  or  tioci-heat  gt-sv 
er  than  when  the  motors 
practically  speaking,  gn 
spa?ds,  because  the  C  ^^^ 
the  s^tartin^  coil  to  a  greater  extent,  and  diminish  tlie  heat 
losses  in  that  ooil.  Of  course,  a  small  starting^  coil  is  re- 
quired to  start,  because,  until  the  car  begins  to  move,  the 
C,E,M.F,  is  zero.  With  no  coil  at  all.  the  car  would 
start  with  a  jerk  on  ^ood  raiJs  and  the  wheels  mi^^ht  slip 
so  badly  as  to  prevent  its  starting  at  all  on  bad  rails.  A 
w^cU  designed  and  well  handled  series -parallel  controller 
effects  an  economy  in  starting  and  on  the  low  and  mcdinni 
speeds.  To  get  the  full  benefit  of  the  control,  though,  it 
is  necessary  to  let  each  controller  notch  have  its  full  effect 
before  moving  the  handle  to  the  next  one ;  also  to  allow 
the  motors  to  attain  their  full  series  speed  before  throw- 
ing than  into  muUiple.  A  series-parallel  controller  can 
be  just  as  much  abused  as  any  other  kind  of  controller, 
and  when  it  is.  is  apt  to  give  less  economical  service  than 
some  of  the  older  types. 

Fig,  187  is  a  general  view  of  the  General  Electric  Com- 
pany's type  K,  magnetic  blowout  ^  series-parallel  con- 
troller.    Fig,   1S8  gives  the  internal  controller  wiring; 
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l^gL  189  is  a  diagrammatic  sketch  of  the  connections  to 
the  motors.  B  is  the  controller  drum,  made  up  of  five 
separate  castings  that  are  insulated  from  each  other*    The 


Fig.  167. 


castingfs  have  tips  that  engage  the  fingers  successively  as 
the  drum  is  revolved.  Tips  a^,  a^,  etc.,  belong  to  one 
casting,  and  tips  c^,  r,,  etc.,  to  another  and  so  on*  The 
tips  are  so  marked  as  to  indtcaie  the  position  in  which 
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they  come  into  action ;  thus,  tips  a^  and  c^  make  contact 
on  the  first  position;  tips  d^  ^  on  the  tenth  or  last  position. 


UmQ^-rn^nr 


MOTOR  NO.  a 

Fui.  189. 

B  is  the  reverse  drum  operated  by  handle  Z,  Fig.  1 87,  A 
car  must  be  so  connected  that  the  inclination  of  L  indi- 
cates the  direction  of  motion  of  the  car.    K  is  the  motor 
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cut-out  switcli-  The  three  blocks  to  the  left  are  for^ 
motor  No,  i  ;  the  two  to  the  right  for  motor  No.  2,  When 
both  switches  are  down  as  far  as  they  will  go,  as  in  Fig. 
187  both  motors  are  cut  in.  To  cut  a  motor  out,  its 
switch  is  thrown  up.  A/  is  the  blow-out  coil ;  the  current 
front  the  fuse-box  enters  this  coil  first,  so  that  the  whole 
device  is  protected  from  arcs.  In  Fig.  189  7^/^  and  j^A\ 
are  the  fields  and  armatures,  respectively ,  of  the  Nos,  i 
and  2  motors;  /  is  the  No.  1,  and  l^  the  No.  2,  loop  parts 
of  the  fields,  /^  is  the  two-part  starting  coiL  The  top 
row  of  numbers  mdicates  the  positions,  the  bottom  row. 
the  notclies  of  the  drum.  The  blocks  to  the  left  of  the 
drums  represent  the  fingers. 

In  Fig.  189,  suppose  that  the  reverse  lever  points  ahead 
and  that  tips,  ?£',  x,  y  and  z^  therefore,  engage  the  re- 
verse fingers.  When  the  power  drum,  I>,  is  put  on  the 
first  notch,  the  current  path  is,  T-M'T-a^-a^-R^-r^-r^' 
r^-ig-ig-ig-z-A^-A-AA^  -y-F^'F-l-E^-Ey  -E^'E^'C^- 

^1-15-15- 15- 15-'^-^«-^'-^^«-«'-^«-^2-^2-^-^'-^. 
The  blow  coil,  all  of  the  starting  coil  and  the  two  motors 
are  in  series.  On  the  second  notch  finger,  R^  touches  tip 
a^  and  short  circuits  the  part  of  the  starting  coil  that  lies 
between  r^  and  r^.  The  current  path  is  the  same  as  be- 
fore, excepting  that  R\,  r^  are  cut  out.  On  the  third 
notch  finger,  R^  touches  tip  a^,  and. cuts  out  the  rest  of 
the  resistance.  The  letters  R^ ,  r,  can  now  be  left  out. 
The  blow  coil  and  two  motors  are  in  series  across  the  line. 
On  the  fourth  notch,  the  three  c^  and  ^4  tips  fall  under 
fingers  L^,L^  and  C  The  current  path  is  now :  T^M-T- 
a^-a^'R^'r^'ig'ig-ig-S'A^'A'AA^'Y'E^-F-0'Z^'Z^-Z^' 
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L^-e^-e^'G'G'G,  The  loop  wires  tap  on  to  the  field  coils 
of  the  two  motors  at  O  and  0\  when  the  current  gets  to 
these  points  it  takes  the  shorter  path  through  the  loop 
wires,  cutting  out  the  lower  part  of  both  fields.  The 
motors  are  in  series  with  the  blow  coil,  but  each  motor  has 
a  part  of  its  field  cut  out.  The  fifth  position  is  not  a 
notch,  and  the  current  path  is  the  same  as  on  the  second 
notch.  The  blow  coil,  half  the  starting  coil,  and  the  two 
motors  are  in  series.  Resistance  is  cut  in  again  to  les- 
sen the  current  before  passing  to  parallel.  On  the  sixth 
position,  the  two  d^  tips  touch  the  E^  and  G  fingers;  the 
current  path  is,  T-M'T-a^'a^'R^-r^'r^'Y^'Y^'i^'Z-A^' 
A'AA^-y-F^'F-l-E^-E^'E^'d^-d^'G.  In  passing  from 
the  fifth  to  the  sixth  position,  motor  No.  2  is  short  cir- 
cuited by  fingers  E^^  touching  tips  c^  and  d^  at  the  same 
time,  the  current  grounding  through  finger  G  and  lower 
tip  d^ ,  so  that  on  the  sixth  position  motor  No.  2  is  dropped 
out  of  the  circuit  entirely.  The  blow  coil,  half  the  starting 
coil,  and  motor  No.  i  are  in  series.  The  seventh  position 
is  the  same  as  the  sixth.  On  the  fifth  notch  (eighth  po- 
sition) tips  b^  fall  under  fingers  19  and  15,  and  the  cur- 

1 9- 1 9- 19-0- 


rent  path  becomes  :   T-M- T-a^-a^-R^-r^-r^  < 


^3- 19  A 


A,^A-AA,^y-F,^F-i-E,^E,^E,>d,-d,-G. 

Tg  the  current  splits;  part  takes  the  path  r3-i9-i9-i9-s 
through  motor  No.  i,  and  part,  path  r^-R^-K^-b^'b^,  etc., 
through  motor  No.  2.  The  blow  coil  and  half  the  resist- 
ance are  in  series  with  the  two  motors  which  are  in  mul- 
tiple with  each  other.    On  notch  six  (position  nine),  -^., 
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tmidi«»  tip  rij  and  cuti  out  tbe  starting  coil;  leaving  oat 
/ffi  ''n  tin:  pAt!i  of  the  current  i^  the  same  as  obove.  Ou 
tlieitevcnth  and  last  notch  (po*iitiou  ten),  tips  d^^  louch 
fiti((CTi!v  /.^  and  /g ,  find  cut  the  lfM>p  wires  into  action  again, 
cutting  t»ut  the  lower  parts  of  l>oth  motor  fields.  With  this 
exception,  the  current  path  is  the  same  as  on  the  sixth 
notch.  Ail  cTHi trailers  that  use  a  shunt  or  loop  have  two 
nuining  notches  ui  series  and  two  in  nuiltiple.  In  this  case, 
the  rmniini;  notches  are  three,  four,  six  and  seven.  Three 
in  u^hI  forctimbing  grades;  four,  for  moderate  speed  on  a 
Kn*cl;  six  and  seven,  for  high  speeds.  Four  and  seven 
should  newt  he  uhhI  for  climbing  ^^rades.  ^Mlen  one  motor 
is  cut  out  the  controller  is  operated  on  the  first  fournotches. 
The  throwing:  of  cither  cut-out  switch  so  disposes  an  in- 
terference that  the  controller  drum  can  riot  be  moved  past 
the  fourth  notch,  the  controller  and  reverse  drums 
interlockinf^:.  The  controller  drum  can  not  be  operated 
while  the  reverse  drum  is  at  the  **off"  position,  and  the 
reverse  drum  can  not  be  operated  while  the  controller 
drum  is  on.  This  feature  makes  it  impossible  for  the 
motonnan  to  reverse  the  motors  without  first  throwing 
otT  the  ix)wer»  and  it  also  gives  him  control  of  the  car 
when  he  may  not  be  on  it:  because  the  reverse  handle 
can  U*  littcvl  only  at  the  "off"  position,  so  that,  with  the 
rt^verse  handle  in  his  possession,  the  power  drum  can  not 
be  tun\e*.l  by  any  one  who  does  not  understand  the  nature 
of  the  Kx^king  device. 

^4"^    TuF  Moi\»KS. — Figs,  igoand  191  show  a  recent 
ty^v  of  motor  made  by  the  Lorain  Steel  Company.    Fig. 

190  $bfcm^  it  complete*  readj  to  go  <m  the  axle,  and  F^. 

191  lAow^  the  ^liilMHiitanr  the  antanmL     Tbe 
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case  is  cast  in  two  lialves  linked  togctlKT*  as  shown  at  IIH, 
t^ig.  191.  Of  low  carbon  steel,  it  is  stronger  than  cast 
iron  and  magnetically  nearly  as  good  as  wrought  iron. 
In  order  thai  the  armature  or  a  field  coi!  may  be  taken 
out  from  the  pit  without  disturbing  any  other  part,  all  up- 
to-date  motors  are  so  made  that  the  removal  of  a  couple 
of  bolts  on  each  end  will  permit  the  lower  casing  to  swing 


Fig.  190, 

down,  either  with  nr  without  the  armature.  Yokes,  YY, 
Fig,  191,  have  a  split  key  on  one  end  and  a  lock  nut  on 
the  other  \  one  shank  passes  through  a  lug  in  the  upper, 
and  the  otlier  i^hank  through  a  lug  on  the  low^^^r  half  of  the 
case.  To  swing  the  armature  with  the  lower  case,  the 
split  keys  are  removed ;  to  retain  it  in  the  upper  case,  the 
keys  are  left  in  and  nuts  A* A'',  Fig,  190,  removed, /?/>; Fig, 
191,  are  oil  rings  that  turn  with  the  armature  and  throw 
aJ]  grease  and  oil  down  on  the  track  through  the  aper- 
titres,  one  side  of  one  of  whicli  is  seen  at  0,    Motors  cm 
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wliich  this  construction  is  used  arc  said  to  have  "out* 
board"  bearings.  The  grease  cups  are  c3vcr  the  bearings 
aiid  are  cast  with  the  lop  case.  The  bearings  are  malle- 
able iron  sleeves  lined  with  babbitt  and  provided  with 


grooves  and  grease  holes;   they  arc  centered  on  guide 
pins  that  keep  them  from  turning  with  the  axle. 

Fig,   192  shows  the  armature:  it  is  built  up  of  thin 
shcctsof  soft  iron,  pressed  togellier  and  held  by  steel  head- 
pliites.      The  teeth  are  punched  in  the  p!ates  l^efore  aJ^H 
scmbling^  and  immcrstun  in  japan  insulates  the  platcfl^ 
from  each  other.    The  slots  are  big  enough  to  take  Uiree 
coilSt  so  that  there  ar   ^       ne-ihird  as  many  slots  as  coiR 
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This  lessens  the  cost  of  tlie  arnialure  and  stren^hens  the 
tectJL  The  coils  are  machine  wonnd;  three  of  tliem  are 
bound  together  and  encased  in  an  insulating  annor,  which 
is  pressed  to  sliape  in  a  press  through  which  steam  cir* 
culates;  thirty -three  of  these  armored  coils  complete  an 
armature. 

In  the  connecting  of  the  armali/re  shown,  no  solder  is 
used;  the  commutator  slots  are  milled  a  trifle  too  small 
for  the  leads;  the  slots  and  leads  arc  tinned;  the  leads 
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are  then  driven  into  the  slots  and  secured  by  a  strong 
band,  shown  at  5,  Fig.  192.  On  the  rear  of  the  coils,  is 
a  metal  shield,  F.  The  commutator  and  pinion  are  on  a 
tapered  seat.  The  commutator  is  of  unusually  liberal  di- 
mensions. 

^^g-  1 93  shows  the  field  coil ;  there  are  four  of  these 
to  slip  over  as  many  laminated  pole  pieces ;  the  pole  pieces 
are  detachable,  and,  when  drawn  hoitxe,  their  flanges  bear 
against  guide  ribs,  GC,  and  hold  the  coil  firmly  in  place. 
The  field  is  wound  on  a  double  flanged  shell,  which  rai- 
ders the  winding  immune  from  direct  pres*>ure  of  any  kind, 
and  makes  it  impossible  for  the  pole  piece  to  cut  into  the 


i 


55^ 


TESTIMG    OF    DYKAMOS   A?fD    MOTORS. 


comer  oi  itic  coil  or  for  the  shrinkage  of  the  insiilatbri 
to  loosen  it.  This  manner  of  securing  is  positive.  O  and 
J  arc  the  connecting* lugs;  the  ends  of  the  coil  winding 
cotnieci  to  these  lu^s,  also  the  wires  used  to  connect  the 
coils  to  each  other  and  to  the  car  hose.  The  ridge  L  is 
a  ptxkct  caiit  in  the  shell «  to  all  w  tiie  tuside  end  of  the 
windini^  to  come  to  the  surface.     This  end  must  pass 

every  layer  of  wire  in 
the  coil,  and  is  extra 
ft^ell  insulated  to  insure 
safety.  The  end  is 
usually  brooght  out  in 
the  form  of  a  tenninal 
made  of  sheet  copper; 
this  fiat  tenninal  is 
t^oldered  to  the  end  of 
the  wire  and  insulated 
before  the  coil  is  begun. 
The  coil  shown,  as  well  as  all  recent  types  of  coil,  are 
rounded  off  on  one  side  to  fit  the  inside  lines  of  the  motor, 
so  that  there  is  little  chance  of  getting  the  coil  into  the 
motor  upside  down ;  but  on  most  all  coils  of  this  tN^je,  it 
is  easy  enough  to  get  a  coil  in  end  for  end,  and  it  is  very 
often  done.  The  effect  of  such  a  mistake  is  to  brin^j  next 
to  each  other  in  the  motor  two  leads  that  should  not  con- 
nect together.  The  first  s>Tnptom  of  such  a  mistake  is 
that  the  brushes  spark  badly  on  the  series  notches,  and 
when  the  controller  is  thrown  over  to  multiple,  the  main 
motor  fuse  blows.  If  the  contusion  in  connecting  is  not 
bad  enough  to  continually  blow  the  fuse,  the  final  effect 
is  to  Ivake  the  insulation  on  the  held  wire.     It  is  possible 
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for  the  field  coils  to  be  so  badly  confused  as  to  render  the 
motor  unable  to  start  at  all  alone,  but  if  there  are  two 
motors  on  the  car,  the  fault  may  not  be  suspected  until 
the  motors  are  thrown  into  multiple  and  the  fuse  blows. 
It  is  a  conservative  estimate  to  say  that  one-fifth  of  the 
baked  fields,  blown  fuses,  grounded  brush  holders  and 
knocked-out  controllers  can  trace  their  failure  directly 
or  indirectly  to  wrongly  connected  field  coils.  Coils 
should  be  made  and  the  leads  brought  out  so  that  it  would 
be  impossible  to  get  one  in  upside  down  or  end  for  end. 
If  the  motor  makers  would  pay  half  the  attention  to  this 
detail  that  they  do  to  less  important  ones,  they  would  soon 
begin  to   reap  the  product  of  their  sowing. 


CHAPTER   XVI. 

CAR    EQUIPMENT  TESTS- 

Having  acquired  some  faxniliarity  with  the  devices 
which  j^fi  tin  a  car,  the  next  step  is  to  give  them  a  prelim- 
inary test  K^fore  instalHiig  them.  Tlie  testing  of  the  trol- 
ley stiind,  the  homl  switch  or  breaker,  the  fuse- box,  and 
the  lightning  arrester  have  been  considered,  so  that  it  is 
in  order  to  take  up  tht?  testing  of  the  r^stance  coils,  the 
shunt,  the  CHHilmllctis  and  the  motors. 

Thh  Test  Circuit. — The  test  circuit  available  around 
a  oar  house  usually  consists  of  a  magneto  bell  or  lamp 
circuit.  The  lamp  circuit  will  be  selected  in  this  case, 
iKvause  its  indications  are  more  positive  and  it  can 
Ik*  operated  by  one  man.  The  lamp  circuit,  as  a  rule, 
consists  of  a  single  row  of  five  lamps  in  series,  but  it  is 
nnich  more  satisfactor>'  to  use  two  five-lamp  rows  in  mul- 
tiple, as  shown  in  Fig.  194.  A  better  flash  is  gotten  on 
low  \x>ltage,  and  if  one  row  gi\*es  out  another  remains 
to  test  with.  This  lessens  the  liabilit>-  of  false  indications, 
i!uc  to  the  tester  not  knowing  that  the  circuit  is  open. 
I  ho  tost  circuit  shouTi  on  Fig.  194  is  made  as  follows: 
take  two  K^anis  H  in.  X  7  ins,  X  13  ins,  finished  off, 
gTvx>\>?  one,  as  shown  in  \new  (c).to  bury  the  conDCCting^ 
wirvs  shv^wn  by  ^.lotted  lines  in  view  (aj;  od  the  opposite 
side  frvMti  the  grooves  mount  ten  keyless  bmp  sockets^  as 
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indicated  by  the  dotted  circles  in  (c) ;  connect  these  all 
in  series  and  bring  the  two  opposite  ends  to  posts  T  and 
T'  as  shown  in  the  figure.  The  second  piece  of  board  is 
now  screwed  to  the  back  of  the  grooved  one  to  protect  the 
the  connecting  wires.  The  whole  is  given  a  coat  of  thick 
T 


(a) 


9    L  L 
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(6)' 
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(d) 
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^r)  O  O  k^M5' 


Fig, 


194. 


shellac,  such  as  comes  out  of  the  bottom  of  a  shellac  pot. 
After  this  is  dry,  the  device  is  ready  for  the  test  lines. 
The  test  lines  are  best  made  of  silk  covered,  rubber  cored, 
flexible  lamp  cord ;  each  line  is  a  complete  cord,  the  wires 
being  skinned  on  the  end,  twisted  together  and  dipped 
in  solder.  Both  ends  of  both  lines  hayc  a  terminal.  One 
terminal,  Fig.  194  (d),  goes  to  the  post  T  or  T\  It  is 
made  of  hard  spring  copper,  so  that  when  the  milled  head 
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h  screwed  tlown^  it  will  hole!  the  terminal  securely.  The' 
terminal  for  the  test  enrls  of  the  lines  are  points  well  in- 
6ulated«  except  at  the  ends,  so  that  the  tester  may  not  be 
so  liable  to  a  shock.  The  point  on  one  line  is  straight 
and  on  the  other  is  both  straight  and  cnxjked,  to  hang 
over  the  trolley  wire,  or  to  s  ck  in  a  lamp  plug"  switch. 
F'lv-  J 95  shows  a  good  form  of  test  point.  T  is  a  brass 
rod»  pointed  at  one  and  drilled  at  tlie  other,  to  re- 
ceive the  test  line  which  is  soldered  in  place.  5  is  a  hard 
rubber  or  red  filler  tube  into  w^hich  rofl  T  is  forced  snug- 
ly.    This  sleeve  extends  well  back  over  the  lest  line  in- 
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sulation,  so  that  the  working  up  and  down  will  not  break 
the  wire  oflP. 

Testing  the  Starting  Coil. — A  new  starting  coil 
must  be  tested  for  insulation  and  for  continuity.  In 
Fig.  183  the  coil  can  be  tested  for  insulation  as  follows: 
Lay  the  coil  down  so  that  one  of  the  end  nuts,  c,  touches 
the  rail ;  then,  with  the  test  lamps  connected,  as  in  Fig. 
196,  touch  any  of  the  lugs,  L,  L,  L,  with  the  test  point,  T; 
if  the  lamps  light,  it  shows  that  the  resistance  is  grounded 
to  the  rod  on  which  it  is  built  up.  If  the  lamps  do  not 
light,  touch  the  test  point  to  the  rail,  to  insure  that  the 
test  circuit  is  all  right.  If  the  circuit  is  all  right,  the  in- 
sulation is  O.  K.  To  test  for  continuity,  that  is,  to  see 
that  the  coil  has  no  open  circuit  in  it,  lay  the  coil  down  so 
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that  one  of  the  end  plates  rests  on  the  rail,  and  touch  the 
other  end  plate  with  the  test  line.  If  the  lamps  light  the 
coil  is  O.  K.  If  they  do  not,  an  open  circuit  exists.  To 
find  out  in  which  end  of  the  coil  the  open  circuit  is,  lay 
the  coil  down  so  that  the  middle  lug  L  rests  on  the  rail, 
and  touch  both  end  plates  with  the  test  line.  The  open 
circuit  lies  nearest  the  end  plate  that  fails  to  complete  the 

^  TROLLEY  LINE 


test  lamps 
Fig.  196. 


TEST  point] 


circuit,  and  that,  therefore,  fails  to  light  the  lamps. 
Knowing  in  which  end  of  the  coil  the  break  lies,  a  great 
deal  of  labor  is  saved  in  unbuilding  the  coil  to  repair  it. 

Testing  the  Controller. — The  controller  must  be 
tested  for  grounds,  open  circuits,  and  short  circuits. 
Besides  this  electrical  test,  it  must  be  seen  to  that  the  in- 
terlocking device  and  motor  cut-out  switches  are  in 
working  order,  and  that  all  fingers  make  good  contact, 
and  are  in  alignment.  To  test  the  controller  for  grounds, 
lay  it  on  its  back,  so  that  the  iron  frame  rests  on  the  rail ; 
see  that  both  drums  are  at  the  off  position,  that  both  cut- 
out switches  are  down  as  far  as  they  will  go,  and  that 
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the  ground  wire  that  runs  from  G  on  the  right-hand  cut- 
out, Fig.  1 89,  to  a  connecting  lug  on  the  bottom  bearing  of 
the  controller  drum,  is  disconnected.  (This  ground  wire 
is  used  to  prevent  the  controller  frame  from  ever  getting 
charged).  The  test  line  is  then  touched  to  all  parts  of 
the  controller,  one  at  a  time :  The  power  fingers,  reverse 
fingers,  cut-out  switches,  posts  on  the  connecting  board, 
all  the  castings  on  both  drums,  and  the  blow  coil.  If 
the  lamps  fail  to  light  under  all  these  tests,  the  insulation 
to  base  is  O.  K.  To  test  the  parts  for  cross  and  open 
circuits ;  the  test  lines  are  disposed,  as  shown  in  Fig.  197. 
Here  there  is  an  additional  test  line,   T^   run  from  the 
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rail.  If  these  two  test  lines  are  touched  together,  the 
lamps  light.  To  use  them  for  testing  the  controller,  one 
test  line  is  held  in  each  hand,  and  the  test  conducted  as 
follows:  (See  Fig.  188).  Holding  one  test  line  on  T 
finger  and  the  other  on  T  post  on  the  connecting  board, 
if  the  lamps  light,  it  shows  the  connections  from  T  to  T, 
through  the  blow  coil,  to  be  all  right.  Next  place  T  on 
finger^,  and  T^  on  connecting  post  R^,  The  lamps 
should  light.  Fingers  -^3  and  19  should  light  up  with 
cut-out  blocks  19,  reverse  finger  19,  and  connecting  post 
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-^3.  Power iSngers,  -^j,  should  light  up  with  cut-out  block, 
£1.     The  four  armature  connecting  posts  light  up  with 

the  reverse  fingers  of  the  same  mark and  so  on. 

All  drum  tips  of  the  same  letter  (Fig.  189)  should  light 
the  lamps;  but  where  the  test  lines  rest  on  tips  of  dif- 
ferent letters,  the  lamps  should  not  light. 

The  parts  of  the  controller  are  tested  for  short  circuit 
by  holding  a  test  line  on  one  part,  and  with  the  other 
test  line  touching  every  other  part ;  the  lamps  should  in 
no  case  light  up  between  two  parts  that  the  drawing  does 
not  show  to  be  connected.  A  man  who  is  perfectly 
familiar  with  the  controller  he  is  testing,  can  test  it  in  a 
very  short  time. 

Motor  Tests. — The  first  test  to  make  on  the  mo- 
tors is  the  insulation  test;  this  is  done  by  setting  the 
motor  on  the  rail;  this  grounds  the  frame.  Using  the 
connections  of  Fig.  196,  touch  the  test  line  to  all  of  the 
motor  leads,  one  after  the  other.  If  one  of  the  field 
leads,  say,  lights  the  test  lamps,  it  indicates  one  of  the  field 
coils  to  be  grounded;  before  drawing  any  final  conclu- 
sion, see  that  the  opposite  end  of  the  field  whose  lead  is 
being  touched  is  not  resting  against  the  motor  frame ;  if 
the  field  circuit  proves  to  be  grounded,  disconnect  the 
back  field  connection,  thereby  separating  the  two  top 
fields  from  the  two  bottom  ones,  and  by  testing  them 
alone,  determine  in  which  half  of  the  motor  the  fault  lies. 
Having  determined  this,  open  the  motor  and  separate  the 
two  field  coils  in  the  faulty  half ;  test  these  two  coils  one 
at  a  time,  and  take  out  the  grounded  one.  Very  often, 
upon  opening  the  motor,  the  ground  will  be  found  to  be 
due  to  a  lead  being  pinched  between  the  two  halves  of 
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the  case.  If  this  is  the  case,  it  will  not,  as  a  rule,  be 
necessary  to  remove  a  coil ;  this  pinched  lead  can  be  re- 
leaseS,  spliced  if  neccessary,  taped  up  and  shellaced.  If 
one  of  the  armature  leads  shows  a  ground,  draw  the 
brushes  out  of  the  holders  and  test  both  leads  and  the 
armature.  If  the  drawing  of  the  brushes  removes  the 
ground,  the  armature  winding  itself  or  the  commutator 
must  be  the  faulty  member.  If  the  drawing  of  the 
brushes  does  not  remove  the  ground,  the  fault  must  be 
in  one  of  the  brush  holders.  This  is  not  certain,  though, 
for  the  brush  holders  may  have  dropped  down  far  enough 
to  touch  the  commutators  themselves,  in  which  case  the 
drawing  of  the  brushes  does  not  separate  them  from  the 
commutator.  If  the  fault  proves  to  be  in  the  armature 
itself,  it  must  be  taken  out,  the  leads  lifted,  and  each  coil 
tested  for  a  ground.  The  motors  are  always  tested  be- 
fore they  leave  the  factory,  but  in  spite  of  every  precau- 
tion, a  grounded  one  will  get  through  occasionally,  and  it 
is  very  unfortunate  if  it  finds  its  way  into  a  trial  equip- 
ment. In  the  test  and  on  a  car,  one  field  or  brush  holder 
on  one  motor  is  always  permanently  grounded;  if  the 
permanently  grounded  member  happens  to  be  defective, 
it  is  very  apt  to  get  out  on  the  road  in  that  condition. 

If  the  motor  fails  to  show  up  a  ground,  it  is  next  tested 
for  an  open  circuit,  as  follows:  First  take  a  field  lead, 
lay  it  on  the  rail  or  motor  frame,  and  lay  a  weight  on  top 
of  it  to  keep  it  grounded ;  then  touch  the  other  end  of 
the  field  with  the  test  line.  If  the  lamps  light,  the  field 
circuit  is  O.  K.  Next  put  the  brushes  back  in  the  brush 
holders  and  test  the  armature  in  the  same  way,  seeing  to 
it  that  both  brushes  make  contact  with  the  commutator. 
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Sometimes  shellac  on  the  commutator,  or  a  piece  of 
foreign  matter  under  the  brush,  will  keep  the  lamps  from 
lighting,  and  thereby  give  the  symptom  of  a  more  serious 
break. 

Testing  the  Motor  Polarity. — Being  assured  that 
the  motors  are  neither  grounded  nor  open  circuited, 
the  next  step  is  to  get  the  polarity  tested  to  insure  that 
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the  two  motors  shall  urge  the  car  in  the  same  direction 
after  they  are  mounted  on  the  truck.  The  motors  when 
swung  on  the  axle  are  back  to  back,  so  that  their  arma- 
tures must  turn  in  opposite  directions,  in  order  to  urge 
the  car  the  same  way.  To  get  the  polarity  right,  proceed 
•  as  follows :  Set  the  two  motors  on  the  floor  back  to  hs^ ' 
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their  commutaiors  will  then  point  in  opposite  directions, 
as  shown  in  Fig.  19S.  Find  the  field  and  armature  leads 
on  the  two  motors.  To  be  certain  that  the  leads  have  not 
been  confused  in  brin^in^c  them  oat  of  the  motor  frame» 
run  the  hand  inside  the  motor  and  trace  them  from  their 
starting  point.  Mark  the  field  leads  with  a  piece  of  chalk 
and  leave  the  armature  leads  unmarked.  Assume  a  given 
direction  for  the  car  and,  there  fore »  for  the  motors.  In 
Fig.  1S9,  it  will  be  seen  tliat  the  field  leads  on  the  No*  1 
motor  are  marked  ^,  an 4  ^n  and  on  No,  2  motor,  F^ 
and  F..r  or  G.  The  No.  i  annntiire  len-^l*^  nre  marked  A^ 
and  AA^,  and  the  No.  2  armature  leads,  A^  and  AA^. 
The  E^  lead  on  the  No.  2  motor  is  grounded,  so  that  on 
both  motors  the  fields  are  next  to  the  ground.  The  fields 
are  supposed  to  be  so  connected  that  the  current  enters  at 
their  F  ends  and  leaves  at  their  E  ends.  The  current  en- 
ters the  armatures  at  their  single  letter  ends  and  leave  at 
the  double  letter  ends.  Take  either  of  the  motors  as  it 
sits  on  the  ground  and  connect  one  field  and  armature  to- 
gether; ground  the  remaining  field  to  the  rail,  and  by 
means  of  a  wire  run  through  a  starting  coil  or  other  re- 
sistance, touch  the  remaining  armature  lead  and  give  the 
armature  a  spin.  If  it  turns  in  the  right  direction,  mark 
the  armature  lead  where  the  current  enters,  Ai,  the  other 
armature  lead,  AAi\  the  grounded  field  lead,  £1 ;  the 
other  field  lead,  Fi.  Should  the  armature  turn  in  the 
wrong  direction,  let  the  grounded  field  and  its  mate  ex- 
change places,  and  mark  them  accordingly.  The  No.  2 
motor  is  tested  and  marked  in  the  same  way.  Now  the 
taps  out  of  the  car  weiring  hose  have  the  same  marks  on 
them,  and  like  marks  connect  together.     The  final  result 
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of  the  test  is  that  the  current  enters  the  two  motor  ar- 
mature leads  at  Hke  ends  of  the  motor ;  but  it  enters  the 
front  field  lead  on  the  No.  i  motor,  and  the  rear  field 
lead  on  the  No.  2  motor.  This  polarity  test  is  often  de- 
ferred until  the  two  motors  have  been  hung  on  the  car 
axles.  It  is  just  as  well  one  time  as  another.  It  is  nec- 
essary to  mark  the  leads  for  only  one  equipment,  by  test, 
when  the  leads  on  all  the  others  can  be  marked  similarly. 
A  man  familiar  with  the  motors,  controllers  and  car  wir- 
ing of  a  given  equipment,  does  not  need  any  marks  at  all. 

The  motors  being  electrically  all  right,  are  ready  to  hang 
on  the  axle.  At  the  same  time  that  the  motors  are  being 
mounted,  the  carpenter  is  setting  up  the  controllers,  in- 
stalling the  trolley  stand,  overhead  switches,  etc.,  so 
that  all  branches  of  the  work  are  ready  at  about  the  same 
time,  and  the  car  can  be  set  down  on  the  truck.  The  car 
wiring  hose  is,  of  course,  made  up  and  installed  before 
the  car  body  is  let  down.  The  truck  boxes,  and  motor 
axle,  and  armature  boxes  are  oiled  or  packed  before  the 
truck  is  moved.  The  most  particular  part  of  the  truck 
work  is  the  setting  of  the  gear ;  the  gear  is  to  the  truck 
what  the  commutator  is  to  the  motor. 

Setting  the  Gear. — ^To  put  on  a  gear  properly 
is  more  of  a  job  than  some  people  trunk  it  is.  It  will  be 
assumed  that  all  the  gear  teeth  are  the  same  size,  and  that 
the  two  halves  of  the  gear  are  mates ;  that  is,  that  they 
have  been  bored  together,  and  that  the  hole  is  in  the  center. 
The  first  thing  to  do  is  to  inspect  the  gear,  to  see  that  it 
is  of  the  size  and  bore  wanted ;  that  it  has  no  irregular 
teeth ;  that  the  teeth  have  not  been  hammered  on  the  end, 
making  a  ridge  to  bend  the  armature  shaft ;  that  it  has  nn 


568  TESTING  OF  DYNAMOS  AND  MOTORS. 

cracks  visible  to  the  eye,  or  audible  when  the  gear  is  struck 
with  a  hammer.  If  there  are  any  ridges,  they  must  be 
chipped  and  dressed  with  a  file.  The  next  step  is  to  lay 
the  gear  down  and  take  the  bolts  out ;  never  use  a  monkey 
wrench  on  gear  nuts ;  use  a  socket  wrench  or  an  S  wrench. 
When  the  gear  comes  apart,  sometimes,  though  not  al- 
ways, four  little  strips  of  sheet  iron,  called  shims  or  liners, 
fall  out.  The  gears  are  cut  with  these  shims  in  between 
the  two  halves,  with  the  result  that  both  halves  are  a  lit- 
tle less  then  half  a  circle,  so  that  when  the  gear  is  put  on 
an  axle  that  is  slightly  too  small,  it  will  pull  up  tight. 
The  position  of  the  keyway  for  the  key  that  secures  the 
gear  must  be  selected  with  due  regard  for  the  dimensions 
of  the  motor,  or  the  result  may  be  to  have  one  end  of  the 
motor  interfere  with  one  of  the  car  wheels.  The  key 
should  be  fit  so  snugly  in  the  keyway  that,  when  struck 
with  the  hammer,  the  sound  and  feel  should  be  the  same  as 
if  the  axle  were  struck.  One  may  then  be  certain  that  the 
key  is  in  solid  and  not  apt  to  get  loose.  Before  inserting 
the  key,  all  burrs  should  be  smoothed  off  with  a  file,  and 
the  key  tried  in  both  the  axle  and  gear  keyways.  The  key 
snugly  in  place,  the  keyway  half  of  the  gear  is  put  on. 
If  the  gear  fits  the  axle  as  it  should,  it  should  require 
some  pounding  to  force  it  into  place.  Never  pound  a 
gear  with  a  hammer  without  laying  a  piece  of  copper  or 
wood  on  top  of  it.  If  pounding  fails  to  force  the  gear  on 
it  may  be  bored  too  small,  or  the  axle  may  be  a  trifle 
large.  In  such  a  case,  ascertain  which  is  at  fault  and 
remedy  it,  with  the  end  in  view  of  keeping  everjthing  to 
standard  size.  If  the  gear  fits  the  axle  exactly,  it  is  best 
to  put  a  piece  of  thin  paper  in  between  the  two  and  force 
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the  gear  on  over  it ;  the  gear  is  then  much  less  apt  to  get 
loose.  In  some  cases,  where  a  new  gear  is  put  on  an 
old  axle,  it  sometimes  goes  on  so  loosely  that  it  is  ne- 
cessary to  put  in  a  liner  of  iron  or  emery  cloth.  Where 
a  gear  is  bored  too  small,  it  can  be  rebored,  but  where  it 
is  too  large,  if  it  must  be  used,  it  must  be  shimmed.  It 
is  even  the  practice  to  put  4  in.  gears  on  3f  in.  axles ;  but 
in  such  cases,  the  lining  must  be  done  with  great  care,  and 
the  key  must  be  made  deeper  to  allow  for  the  thickness  of 
the  liner.  When  a  liner  or  shim  gets  to  be  3-16  in.  thick, 
it  is  called  a  bushing,  and  the  best  way  to  make  such  a 
bushing  is  as  follows :  Take  a  wrought-iron  ring  of  the 
width  of  the  gear,  and  of  such  thickness  that  the  outside 
can  be  turned  to  fit  the  bore  of  the  gear,  and  the  inside  to 
fit  the  axle.  The  ring  is  put  in  a  lathe  and  finished  inside, 
so  it  can  be  driven  on  a  mandrel  and  finished  outside.  A 
piece  is  then  sawed  out  the  width  of  the  key,  and  the  ring 
split  to  go  on  the  axle.  A  gear  bushed  in  this  way  will 
give  no  trouble. 

If  the  upper  half  is  a  good  fit,  the  lower  half  is  very 
apt  to  be.  The  upper  half  is  the  more  particular  of  the 
two,  because  it  has  the  key  seat  in  it.  As  soon  as  the 
upper  half  is  on,  the  axle  is  turned,  the  lower  half  put  on 
and  the  bolts  put  in.  On  all  modern  gears  there  are  lugs 
cast  to  keep  the  bolt  heads  from  turning  when  tightening 
up  the  nuts.  Lock  washers  are  put  under  the  nuts,  so  that 
they  can  not  work  off  and  get  between  the  gears  and  bend 
the  armature  shaft  or  break  the  motor  frame.  In  tighten- 
ing up  the  bolts  in  a  gear  the  four  nearest  the  axle  should 
be  tightened  up  first.  When  a  gear  is  on  right,  the  face 
of  the  hub  should  square  up  with  the  axle.  The  better 
the  job  done  on  a  gear,  the  longer  it  will  last. 
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MorxTiNG  THE   Motors. — The  gears  on,    it  is    in 

or  !cr  to  hanj^:  the  motors.     Before  doing  so.  pour  a  Httle 

..i!  in  the  armature  l)oxes  and  give  the  armature  a  spin. 

:     see  that  the  armature  has  end  play,  that  none  of  the 

'xrihngs  hind,  and  that  the  core  does  not  rub  the  pole 

•:i«rJt>.     The  motor  must  l)e  so  placed  that  when  one  axle 

'Hrarnc:  is  ?nug  against  the  gear  and  the  other  against 

:::c  ixle  collar,  the  suspension  lug   will    fall  in  line  whh 

li?  ?*jrrort,  so  that  it  will  not  he  necessary  to  bar  the 

Tsi.r  r    ver  and  put  a  wearing:  strain  on  any  part  of  it. 

T'l^TiNC*  THE  Gears. — To  test  the  gears,   jack  the 

•:     :\v  end  until  the  wheels  on  that  t-nd  art-  off 

-.  ■     :.".-    MiK'k  uj)  tlie  ni<>t«»r  nn  tliat  end.  tr>  take  its 

. .   ^  ■-    ^  :;:c  axle.  iK-causc  the  ear  journal  brass  is  on  lo]^ 

.  ■,  L\'.-    Ji"d  as  soon  a>  tlu-  truck  frame  is  raised,  the 

•  -.-^  :r.':"r  and  wlieels  draws  the  axle  down  on 

•    -     :  :::c  'ournal  l)ox.  wliere  there  is  no  bearing. 

-  -.  :--,  axle  is  apt  to  be  ba<lly  cut.     Xext  connect 

^   ...  .-   r^  j<  in  the  test  f«»r  polarity,  and,  if  possible. 

^  •      \  .  .'  -''.t'''<tat.  so  that  the  s]>eed  can  be  regulated. 

^..  -  -\< -:ance  is   then   adjusted   so  lliat   the   car 

.   .._.     ;V-.::  150  r.  ]>.  m.      Any  fault  in  the  gear- 

-^*  \>:  itself  in  any  nf  several  ways.    The  gears 

T    -^     •" -'!  1  spin  without  the  gear  case  on.     If  the 

— -  iins:  n<Mse  once  i)er  revolution  of  the 

_^^     .    -::»:  Cites  that  the  car  axle  is  sprung  :   (»r 

_    ^^  ^  vrvd  out  of  center:  or  that  the  gear  is 

_^   ..       *:  the  axle  i>  'sprung,  the  whole  motor 

r  ^"  ^^'^  *^"'^  f'»rtli.  and  uj)  and  «lo\vn. 

_    «    -  -,  -evolves,  and  the  side  frames  of  the 

^,    .  .ir-T  :«'*  work  up  and  down.     If  the  gear 


CAR  EQUIPMENT  TESTS.  57 1 

is  bored  out  of  center,  the  fact  is  most  readily  detected  by 
putting  a  little  stiff  grease  on  the  gears  and  noting  how  it 
wears ;  on  the  high  side  of  the  gear  the  grease  will  work 
further  down  into  the  trough  of  the  teeth  than  on  the  low 
side ;  ako,  one  familiar  with  the  work  is  able  to  recognize 
a  difference  in  the  sound  when  the  high  side  passes  under 
the  pinion.  If  the  gear  is  on  lop-sided,  it  will  be  seen  to 
wobble  when  looked  at  from  the  rear.  If  the  grinding 
noise  occurs  several  times  per  revolution  of  the  car  wheel, 
it  indicates  an  imperfection  in  the  pinion,  or  a  bent  ar- 
mature shaft.  If  the  shaft  is  bent,  the  motor  brushes 
will  chatter. 

A  clicking  or  knocking  noise  once  per  revolution  of  the 
gear,  indicates  that  the  gear  has  an  odd  sized  tooth  in 
it  (due  to  the  machine  or  to  the  man  that  cut  it)  ;  or  that 
the  two  halves  of  the  gear  are  open  on  one  side ;  or  the 
gear  may  be  loose  on  the  axle;  or  the  key  may  be  loose 
or  worn.  If  the  gear  has  one  or  more  big  teeth  in  it,  their 
wear  will  show  it,  and  the  trouble  can  be  relieved  by 
dressing  the  faulty  teeth  with  a  chisel  and  file.  If  the 
gear  has  several  small  teeth,  the  best  thing  to  do  is  to 
change  the  gear.  If  one  side  of  the  gear  is  open  on  one 
side,  close  it,  if  possible,  by  drawing  up  on  the  bolts ;  if 
not,  take  the  gear  off  and  set  it  again.  If  the  gear  or  key 
is  loose,  the  chances  are  that  both  key  and  keyway  are 
badly  worn,  and  the  best  thing  to  do  is  cut  a  keyway  on 
the  other  end  of  the  axle,  in  which  case  the  axle  must  be 
turned  end  for  end,  to  bring  the  gear  on  the  right  side. 
A  loose  gear  can  be  detected  by  pinching  the  gear  back 
2nd  forth  with  a  bar. 

If  the  gears  run  smoothly  with  the  cases  off,  put 
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cases  on  and  try  them  again.  Any  grinding  noise  will  be 
due  to  the  gear  or  pinion  rubbing  the  gear  case.  Anyone 
familiar  with  the  noises  can  tell  whether  it  is  the  gear  or 
pinion,  by  the  pitch  of  the  noise.  To  minimize  the 
chances  of  the  gear  case  rubbing,  all  burrs  should  be 
cleared  off  inside  of  both  ends  before  the  gear  case  is  put 
on.  The  gear  case  should  be  put  on  centrally,  or  the  side 
play  in  the  armature  will  let  the  pinion  over  against  it, 
and,  in  course  of  a  short  while,  the  pinion  will  mill  a  hole 
in  it. 

Starting  the  Car. — The  controlling  de\nces  in- 
stalled, the  wiring  hose  in  place,  and  the  motors  mounted, 
the  truck  is  run  under  the  car  and  all  connections  made. 
If  everything  is  all  right,  the  car  is  ready  to  start  as  soon 
as  the  pole  is  on,  the  overhead  switches  closed,  and  the 
controller  put  on  the  first  notch.  It  is  a  wise  precaution 
when  installing  a  car  for  the  first  time  to  insert  a 
resistance  in  the  circuit  somewhere,  so  that  in  case  a 
ground  or  other  wrong  connection  exists  at  the  time  of 
trying  to  start,  there  will  be  no  violent  demonstration. 
As  good  a  place  as  any  to  insert  this  resistance  is  on  top 
of  the  car,  between  the  roof  wire  and  the  trolley  stand. 
Take  a  starting  coil  and  lay  it  on  a  sheet  of  J-in.  asbestos, 
so  that  in  case  it  gets  hot,  the  car  roof  will  not  be  dam- 
aged. Everything  ready,  one  controller  is  put  on  the  first 
notch  (the  pole  being  on  and  the  hood  switches  in).  If 
the  car  fails  to  start,  it  may  be  due  to  absence  of  power  on 
the  line,  to  an  open  circuit,  or  to  a  ground  or  wrong  con- 
nection. If  the  controller  shows  no  flash  when  thrown 
off,  the  trouble  is  due  to  lack  of  power  or  to  an  open  dr- 
cuit.    If  the  power  is  oflF  the  line,  the  car  lamps  will  fail 
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d  SO  will  the  test  lamps.  The  car  lamps  can 
oi  De  reued  on,  alone,  for  the  lamp  circuit  may  be  de- 
tective>  If  the  lamps  burn,  the  trouble  is  due  to  an  open 
circuit.  Try  the  controller  on  the  other  end  of  the  car; 
if  the  car  still  fails  to  start  tliere  also,  cut  hi  one  motor  at  a 
time  and  tr>^  both  motors;  if  the  car  still  fails  to  start,  the 
oi>eii  circuit  must  be  in  some  part  of  the  circuit  common 
to  both  uiotorii,  anywhere  from  Z  to  S,  Fig.  199,  or  in  the 
ground  wire,  and  may  be  due  to  any  of  the  folIo%ving' 
causes:  The  trolley  wheel  may  be  resting  on  a  Hne 
breaker:  an  overhead  switch  may  i>c  open  or  defective; 
there  may  Ik.  too  ihick  a  coat  of  paint  on  the  base  of  the 
pole,  insulating  it  from  the  socket ;  the  roof  trolley  wire 
may  be  disconnected  from  the  stand;  the  lightning  ar- 
rester may  be  connected  in  wrong;  the  ground  connec- 
tion may  be  bad ;  the  car  may  be  standing  on  a  dead  rail. 
The  first  step  to  take  is  to  see  that  the  pole  is  on  the  wire, 
that  both  hood  switches  or  circuit  breakers  are  closed — 
they  are  supposed  to  have  been  tested  before  being  in- 
stalled— and  that  the  fuse-box  has  a  fuse  in  it.  If  these 
are  all  right,  inspect  the  trolley  stand  wire  and  ground 
wire.  Other  causes  are  harder  to  locate,  and  will  be 
deferred  until  the  lamp  test  is  taken  up. 

If  the  car  will  start  on  both  motors,  on  one  controller, 
but  will  not  start  at  all  on  the  other,  it  indicates  the  open 
circuit  to  be  local  to  one  controller  circuit.  In  Fig.  199, 
an  open  circuit  from  tap  S  to  finger  ^i  on  either  end, 
will  disable  the  car  on  that  end.  For  example,  if  one  of 
the  blow  coil  connections  gets  loose,  or  if  the  trolley 
finger  fails  to  make  contact  on  either  controller,  no  cur- 
rent can  get  to  either  motor,  so  the  car  can  not  be  operated 
from  that  end. 
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If  the  car  fails  to  start  on  both  ends  with  l>oth  motors 
cut  in,  bat  will  start  on  both  ends  with  one  motor  cut  out, 
it  goes  to  show  that  the  break  is  local  to  the  motor  that  is 
cut  out.  One  of  its  leads  may  be  pulled  out  of  its  connect- 
or, or  a  brush  maybe  missings  or  a  brush-holder  spring 
may  not  be  resting  on  the  brush.  In  any  case,  the  car  will 
not  start  with  the  motors  in  series,  but  will  start  on  the 
good  motor,  as  soon  as  the  controller  is  thrown  to  Uie 
inuUiple  positioii. 

With  an  open  circuit,  anywhere  from  finger  J^^  to  the 
J^^  splice  of  the  starting^  coil,  or  if  the  J^^  hnger  fails  to 
make  contact  with  the  drum,  the  controller  affected  wilt 
not  start  on  the  first  notch,  but  will  start  on  the  second. 
If  the  break  is  in  the  ^^  tap  wire,  or  in  the  starting  coil 
itself,  between  -^,  and  J?^  the  car  will  not  start  on  the 
first  notch  at  either  end.  An  open  circuit  on  the  ^3  tap, 
or  in  the  coil  itself,  l>etween  J^^  and  J^^  will  prevent  the 
car  from  starting  on  either  end  until  the  controller  is  put 
on  the  third  notch.  The  most  common  cause  of  failure 
to  start  is  want  of  contact  between  a  finger  and  the  drum. 
If  the  ^g  finger  fails  to  make  contact  on  one  controller  the 
car  will  start  on  the  first  notch  of  that  controller^  but  will 
loose  tlie  {Kiwer  on  the  second  notch,  and  pick  it  up  again 
on  the  third  notch.  If  the  break  is  in  the  .^^  tap,  both 
ends  of  the  car  will  behave  as  in  the  last  case.  Any  trouble 
due  to  bad  finger  contacts  is  always  accompanied  by  more 
or  less  sizzling  that  can  be  heard  and  felt  in  the  handle. 

Some  open  circuits  can  be  readily  located  by  inspec- 
tion or  symptom,  and  others  can  not.  Any  kind  of  an 
open  circuit  can  be  qnickU^  located  with  a  test  lamp  cir- 
cuit, as  follows :    Hang  one  of  the  lamp  test  lines  over 
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the  trolley,  or  stick  it  into  the  trolley  side  of  the  car  lamp 
circuit  leaving  the  other  test  line  free  to  test  with.  Let  us 
assume  that  the  positive  test  line  is  hung  over  the  trolley 
wire.  In  this  case,  the  car  pole  is  tied  down,  the  over- 
head switches  put  in,  and  one  of  the  controllers  put  on  the 

T 


Fig.  200. 


first  notch.  Suppose  that  the  open  circuit  is  due  to  paint 
on  the  bottom  of  the  pole.  The  only  way  the  lamp  circuit 
can  get  a  ground,  and  light  its  lamps,  is  by  way  of  the 
main  motor  circuit,  and  if  there  is  a  break  in  this  circuit 
the  lamps  can  not,  of  course,  light,  until  the  test  line  gets 
on  the  ground  side  of  the  break.    Accordingly,  the  lamps 
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will  not  light  when  the  test  line  is  touched  to  the  trolley 
harp  or  wheel,  because  they  are  on  the  positive  side  of  the 
break;  but  as  soon  as  the  test  line  touches  the  trolley 
stand,  or  the  roof  wire  running  to  it,  the  lamps  light. 

The  idea  is  more  clearly  seen  by  means  of  Fig.  200.  L 
is  the  test  bank;  P  is  the  pole;  N,  the  socket;  5",  the 
stand;  K,  K,  the  two  hood  switches;  AA\  the  two  mo- 
tors. The  break,  caused  by  the  paint,  is  between  P  and 
N.  When  the  test  line  is  touched  to  P,  the  lamps  do  not 
light,  because  no  current  can  get  through  the  paint ;  but 
when  the  test  line  is  touched  to  S,  the  current  can  pass 
through  the  path,  T-L-S-K-K-A-A',  to  the  ground  at  G, 

Suppose  the  break  to  be  due  to  a  wrong  connection  of 
the  lightning  arrester;  on  that  type  of  arrester  through 
whicn  the  motor  current  does  not  flow  (the  type  indi- 
cated in  Fig.  199),  there  is  little  chance  of  a  wrong  con- 
nection being  made;  such  arresters  have  but  two  leads, 
and  these  are  of  such  light  wire  that  no  one  with  common 
sense  would  connect  the  arrester  in  series — the  only  con- 
nection that  can  make  an  open  circuit;  but  on  arresters 
that  have  three  connecting  wires  or  posts,  it  is  an  easy 
matter  to  create  an  open  circuit.  In  Fig.  201,  views  A 
and  B  show  two  three-post  arresters  properly  connected; 
a  is  the  air  gap  in  all  the  viewb.  C  and  D  show  the  same 
arresters  so  connected  that  the  trolley  wire  is  on  the 
wrong  side  of  the  air  gap.  In  this  case,  the  current  can  ' 
not  get  to  the  motor  circuit,  as  there  is  a  break  at  a,  so 
the  test  lamps  can  not  light  until  the  test  line  crosses  the 

gap. 

In  Fig.  199  suppose  that  one  of  the  No.  i  motor 
brushes  is  left  out — the  A^  brush,  for  example — touch  the 
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test  line  successively  to  the  T,  -^j,  ^,,  ^|,  j4,  and  JAi 
connectinij  posts;  the  lamps  will  not  light  until  the  test 
line  totiches  the  ^4A^  jxist,  showing  that  the  fault  lies 
somewhere  between  jIi  and  ylA^  Its  location  can  lie 
still  further  determined  hy  touching,  successively,  the  ^i 
reverse  finger  and  brush  hohicr,  and  the  AA^  bru^h 
holder.     The  lamps  will  light  on  AA^,  but  not  on  ^,, 

>T 


showing  the  fault  to  be  between  the  two.  In  all  cases, 
when  testing  for  an  open  circuit  with  the  lamp  circuit, 
the  fault  always  lies  between  the  two  points  between 
which  the  lamps  light  and  fail  to  light. 

There  is  no  condition  that  will  give  a  novice  more 
trouble  than  a  "dead  rail,"  which  gives  the  same  symp- 
tom as  an  open  circuit.  A  dead  rail  is  due  to  the  break- 
ing of  the  bond  wires  that  connect  the  rails  together.    In 
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such  a  case  the  open  circuit  exists  between  the  dead  rail 
aiid  the  rails  adjacent  to  both  ends  of  it,  A  dead  rail  is 
called  dead  because  no  current  can  get  from  it  to  adjoin- 
ing raHs;  but  it  gets  very  much  ahve  when  a  car  runs 
on  to  it,  and  a  person  standing  on  an  adjacent  rail  and 
touching  the  dead  rail,  or  any  part  of  the  iron  work  of 
the  car,  will  get  a  severe  shock.  A  dead  rail  can  he  de-d 
tectcd  v^ith  the  lamp  circuit.  Neither  the  car  lamjjs  non 
the  test  lamps  will  light  on  the  dead  rail,  but  will  light  on 
the  rails  next  to  it.  To  have  a  car  move  itself  off  a  dead 
rail,  a  switch  iron  or  other  piece  of  metal  must  be  shoved 
down  between  the  dead  rail  and  the  one  next  to  it. 

Grounds  and  Short  Circuits. — If  a  car  fails  to 
start  on  the  first  notch  and  the  controller  flashes  when 
thrown  off,  it  may  be  due  to  any  of  several  causes :  It  is 
most  apt  to  be  due  to  a  ground  ^  short  circuit  or  wrong 
connection,  but  sometimes  it  may  be  due  to  stiffness  of 
the  bearings  or  sticking  of  the  brake- shoes.  With  tlie 
lamp  circuity  the  existence  of  a  ground  can  be  quickly 
determined,  and  can  be  located  in  a  very  short  while. 
To  determine  if  a  ground  exists,  throw  the  reverse  switch 
to  the  "off"  position,  in  order  to  disconnect  the  field  that 
is  permanently  grounded,  and  touch  every  part  of  the 
controller  with  the  test  line.  Ko  part  of  the  controllers 
should  cause  the  lamps  to  light,  except  the  6ngers  which 
are  permanently  grounded  to  the  upper  bar  of  the  right- 
hand  motor  cut-out.  If  the  test  shows  the  existence  of  a 
ground,  it  can  be  located  by  a  process  of  elimination. 
The  heater  and  lamp  switches  must  be  turned  off,  or  re- 
sults may  be  misleading.  A  ground  anywhere  from  L 
to  the  fuse-box  will  cause  a  demonstration  as  soon  as  the 
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pole  is  put  on  the  wire,  and  it  must  either  bum  itself  out 
or  blow  Uie  slalkm  breaker,  because  the  car  fuse  can  not 
act.  If,  however,  breakers  are  used  instead  of  hood 
switches,  they  will  act  and  relieve  the  situation  promptly, 
Iiagroomdtakeaplacebetweenthe  fuse-box  and  the  trolley 
finger  on  either  controller,  the  car  fuse  will  blow  as  soon 
as  the  pole  is  put  on.  Such  grounds  generally  announce 
themselves  verj'  forcibly  and  do  enough  buriring  to  make 
the  location  easy  to  find.  If  the  ground  is  between  the 
fuse-box  and  the  controller  trolley  finger,  and  it  can  not 
1^  f-.,.^,^  1,,-  ;.icpf'rT!07T.  i^rorf'tvl  n^  follows:  Disconnect 
the  trolley  side  of  the  lightning  arrester  and  test  with  the 
lamp  circuit ;  if  the  ground  is  due  to  contact  between  the 
arrester  points,  the  disconnection  of  the  arrester  will  re- 
move the  ground.  If  it  does  not,  disconnect  the  blow 
coils  in  the  controllers,  one  at  a  time,  and  test  after  each 
disconnection.  If  the  disconnection  of  a  blow  coil  re- 
moves the  ground,  the  ground  is  in  that  coil.  If  it  is  in 
neither  blow  coil  nor  the  arrester,  it  must  be  in  one  of  the 
connecting  wires  or  in  the  main  car  trolley  wire. 

A  ground  in  the  starting  coil  or  any  of  its  connecting 
wires  or  fingers  will  cause  the  lamps  to  light  if  any  of 
the  wires  marked  ^  or  19  are  touched  with  the  test  line. 
In  order  to  locate  the  affected  part  exactly,  the  wires 
must  be  disconnected,  one  at  a  time,  and  a  test  made  after 
each  disconnection.  As  soon  as  the  faulty  wire  is  dis- 
connected the  remaining  ones  will  not  light  the  test  lamps^ 
but  the  faulty  one  will.  Grounds  on  the  resistances  are 
often  due  to  brake-rods,  levers,  chains,  etc.  A  ground 
on  motor  field  No.  i,  or  any  of  its  connections,  will  cause 
the  test  lamps  to  light  up,  when  the  test  line  is  touched 
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to  any  connection  marked  F^  or  ^j ;  a  ground  on  the  No. 
I  motor  armature  will  show  up  the  lamps  on  any  A  ^  or 
AA^  connection,  and  on  the  armature  itself.  To  tell 
whether  the  fault  is  in  the  armature  itself  or  in  some  wire 
leading  to  it,  draw  the  brushes  and  test  both  the  brush 
holders  and  the  commutator.  A  ground  on  motor  arma- 
ture No.  2  will  show  up  on  any  A^or  AA^  connection,  and 
must  be  located,  as  in  the  last  case.  Any  connection  marked 
F^  or  E^  will  always  show  up  a  ground,  because  one  end 
of  the  No.  2  field  is  permanently  connected  to  the  ground 
wire,  as  in  Fig.  199,  or  to  the  motor  frame,  so  that  in  or- 
der to  test  it  for  a  ground,  the  ground  wire  must  be  dis- 
connected. The  whole  principle  of  locating  a  ground 
lies  in  disconnecting  the  wires,  one  at  a  time,  and  elimi- 
nating the  faulty  one. 

It  is  possible  for  a  ground  to  exist  in  such  a  place, 
that  the  car  will  start  up  all  right  and  run  on  the  series 
notches,  but  will  blow  a  fuse  as  soon  as  the  motors  are 
thrown  to  multiple.  Take,  for  example,  a  ground  on  the 
motor  field  No.  i ,  or  the  No.  2  motor  brush  holder.  In 
Fig.  202  it  can  be  seen  that  a  ground  at  G,  the  dotted  line, 
cuts  out  motor  No.  2  entirely ;  as  long  as  the  motors 
are  in  series,  the  current  passes  through  motor  No.  i 
and  to  the  ground,  through  the  fault.  As  soon  as  the 
motors  go  over  to  multiple,  the  fuse  will  blow  if  the 
ground  is  on  the  No.  2  armature  brush  holder,  but  there 
will  be  no  demonstration  at  all  if  the  ground  is  on  the 
negative  end  of  the  No.  i  field.  A  car  may  run  along 
for  days  in  this  condition  with  no  other  symptom  than 
that  the  car  starts  slowly,  and  runs  at  a  lower  speed  on 
series  points. 
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If  when  the  car  fails  to  start  the  controller  flashes  on 
being  thrown  off,  it  can  not  be  told  immediately  whether 
the  fault  is  due  to  a  ground,  short  circuit,  or  wrongs  con- 
nection. To  tell  if  it  is  a  ground,  disconnect  the  motor 
ground  wire  and  try  the  controller  again :  if  it  shows  no 
flash,  the  removal  of  the  ground  wire  has  removed  the 
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only  ground,  so  that  the  fault  must  be  due  to  a  short  cir- 
'  cuit  or  a  wrong  connection. 

Short  circuits  in  the  controller  or  in  the  car  wiring 
hose,  as  a  rule,  do  so  much  burning  that  they  are  easily 
located  by  the  eye.  A  short  circuit  between  controller 
parts  can  be  located  with  the  lamp  circuit,  as  has  been 
shown.  It  can  also  be  used  to  test  the  hose,  as  follows : 
The  hose  must  be  disconnected  at  both  ends;  the  resist- 
ance coil  and  both  motors  must  also  be  disconnected,  for, 
of  course,  if  the  wires  are  left  in  the  coil,  the  lamps  will 
light  from  one  wire  to  the  other  through  the  coil;  the  same 
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is  true  iB  regard  to  the  motor  wires,  Tlie  test  lamp  con- 
nections of  Fig*  196  are  used;  oue  test  line  is  hooked  on 
to  one  of  the  car  wires  and  the  other  test  line  used  to 
H  touch  every  other  car  wire.  If  the  tester  is  famihar  with 
the  controller  under  test,  it  is  unnecessary  to  disconnect 
the  controllers,  as  all  the  blocks  to  which  the  car  wires 
connect  are  insulated  from  each  other  when  both  drums 

■   are  at  the  "  off  "  position. 
There  are  two  very  common  sources  of  short  circuit 
that  care  must  be  taken  to  avoid.    The  trolley  and  ground 

■  wires  being  alike,  are  easily  confused;  if  they  become  lu- 
terchaiigfed  in  either  controller,  the  car  fuse  blows  as  soon 
as  the  pole  is  put  on  the  wire,  or  as  seen  in  Fig,  199,  the 
current  passes  through  the  fuse- box  directly  to  the  ground. 
The  other  common  source  is  due  to  the  workmen*  s  practice 

B  of  using  a  wrench,  itistead  of  the  handle,  to  turn  the  con* 
troller  drums ;  the  result  is  that  a  reverse  drum  is  some- 
times left  at  an  '*on"  position  on  one  of  the  controllers; 

m  let  it  be  left  at  ''go  ahead,"  for  example;  if  anyone  goes 
to  the  other  controller  and  throws  its  reverse  lever  to  '*go 
ahead*'  and  tries  to  scart  the  car,  the  car  fuse  blows ;  be- 
cause the  two  controllers  are  set  to  run  the  car  in  opposite 
direct  ions »  with  the  result  that  there  is  a  short  circuit,  as 
soon  as  enough  of  the  starting  coil  is  cut  out. 

I  It  will  be  seen  in  Fig.  199  that  the  armature  wires  are 
crossed  in  one  controller;  that  is,  the  A^  armature  wire 
goes  to  the  A  j  connecting  board  block  on  the  front  con- 
troller, but  it  connects  to  the  AA^  block  on  the  rear  one; 
the  same  is  true  of  the  No,  2  armature ;  this  is  done  so  that 

•  the  car  will  move  in  the  direction  that  the  reverse  lever 
points,  irrespective  of  which  controller  is  in  use.  The 
armature  wires  are  said  to  run  to  the  front  controller 
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s^tUgki,  and  to  the  rear  controUer  crossed^  and  the  de- 
vice is  nccc^san^  from  the  fact  that  the  controllers  face  qh 
positdy,  ;is  regards  ihe  direction  of  motion  of  the  car. 

It  has  liccn  shown  how  to  test  the  polarity  of  the  motors 
so  that  ihc  proper  direction  of  rotation  shall  be  insiirt^l 
Experts    r  ■  n  -^!      !     r-  *  --^  r:  ^-^  !his  prj^liminary  test, 
preferring^  lo  connect  uic  motors  up  ''hit  or  husri,"  ^d 
correcting  the  job  where  a  trial  proves  it  necessary. 
This  "hit  or  miss"  method  of  connecting  can  result  in 
any  of  the  following  complications:    The  moWs  may 
oppose  or  "buck"  each  other  on  one  or  both  ends  of  the 
car,  so  that  the  car  can  not  move  at  all  on  both  motors. 
The  car  may  move  oppositely  to  the  indication  of  the  re- 
verse    lever,     on     one     or     both     ends.      One     motor 
may     obey     the     indication     of     the     reverse     switch 
on     both     ends    of    the    car,     and    the     other    motor 
disobey  it  on  one  or  both  ends.     Any  of  the  above  com- 
plications can  be  straightened  out  as  follows:      (i.)  If 
the  motors  buck  each  other,  the  gears  will  be  heard  to 
give  a  click  when  the  controller  is  put  on  the  first  notch, 
and  the  controller  will  flash  when  thrown  to  the  "off"  po- 
sition.    To   settle   the   matter   conclusively   and    decide 
which  motor  must  be  corrected,  try  them  one  at  a  time, 
on  both  ends  of  the  car,  and  note  which  motor  obeys  the 
reverse  lever.     If  motor  No.    i  is   right  on   the  front 
end  and  wrong  on  the  rear  end,  while    motor    No.    2    is 
wrong  on  the  front  end  and  right  on  the  rear  end,  re- 
verse the  No.  2  armature  wires  in  the  front  controller,  and 
the  No.  I  armature  wires  in  the  rear  one.      If  the  No.  i 
motor  is  right  on  both  ends,  and  the  No.  2    wrong  on 
both  ends,  the  armature  leads  of  the  No.  2  motor  must 
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be  reversed  at  the  motor.  If  the  No.  i  motor  is  wrong 
on  both  ends,  reverse  its  armature  leads  at  the  motor. 
(2.)  If  both  motors  are  right  on  one  end  and  buck  on  the 
other,  reverse  the  controller  armature  wires  on  the  motor 
that  is  wrong.  (3.)  If  the  car  moves  contrary  to  the 
indication  of  the  reverse  lever  on  one  end  and  is  all  right 
on  the  other,  reverse  the  controller  armature  wires  of 
T  T 
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both  motors  on  the  contrary  end.  If  the  movement  of 
the  car  is  contrary  on  both  ends,  reverse  both  motor  ar- 
mature leads  at  the  motors. 

Assuming  that  the  car  starts  properly  on  the  first 
notch,  it  should  notch  in  evenly  distributed  impulses  up 
to  the  last  scries  notch,  where  the  loop  or  shunt  is  cut 
into  action.  If  any  of  the  resistance  wires  get  inter- 
chanji^ed  in  a  controller,  it  will  cause  the  car  to  accelerate 
in  jumps  on  that  controller;  if  the  resistance  wires  get 
confused  at  the  coil  itself,  it  will  cause  bad  notching  at 


,  to  the  ground 
ttarU  with  a 


both  ends.  Fen  exampk,  sopfni^*  the  .-^i  aod  M^ 
intcrduuigied  mt  the  cuil  itaelf.  [n  Ftg.  k^j  view  « 
the  reustanoe  wiTrs  property  eofwected;  rkm  k 
the  JP|  and  JPj  wires  iotcrchangiccl :  in  view  l».  oa  the  fost 
notch,  the  current  i^ts  the  path,  T-T-L-M-SO-P-C, 
the  staning  coil  i5  cm  o«ii  and  the  ^r 
jump.  On  the  second  nalch,  the  am^st 
path  is  T'T'LB'D-P-C ;  half  the  coil  is  ou  in,  so  the 
car  runs  faster  on  the  firvt  notch  tbu  on  the  second.  On 
the  third  noicit   iht  c  ,  P-^; 

the  whole  coil  is  cut  in  and  the  car  runs  slower  than  ever. 
Such  a  mistake  in  connections  is  most  noticeable  on 
grades  and  cur\*es  and  with  loads,  the  car  jeridng^  and 
luiltini::  in  a  very  disagreeable  manner.  The  contrDller 
tips  hum  and  blister,  and  the  starting  coil  beats.  Coo- 
fusion  of  the  /?,  and  /?j,  or  the  -^,  aini  J^^  wipes  causes 
the  same  action,  but  to  a  less  degree.  If  tbe  car  starts 
snKx>lhly  and  notches  evenly,  it  should  be  ran  a  mile  cc 
so  with  the  motor  amiature  and  axle  cap  bolts  loosened 
up  a  little  to  give  the  bearings  a  chance  to  find  a  scaL 
In  starting  a  car  for  the  first  time,  the  whole  action  of  the 
car  is  more  or  less  stiff,  and  especially  is  this  true  of  th? 
bearings.  It  is  a  good  idea  to  prime  the  bearings  with  a 
gvxni  quality  of  Oklinder  oil  to  start  ij^-ith,  and  pad:  the 
K>ves  with  regular  motor  grease,  Tbe  gear  cases  are 
tilled  to  a  depth  of  about  6  in.  with  gear  grease.  If  none 
v^f  the  bearings  show  a  icndcncy  to  heat,  the  csqis  can  he 
screwxd  do\Mi  and  the  car  pu:  on  a  re^lar  run,  wlndi 
if  passible,  should  be  so  seJected  as  to  have  tLe 
the  sbap,  the  fir«  da} , 
be  e*iiy  lo  gts  i 
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dency  to  heat,  take  it  out  and  scrape  it  and  try  the  car 
again.  Under  no  circumstances  should  a  car  with  a 
faulty  bearing  be  turned  over  to  the  operating  company, 
as  it  is  liable  to  tie  up  the  road. 

This  completes  the  first  series  of  tests  on  a  car ;  all  of 
them  can  be  made  with  the  lamp  circuit.  To  make  some 
of  the  tests  that  follow,  an  ammeter  or  voltmeter,  or  both 
will  be  required. 

If  either  pair  of  car  wheels  shows  a  tendency  to  spin 
at  starting,  any  of  several  things  can  be  the  matter.  The 
brakes  may  be  poorly  adjusted,  so  that  when  released,  the 
shoes  hug  one  pair  of  wheels ;  in  this  case,  it  is  the  wheels 
that  are  free  that  spin.  No  chronic  fault  to  which  cars 
are  heir  can  cause  more  trouble  than  sticking  brake- 
shoes.  There  is  a  constant  and  heavy  extra  load  imposed 
upon  the  motors.  This  causes  heating  of  the  motors, 
sparking,  blowing  of  fuses,  breaking  down  of  controllers, 
and  grounding  of  brush  holders.  When  the  shoes  stick, 
the  shoes  and  wheels  get  very  hot  and  give  off  an  odor 
that  is  easily  recognized.  If  the  wheels  start  to  spin  in 
passing  to  the  second  or  third  notch,  it  shows  that  the 
resistance  coil  is  not  divided  up  right ;  too  much  of  the 
<:oil  is  cut  out  at  a  time.  If  the  spinning  takes  place  on 
the  first  notch,  it  shows  the  entire  resistance  of  the  coil 
to  be  too  low.  A  two-section  coil  is  generally  divided,  so 
that  about  five-eighths  of  it  is  cut  out  on  the  second  notch 
and  three-eighths  on  the  third.  On  a  three-section  coil, 
half  of  the  coil  is  cut  out  on  the  second  notch,  quarter  on 
the  third,  and  the  remaining  quarter  on  the  fourth. 
Sometimes  a  car  will  spin  its  wheels  when  it  first  goes 
on  duty,  but  will  cease  to  as  soon  as  the  coil  heats  up. 
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^^^p  A  very  siinpte  test    with    a    voltmeter    wiU    deter- 

^g  mltK  whctlier  the  resistance  coil  is  properly  di\4ded  or 

■  not.    The  car  is  allowed  to  run  along  on  ihc  first  notch. 

^M  und  when  at  a  steady  speed,  the  drop  is  taken  vm  the 

^M  whole  coiL,  and  on  each  section*    Suppose  that  the  drop 

^H  over  all  this  Is  130  volts  on  a  two-section  coil;   then  the 

H  drop  from  ^|  to  ^^  should  be  81  volts,  axid  the  drop 

^1  from  ^1  to  JP,,  49  volts;  49: 81  -3^5;  or  49  15  j4  of  i^o, 

H  and  Bi  is  I  of  130,  and  since  the  drops  are  proportiooal  to 

H  the  resistances  across  which  they  take  place »  the  resist- 

ances are  divided  in  the  same  ratio,  and  are  tbereiote 
right. 

Spinning  of  the  car  wheels  is  also  caused  by  a  short- 
circuited  or  wrongly  connected  loop,  or  baked  or  wrong- 
ly connected  field  coils.  Any  of  these  faults  can  be 
tested  for  with  a  voltmeter.  Suppose  the  loop  part  of 
the  field  is  short-circuited ;  as  this  part  of  the  field  is  not 
cut  out  till  the  fourth  notch  is  reached,  its  eflfects  can  be 
felt  on  all  notches  except  the  loop  notch.  If  the  teop 
wire  is  confused  with  one  of  the  end  field  wires,  one  part 
or  the  other  (according  to  which  end  field  wire  is  in  the 
confusion)  of  the  field  coil  is  cut  out  even  on  the  first 
notch,  with  practically  the  same  result  as  if  part  of  the 
field  were  short-circuited.  If  the  field  coils  are  baked  or 
wrongly  connected,  or  if  the  motor  case  is  partly  open» 
or  a  pole  piece  or  two  loose,  the  conditions  and  symptoms 
are  the  same  as  in  the  above  cases.  The  net  result  of  any 
of  these  faults  is  to  weaken  the  field  of  the  motor,  thereby 
decreasing  its  starling  puwcr  and  increasing  the  speed- 
The  car  is  slow  in  starting  a  nd  takes  qy^  •'!- 1  -  to  get  under 
full  headway,  but  its  maximui^^^  iter  in  most 
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cases  than  it  would  be  were  the  field  in  perfect  order.  A 
weak  field  on  one  motor  causes  the  motor  to  shirk  its 
load  on  the  series  notches,  and  to  take  more  than  its  share 
of  the  load  on  the  multiple  notches.  The  c.  e.  m.  f. 
of  a  motor,  being  dependent  upon  the  field  strength,  is 
low  when  the  field  is  weak ;  so  that  when  the  motors  are 
in  multiple,  and  each  has  an  independent  path,  tlie  one 
with  the  weak  field  and  low  c.  e.  m.  f.  will  take  the  most 
current,  and  in  some  cases  the  faulty  motor  will  take  more 
current  than  both  ought  to  take  under  normal  conditions ; 
the  result  is,  the  car  blows  fuses  and  gives  general  trouble. 
When  the  motors  are  in  series,  the  c.  e.  m.  fs.  are  in 
series,  and  the  conditions  are  entirely  different.  Between 
the  line  and  the  ground,  the  line  e.  m.  f.  distributes 
itself  according  to  the  resistance  it  meets ;  where  the  re- 
sistance is  greatest,  the  greatest  drop  takes  place.  It  is 
upon  this  fact  that  is  based  a  voltmeter  test  for  determin- 
ing whether  or  not  the  motor  fields  are  unbalanced.  The 
test  -is  conducted  as  follows :  The  controller  is  put  on  the 
third  notch,  and  the  car  allowed  to  get  under  full  head- 
way; the  voltmeter  is  then,  by  means  of  test  lines,  ap- 
plied to  first  one  armature  and  then  the  other.  That  is, 
the  drop  is  taken  on  the  two  armatures,  so  that  they  may 
be  compared.  If  the  two  motors  were  perfectly  balanced, 
the  two  readings  would  be  the  same;  but  there  are  sev- 
eral factors  that  lend  an  influence  toward  making  a 
slight  difference  in  the  readings ;  among  them  are  the  fol- 
lowing :  Slightly  different  shape  in  the  pole  pieces ;  dif- 
ferent quality  of  steel  in  the  two  frames  or  cases;  dif- 
ferent dimensions  of  cases  due  to  the  difference  in  shrink- 
age on  cooling ;  difference  in  the  setting  of  the  brushes ; 
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differcBce  in  the  size  of  the  car  wheels  to  which  the  two 
armatures  are  geared;  condition  of  the  commutaiors  m 
regard  to  size  and  eleannesss :  condition  of  tlie  arma- 
ture bearings  in  regard  to  wear — the  mere  the  bearings 
arc  wom,  the  wider  is  the  air  gap  on  top  and  the  nar- 
rower is  it  on  the  bottom ;  the  internal  resistance  of  the 
two  motors  may  not  be  the  same.  All  of  tliese  minor  in- 
flnences  should  not  conspire  to  produce  a  total  diSer* 
eiice  of  over  lo  volts  in  the  two  readings. 

If  there  is  an  irregularity  in  the  fields  of  either  motor, 
it  may  cause  a  difference  of  anywhere  from  30  *-  ^-o 
volts  in  the  two  readings.  Let  us  suppose  that  the  line 
voltage  is  500  volts  and  that  the  drop  across  the  two 
armatures  at  uniform  speed  is,  respectively,  285  and  195 
volts,  a  difference  of  90  volts,  their  sum  being  480  volts; 
the  20  volts  unaccounted  for  being  dropped  across  the  mo- 
tor fields  and  car  wires.  Where  there  is  a  difference  of  90 
volts  in  the  amount  of  line  pressure  absorbed  by  the  two 
motors  when  in  series,  there  is  something  radically  wrong 
with  the  motor  whose  armature  gives  the  lowest  reading. 
Its  field  is  abnormally  weak.  Inspection  will  prove  whether 
or  not  the  motor  case  is  partly  open  or  any  of  the  pole 
pieces  loose ;  if  these  parts  are  all  right,  the  trouble  must 
be  in  the  field  coils  themselves.  Suppose  that  the  loop 
wire  and  one  of  the  end  field  wires  of  one  motor  are  con- 
fused in  one  of  the  controllers;  in  this  case,  if  the  two 
motors  are  otherwise  all  right,  the  voltmeter  will  show  a 
discrepancy  in  their  c.  e.  m.  f.  only  on  one  end  of  the 
car ;  if  the  loop  wire  and  field  wire  are  confused  at  the 
motor  itself,  the  discrepancy  in  c.  m.  f.  will  show  at  both 
ends.     The  voltmeter  will  tell  if  tlic  loQi^Jiflfeft  con- 
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fused  with  either  field  wire;  apply  it  as  follows:  (Figs. 
199  and  186.  The  dotted  lines  in  Fig.  186  indicate  the 
loop  wire  and  F+  wire  to  be  interchanged ;  in  this  case 
only  the  upper  part  of  the  field  coil  is  in  use,  and  it  only 
takes  the  current.  The  result  is  that  when  the  volt  lines 
are  applied  to  the  F^  and  E^ ,  and  the  F^  and  E^  field 
connecting  board  blocks,  the  drop  on  the  wrongly  con- 
nected field  will  be  only  about  half  what  it  is  on  the  good 
field.  To  prove  conclusively  if  the  loop  and  field  wire 
have  been  interchanged,  disconnect  the  loop  wire  from 
both  controllers;  on  the  controller  where  no  confusion 
exists  the  car  will  start  on  the  first  notch,  as  usual ;  but 
on  the  end  where  the  trouble  is,  the  car  will  not  start  un- 
til the  controller  reaches  the  loop  notch.  In  Fig.  i86, 
loop  wire  L  and  field  wire  F-|-  have  exchanged  places, 
as  indicated  by  the  dotted  lines.  With  the  normal  con- 
nection the  current  path  on  the  first  position  is  T-FB-A- 
B'C'R'D'F+'O-F — A+-A — N-G;  with  the  inter- 
changed connection,  the  current  path  becomes  T-FB-A- 
B-C-R-D'0'F — A+-A — N-G;  the  loop  wire  has  be- 
come a  part  of  the  main  circuit,  and  disconnecting  it,  pre- 
vents the  car  from  starting  on  the  first  notch.  As  soon 
as  the  shoe.  Fig.  186  or  the  drum,  Fig.  199  reaches  the 
loop  position  (with  the  loop  wire  disconnected),  the  cur- 
rent passes  through  the  whole  field,  and  since  all  resist- 
ance is  cut  out,  the  car  starts  with  a  jump.  If  then,  the 
voltmeter  shows  half  the  normal  drop  between  the  field 
connecting  board  blocks,  shows  no  drop  at  all  between  the 
loop  block  and  one  of  the  field  blocks  (the  field  block  to 
which  the  loop  wire  has  been  run  by  mistake)  ;  and  the 
car  fails  to  start  until  the  loop  notch  is  reached,  the  evi- 
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I^dincif  ii  cornpktc  oiotigh  to  amvki  the  loop  wk«-.  II 
the  »ymirtiim»  tJtUi  on  mic  ^mtrolhr,  the  trouble  is  in 
tlial  cimlrollrr'i  wirei;  but  if  un  Ijoth  controllo^,  ibc 
ttmUmtm  i«  brtwren  tlie  motors  and  the  car  wiring  hose. 
Tu  fnmWy  cllncli  tlic  diagnosis*  it  i.^  tfie  practice  to  dis-* 
cutiiirct  the  wfret  involved  in  the  trouble  and  test  them 
out  \vitli  the  tent  UmpH. 

H  the  ccmiiecljuns  nf  the  field  and  loop  prove  to  be 
i*U  liglil^  the  inniblc  mu»t  be  due  to  baked  or  short -cir- 
viiUcd  ur  wrtnijjly  connected  field  coils,  inside  of  the  mo- 
tiif,  Tg  tcJl  If  the  CoiU  are  Wkcd  or  short-circuited,  pro- 
Cirril  at  fn!Unv» :  (let  a  field  coil  just  like  the  ones  in  the 
niotorn  unil  set  it  inside  of  the  car ;  lift  the  trap  doors  and 
motor  covers,  so  that  the  motor  fields  may  acquire  about 
the  same  ten^HTature  as  the  test  field  (the  motors  should 
Ih^  alloweil  to  Cix>l  oflf  over  nigfht).  Take  the  insula- 
tivM\  otY  the  field  cotuiectors*  so  that  the  ends  of  the  field 
UMiy  Ih*  accessible  to  the  voltmeter  test  lines :  ccxuKct  the 
test  ficKl  in  series  with  owe  of  the  motors :  reverse  the  ar- 
nu^tvm^  tenniuals  oi^  one  motor  so  that  the  two  motors 
w  Ul  biick  e^ch  v^her.  and  will,  therefore,  be  anable  to  start 
K>»^  the  tir;^  tK>tch.  Everythinfr  being  readS\  have  a  bd^per 
|Mit  v>*Hr  vvf  the  cvxuMlersi  oo  the  first  notch:  qnkkbr  take 
the  vhv>|^  v>tt  the  twxv  ius>ior  fields  and  test  &4id  azui  thxofr 
th\^  cvHUMlee  v>ff  tv>  avoid  heatm^  the  startnig:  coS  t0O 
wush.  Ke^HNtt  this  o^ratk«  several  times,  so  th^  thsere 
ubj^v  be  seveful  $ets  oi  reavtizt^  to  oxnpare.    Ek^  tOKf- 
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in  the  several  sets  should  remain  about  the  same.  Since 
each  motor  has  four  coils  in  it,  its  field  resistance 
should  be  four  times  as  great  as  that  of  the  test  coil 
and  the  drop,  therefore,  four  times  as  great.  If  the 
drop  on  one  of  the  motors  proves  to  be  only  three 
times  that  on  the  test  coil,  the  insulation  must  be 
skinned  off  the  back  field  connection  of  the  suspicious 
motor,  so  that  the  drop  can  be  taken  on  two  coils  at  a 
time.  The  current  is  turned  on  again  and  several  more 
sets  of  drops  taken  on  the  test  coil  and  the  motor.  The 
drop  on  each  pair  of  motor  coils  should  be  twice  that  on 
the  test  coil.  If  the  drop  on  one  pair  of  coils  is  twice  as 
much,  but  that  on  the  other  considerably  less,  it  indicates 
a  fault  local  to  the  low  drop  pair  of  coils ;  but  if  the  drop 
on  both  pairs  of  coils  is  low,  it  indicates  the  coils  to  be 
baked.  Acting  upon  this  indication,  the  best  thing  to  do 
is  to  lift  the  insulation  on  the  end  of  one  of  the  bottom 
coils  and  look  at  the  wire.  To  do  this,  the  motor  must 
be  opened.  The  bottom  coils  are  selected,  because,  being 
on  the  bottom  where  the  ventilation  is  poor,  they  are,  as 
a  rule,  the  first  to  bake.  If  the  coils  are  not  ba^:ed,  the 
fault  is  local  to  one  coil.  To  locate  this  coil,  take  the 
drop  on  all  four  of  the  coils,  one  at  a  time.  Single  coils 
are  sometimes  short-circuited  by  the  inside  end  touching 
one  of  the  top  layers  in  its  path  from  the  bottom  layer 
to  the  surface. 

On  equipments  that  permanently  ground  the  field  on 
motor  No.  2,  as  in  Fig.  199,  it  is  possible  for  a  second 
ground  to  develop  in  the  field  arid  cut  out  a  coil  or  two. 
In  such  a  case,  the  voltmeter  will  show  no  drop  when  its 
lines  are  held  on  the  coils  on  the  ground  side  of  the  fault. 
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as  no  current  passes  through.  With  such  a  fault,  it  is 
possible  for  a  car  to  run  for  days,  chewing  up  commuta- 
tors, throwing  solder  in  armatures  and  grounding  brush 
holders. 

If  the  coils  prove  to  be  neither  baked  nor  short- 
drciiited.  the  trouble  must  be  due  to  a  wrong  in- 
ternal field  connection.  One  coil  or  tw^o  may  be  con- 
nected in  wrong,  thereby  reversing  them.  It  is  a  conserv* 
ative  estimate  to  say  that  one- fourth  of  the  fuse  blowing 
and  field  roasting  troubles  encountered  on  modern  types  of 
moffif^'  is  fine  rli recti y  or  indirectly  to  a  field  coil 
being  put  in  wrong  or  connected  wrong,  and,  in  modem 
motors,  all  the  blame  does  not  rest  on  the  man  that  puts 
in  the  coil.-  In  the  effort  to  economize  on  space  inside 
of  the  motor,  and  to  facilitate  opening  the  motor  without 
disconnecting  any  of  the  wires,  the  path  given  to  them 
inside  of  the  motor  is  a  very  circuitous  one.  There  are 
points  where  the  field  connecting  wires  can  be  neither 
seen  nor  felt,  and  when  two  or  more  wires  disappear 
under  a  field  where  they  can  not  be  followed  with  the  eye 
or  hand,  it  is  impossible  to  tell  whether  they  are  con- 
nected right  or  not.  On  such  a  motor  it  is  the  practice 
of  the  pitmen  to  connect  a  new  field  in  just  as  the  one 
taken  out  was  connected.  If  a  motor  ever  happens  to 
leave  the  factory  with  a  wrongly  connected  field,  the 
chances  are  that  every  field  put  into  the  motor  for  some 
time  after  it  is  installed  will  be  put  in  the  same  way  and 
cause  trouble,  until  the  fault  is  detected  by  test.  If  one 
of  the  motors  on  a  car  has  a  reversed  coil,  the  following 
symptoms  prevail:  The  car  will  start  with  the  motors 
in  series,  even  though  the  faulty  motor  might  be  unable 
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one  side  of  the  center-  If  the  fields  are  conneaed  right 
the  needle  will  reverse  ends  ever)*  lime  a  pole  piece  is 
passed.  Where  two  adjacent  poles  are  alike,  and  there- 
i  fore  of  the  wrong  relattve  polarity,  the  needle  will  not 
feverse  ends. 

The  left  with  the  nail  is  along  the  same  lines  bs  that  with 
the  compass,  but  as  it  is  made  on  the  inside  of  the  motor,  it 
requires  that  the  motor  be  opened,  the  armature  taken  out, 
and  the  case  closed  again.  Tliis  is  necessar>^  from  the  fact 
that  the  space  inside  of  a  modem  motor  is  so  limited  that 
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Fig.  204. 


Fig.  205. 


Fig.  206. 


there  is  hardly  room  to  reach  all  parts  with  the  hand. 
Also,  when  a  current  passes  through  the  field  coils  and 
the  armature  is  in  place,  the  poles  induced  in  the  arma- 
ture confuse  the  tester  who  is  not  accustomed  to  make 
the  test.  The  test  is  especially  useful  in  shops  where 
whole  sets  of  fields  are  put  in  ;  also  at  depots,  to  test  a 
car  whose  record  leads  it  to  be  suspected  that  there  is 
something  wrong  with  the  field  connections.  The  test 
is  conducted  as  follows:  The  motor  case  is  opened,  the 
armature  taken  out  and  the  case  closed  again ;  a  current 
is  then  sent  through  the  field  coils  as  in  the  compass  test; 
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if  the  coils  are  connected  properly,  the  poles  will  alter- 
nate in  polarity  and  the  path  of  the  lines  of  force  will 
be  as  shown  in  Fig.  204  but  if  one  of  the  coils  is  of  the 
wrong  polarity,  there  will  be  three  like  poles  adjacent  to 
each  other,  and  the  general  path  of  the  lines  of  force  will 
be  as  shown  by  the  dotted  lines  in  Fig.  206.  A  mag- 
netizable piece  of  metal,  if  free  to  move,  will  arrange 
itself  parallel  to  the  general  direction  of  the  lines  of  force 
of  the  field  that  it  is  in.  If  the  fields  are  right  and  the 
lines  flow  as  in  Fig.  204,  a  wire  nail  held  loosely  between 
the  thumb  and  forefinger  will,  when  passed  by  hand 
from  one  pole  piece  to  the  other,  take  an  easy,  natural 
path,  never  turning,  but  persevering  in  the  general  di- 
rection of  the  lines  of  force.  Its  pointed  end,  say,  is  the 
last  part  to  leave  the  one  pole  piece,  and  the  head  end  is 
the  first  part  to  touch  the  approaching  one.  If,  however, 
one  or  more  coils  are  reversed,  and  the  path  of  the  lines 
of  force  is  that  of  Figs.  205  or  206,  the  nail,  in  its  passage 
from  one  pole  piece  to  the  other,  will  show  a  tendency  to 
take  up  a  position  at  right  angles  to  the  general  path  of 
the  lines  of  force.  In  Fig.  204  a,  a,  a,  a,  show  the  posi- 
tions taken  by  the  nail  in  passing  from  one  pole  to  the 
other,  when  all  the  coils  are  connected  properly.  In  Fig. 
205,  the  right-hand  bottom  coil  is  wrong,  making  the 
pole  S  instead  of  N;  the  result  is  that  the  nail,  as  indi- 
cated at  a\  a\  takes  the  perpendicular  position  on  both 
sides  of  the  faulty  coil;  whenever  a  single  coil  is  re- 
versed, then  the  action  of  the  nail  is  irregular  on  both 
sides  of  it ;  also  its  pole  piece  is  much  weaker  than  any 
of  the  others ;  the  pole  piece  opposite  being  the  strongest 
of  the  four.    To  right  matters,  it  is  only  necessary  to  re- 
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verse  the  connections  of  the  faulty  coil,  when  it  becomes 
an  N  pole,  and  the  condition  of  alternate  polarity  is  re- 
stored. 

In  Fig.  206,  two  coils  have  been  reversed,  with  the  re- 
sult that  the  top  and  bottom  halves  of  the  case  work 
against  each  other,  and  with  the  final  result  that  the  mo- 
tor, as  far  as  the  field  is  concerned,  becomes  a  bipolar 
motor  with  compound  pole  pieces.  It  can  not  act  as  a 
bipolar  motor,  however,  because  the  armature  is  not 
adapted  to  run  in  that  kind  of  a  field.  The  letters,  a,  a, 
and  a\  a',  show  the  positions  taken  up  by  the  nail ;  be- 
tween the  unlike  poles,  its  position  is  regular,  but  be- 
tween the  like  ones,  irregular,  so  that  when  the  nail  takes 
up  the  cross  wire  positions  at  opposite  ends  of  a  di- 
ameter, the  conclusion  is  in  order  that  two  of  the  field 
coils  are  connected  wrong,  and  the  diameter  is  the  di- 
viding line  between  the  two  halves,  each  of  which  has  a 
reversed  coil.  In  order  to  right  matters,  do  either  of 
two  things — reverse  the  connections  of  both  coils  in  either 
half,  or  just  have  these  two  coils  exchange  places.  It  is» 
of  course,  possible  for  the  coils  to  be  so  reversed  as  to  give 
the  polarity  shown  by  the  dotted  letters  in  Fig.  206.  In 
such  a  case,  the  irregularity  in  the  position  of  the  nail 
takes  place  on  the  dotted  vertical  diameter,  dividing  the 
field  into  a  right  and  left-hand  half,  instead  of  top  and 
bottom.  The  best  way  to  familiarize  oneself  with  the 
test  is  to  take  a  motor,  connect  the  fields  up  right  and 
wrong,  and  try  them.  After  the  "feel"  of  the  nail  is  once 
acquired,  there  is  nothing  diflScult  in  the  test. 

A  two  field- coil  motor  with  one  coil  reversed,  or  a  four- 
coil  motor  with  two  coils  reversed,  will  not  start  a  car 


CAR  EQUIPMENT  TESTS. 


599 


alone  with  normal  current ;  upon  this  fact  is  based  a  very 
good  dynamic  test  for  determining  if  the  field  coils  on  a 
motor  are  reversed,  and  with  very  little  trouble.  The 
test  is  conducted  as  follows:  Disconnect  the  back  field 
connection,  thereby  dividing  the  motor  field  into  two 


halves  of  two  coils  each.  Regarding  each  half  as  if  it 
were  the  complete  field,  connect  the  two  halves  in,  one 
at  a  time,  and  try  to  start  the  car.  Suppose  that  the 
coils  in  the  top  half  are  connected  right  and  that  those 
in  the  bottom  half  oppose  each  other ;  then,  when  the  top 
half  is  connected  in,  the  car  will  start  on  about  the  second 
notch;  but  when  the  bottom  half  is  in,  the  car  will  not 
start  at   all,  because  the  two  oppositely  directed   pole 
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coil  has  been  turned  end  for  end.  Fig.  207  (c)  shows  a 
second  way ;  here  one  coil  has  been  turned  over  on  its 
back.  The  result  of  both  of  these  errors  is  to  bring  two 
adjacent  coils  together  in  such  a  way  that  the  inside  end 
of  one  connects  to  the  outside  end  of  the  other.  The  re- 
sult of  this  is  to  have  the  current  enter  and  leave  the  twa 
coils  in  the  same  way,  thereby  making  their  polarities 
alike  when  they  ought  to  be  opposite.  If  the  current  goes 
into  one  coil  at  its  inside  end,  it  should  enter  the  coils 
next  to  it  on  either  side,  at  their  outside  ends.  There  is 
some  excuse  for  getting  a  coil  put  in  end  for  end,  for 
where  the  lugs  or  leads  are  not  marked  in  any  way,  and 
are  disposed  as  in  the  figure,  it  is  difficult  for  the  un- 
practiced  eye  to  distinguish  them.  There  is,  however, 
no  excuse  for  putting  a  coil  in  top  side  down,  as  the  one 
side  is  always  curved  to  fit  the  inside  shape  of  the  motor 
case,  and  to  get  the  flat  side  next  to  the  case,  the  coil 
has  to  be  forced.  The  only  absolutely  certain  way  to  in- 
sure that  the  coils  are  connected  right,  where  there  is  any 
doubt,  is  to  test  with  the  compass  or  nail. 

Where  an  armature  develops  an  actual  ground  or  short 
circuit,  or  open  circuit,  no  instrumental  test  is  necessary 
to  locate  it,  as  there  is  always  more  or  less  demonstra- 
tion. An  open-circuited  or  grounded  armature  can  nol 
run  the  car  alone,  but  if  both  motors  are  cut  in  and  are 
in  series  the  good  motor  can  run  the  car,  unless  the 
ground  is  on  the  motor  next  to  the  trolley  wire,  in  which 
case  the  current  passes  to  the  ground  without  reaching 
the  good  motor  at  all.  When  the  motor  armature  next  the 
trolley  has  a  ground  the  action  of  the  armature,  when  the 
power  is  applied,  depends  upon  whether  the  field  is  nextt< 
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The  first  symptom  of  an  open  circuit  in  an  arma- 
ture is  a  chewing  away  of  the  mica  from  between  the 
commutator  bars  to  which  the  open-circuited  coil  is  con- 
nected. This  takes  place  as  soon  as  the  open  circuit 
starts — while  there  is  still  a  contact,  but  a  poor  contact. 
As  soon  as  the  rupture  is  complete  a  ball  of  fire  follows 
the  commutator  around  when  the  armature  is  in  motion. 
A  motor  will  start  with  a  single  open  circuit  in  the  arma- 
ture, because  the  single  open  circuit  does  not  open  the  ar- 
mature circuit  entirely,  there  being  two  paths  through  it. 
After  the  armature  is  in  motion,  both  halves  are  active  in 
turning  it,  because  one  half  is  intact,  and  the  other  half 
gets  current  through  the  arc  that  holds  across  the  break. 
An  armature  sometimes  gets  partially  open-circuited  all 
around  the  commutator,  due  to  the  fact  that  the  ex- 
cessive current,  due  to  abuse  of  some  kind,  has  melted 
the  solder  out  of  the  connections,  impairing  them. 

This  chapter  would  be  incomplete  were  no  allu- 
sion made  to  the  property  that  street  car  motors 
have  of  acting  as  electric  brakes  in  time  of  emergency. 
This  property  is  based  upon  one  or  two  properties  of 
dynamos,  and  to  understand  the  brake  action,  these  must 
be  briefly  outlined.  Two  dynamos  are  said  to  oppose  each 
other  when  they  are  in  series,  as  far  as  connections  go, 
but  have  their  polarities  opposed,  1.  e.y  the  two  dynamos 
try  to  send  current  through  each  other  in  opposite  di- 
rections. In  Fig.  208,  ^i-f,  ^1 —  and /^, +,  are  the 
armature  and  field  leads  of  one  dynamo;  ^2~^~y  ^2  — 
and  7^3  those  of  the  other.  The  connections  are  such 
that  niacliiiie  No.  i  tries  to  send  the  current  around 
the  circuit  clockwise,  while  No.  2  tries  to  send  it  counter 
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chines  have  no  field  save  that  due  to  their  residual 
magnetism,  the  machine  with  the  stronger  residual 
will  run  its  mate  as  a  motor ;  before  this  can  happen, 
however,  one  other  condition  must  be  fulfilled.  The 
machines  shown  in  the  figure  are  series  machines  ; 
street  car  motors  are  series  machines.  For  given 
connections,  series  machines  run  in  opposite  directions, 
as  dynamos  and  motors ; .  therefore,  a  street  car  motor 
mounted  on  a  car  under  headway  can  not  generate  unless 
either  its  field  or  its  armature  connections  are  reversed. 
Fig.  209   is  a  diagrammatic  sketch  of  the  general  con- 


CAR  EQUIPMENT  TESTS. 


605 


nections  of  two  motors  under  a  car,  the  motors  being  in 
series;  Fig.  210  is  the  same  for  the  two  motors  in  multiple. 
In  Fig.  210  as  long  as  the  car  is  taking  power,  the  current 
splits  at  X  and  divides  between  the  two  motors.  In  con- 
nection with  Fig.  210  suppose  that  the  car  is  going  at  a 
fair  rate  of  speed,  and  that  the  controller  is  thrown  to  the 


RESISTANCE 


Fig.  210. 


off  position,  and  the  reverse  lever  thrown  back;  the 
throwing  of  the  reverse  switch  reverses  the  two  arma- 
tures, and  thereby  connects  the  two  motors  up  as  dyna- 
mos in  a  position  to  generate  as  soon  as  conditions  per- 
mit. The  condition  necessar\^  is  that  the  controller  be 
advanced  to  a  multiple  notch,  the  overhead  switch  being 
thrown,  to  cut  off  the  power ;  the  result  of  this  is  to  throw 
the  two  motors  together  in  a  local  circuit,  as  shown  ii 
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which  the  d3mamo  acts,  the  machines  are  not  protected 
from  overload,  save  by  the  spinning  of  the  wheels. 
Again,  the  sudden  reversal  of  one  armature  strains  its 
pinion  and  gear,  just  as  a  sudden  reversal  with  the  power 
does.  There  have  been  several  plans  devised  for  using 
the  generative  ability  of  the  motors  to  stop  the  car.  They 
all  depend  upon  the  use  of  a  resistance  to  keep  the  current 
and  braking  power  down  to  a  safe  value.  Most  of  these 
devices  require  that  the  hand  brake  be  used  to  bring  the 
car  to  a  stand,  or  to  hold  it  on  a  grade,  because  the  mo- 
tors, of  course,  cease  to  generate  as  soon  as  the  car  comes 
to  a  stop. 

To  stop  a  car,  then,  by  means  of  the  motors  and  an 
ordinary  controller,  when  the  car  is  moving  "ahead," 
throw  the  overhead  switch  off,  throw  the  reverse  lever 
back  (to  do  this  the  controller  must  be  thrown  to  the  "off" 
position),  and  advance  the  controller  to  the  multiple  po- 
sition. When  the  car  is  backing  up,  with  the  reverse  lever 
at  the  "back-up"  position,  throw  the  overhead  switch, 
throw  the  reverse  lever  "ahead,"  and  put  the  controller 
on  a  multiple  notch.  If,  however,  the  car  is  ascending 
a  grade,  and  the  loss  of  the  power  and  the  failure  of  the 
brake  rigging  starts  it  down  the  hill  backward,  do  not 
move  the  reverse  lever;  leave  it  where  it  is  and  simply  ad- 
vance the  controller  to  the  first  multiple  notch ;  as  far  as 
the  motors'  generating  is  concerned,  it  makes  no  differ- 
ence what  multiple  notch  the  controller  is  on,  because  the 
starting  coil  is  not  in  the  local  generating  circuit;  but  if 
the  power  should  happen  to  come  back  on  the  line  while 
the  car  is  descending  the  hill,  it  will  check  the  speed  too 
suddenly,    if   all   resistance    is    cut   out,    will   blow   the 
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Fig.  211. 


that  lies  between  the  fault  and  the  trolley  wire  becomes 
separately  excited :  both  ends  of  the  armature  being 
grounded,  one  through  the  permanent  ground  and  the 
other  through  the  fault,  the  fault}'  motor  runs  as  a  sep- 
arately excited  short-circuited  d>-namo:  the  current  gen- 
erated by  the  armature  being  ver>*  hea\y,  the  drag  be- 
tween the  armature  and  pole  pieces  is  correspondingly 
so.  and  so  is  the  work  thrown  upon  the  car.  There  be- 
ing nothing  to  do  this  work  except  the  momentiun  of  the 
car»  me  .-fKe^^  receiv   ^  '    '      '  utes  the  evi- 

flence  of  the  ^'bod^  .  .  ...rs»  the  ^hort 

circuiting  of  Jj/^^/^gfircai  through  the  fault  robs 
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the  car  of  all  line  power.  A  ground  at  a,  usually  on  the 
positive  brush  holder  of  the  motor,  separately  excites  the 
whole  field  and  makes  the  action  more  violent.  Very 
often  on  a(±ount  of  "crowding"  the  tnotor  beyond  its 
capacity,  the  current  will  jump  over  from  the  brush 
holder  to  the  motor  frame,  but  the  arc  does  not  hold ;  in 
such  a  case  the  car  gives  a  violent  kick,  and,  perhaps, 
blows  a  fuse ;  if  it  does  not  it  runs  on  as  usual  until  more 
abuse  is  heaped  on  it.  A  grounded  armature  on  a  ground 
return  circuit  will  cause  the  car  to  give  a  succession  of 
kicks,  until  it  is  brought  to  a  stand.  The  motor  will  have 
to  be  cut  out  before  the  car  can  be  run  to  the  house.  A 
short-circuited  armature  will  cause  a  car  to  buck  on  any 
kind  of  a  circuit,  the  violence  of  the  bucking  depending 
upon  the  gravity  of  the  short  circuit. 
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TABLE  I. 
Properties  of  Copper  Wire. 
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TABLE  II. 
Temperature  Coefficients. 

Table  of  Temperature  Variations  in  the  Resistance  of  Pure  Soft  Copper, 
according  to  Matthiessen's  Standard  and  Formulae. 
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[                  <xo48oii 

0-1583 

t   s  -• :  0- 
I  '.r ;  \i 

o.o«9  633 

0.158  8q 
0.164  8S 

:   .NV>  ts 

^"^^ 

0,170  Q5 

\^ 

'.   --4:  ^S 

0.177  >x 

-• 

;  :^.;  -'• 

«S7 

0.183  ^ 

V 

•-    :;rJi 

0.189  46 

,v> 

1  i-v;  <a5 

i.            ^58 

:   4-*i  %» 

•5« 
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TABLE  III. 

Galvanized  IRo^f  Wire, 

(Taken  from  John  A.  Roebllng's  Son's  Wire  in  Electrical  Construction.) 


So9 

Numbers, 
B.  W.  G. 

5" 

Weights, 
Pounds. 

Resistance  per  Mile 
IN  Ohms. 

1000 
Feet. 

One 
Mile. 

Iron. 

Steel. 

1 

00       1          O 

0  1           I 

1  1           2 

2  1         3 

3  1        4 

340 
300 
284 
259 
238 

304 
237 
212 

177 
149 

1607 

1  251 

I  121 

932 

787    1 

;       2.93 
!        3.76 

;     4.19 
1     5.04 

I       5-97 

4.05 
5.2 
5.8 
-     6.97 
8.26 

3 
4 
5 

6 

7 

5 
6 

7 
8 

9 

220 
203 
180 
165 
148 
1 

127 
109 

85 
7^ 
58 

673  ; 

573  1 
450  j 
378 
305 

6.99 

,       8.21 

1      10.44 

12.42 

;      15-44 

9.66 
"35 
X4-43 
17.18 

21.35 

8 
8 
9 

XX 
X8 

lO 

II 

12 

13 
14 

134    1 

120   1 

109   1 

95  ; 

83 

47 
38 
31 
24 

18 

250 
200 
165 
125 
96 

.      18.83 
23.48 

i      28.46 
37.47 

:     49.08 

26.04 
32.47 
39.36 

51.82 
67.r.8 

X3 
14 
X5 
x6 

15 
i6 

17 

i8 

72         ! 

65   : 

58     ; 
49     1 

13.7 
II. I 

8.9 
6.3 

72 

59   ; 

47    . 

33  ; 

;   65.23 

8003 
100.5 
140.  S 

90.21 
110.7 

139. 
it,4.S 

Sf6 
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TABLE  IV. 
CuRHSNT  Capacity  for  Iron  Wire. 


HI^MBIR 
B.  ft  S.  G. 

Ctrtm&itT 

IN 

Wood 

FHAMS. 

BAr£ 
Current 

Iron 
Frame. 

Safic 
Current 

FOR 
^    OWE 

Minute. 

or  Feet 
FEit  Ohm. 

a 

17*4 

ao.3 

436 

250 

9 

14^6 

17.1 

3^.6                173 

lO 

11.3 

>4.3 

30. S         1        IJT 

tl 

10  3 

l> 

2S  S         i        loS 

It 

^       «  7 

10 

21.7         '         86^ 

15 

J-3 

«-i 

ifi.3         ^         6&.5 

14 

6.t 

7 

IS -3                 54-3 

>5 

5  1 

1          6 

12.9 

43- < 

l(^ 

4  3 

10.  S 

54-1 

»7 

3-*    ! 

4-> 

91 

n^l 

tS 

i 

3-5 

7^«* 

»>J 

i^ 

M.n 

1,^ 

6-5 

rt.5 

»> 

%ii 

z.^ 

5-4 

l>5 

tl 

..s. 

tt 

1-S3                    i.TT 

4  f 


J-^ 


tj 


1.^ 


I  « 


^^3         I 
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TABLE  V. 

FUSING  EFFECTS  OF  CURRENTS. 

Table  giving  tb«  diftmeters  of  wires  of  rarions  materials  which  will  be 

fused  by  a  current  of  given  strength. 

W.  H.  PREECE,  F.  R.  S. 


d^ 


(if  ]!■: 


diameter. 

current  in  amperes. 

constant. 


Diameters  in  Inches. 

2 

II 

^-2 

0* 

M 
CO 

1 

i 

«n 

U 

8.11 

gil 

.S" 

c  II 

Jl 

II 

^-" 

0 

3« 
< 

InI 

r 

X 

0.002  X 

o.ooa  6 

0.0033 

0.0033 

0.0035 

0.0047 

0.007  a 

0.008  3 

0.008  X 

3 

0.0034 

0.004  X 

0.0053 

0.005  3 

0.005  6 

0.0074 

o.ori  3 

0.013  2 

o.oia  8 

3 

0.0044 

0.0054 

0.007 

0.0069 

0.0074 

0.009  7 

0.014  9 

0.017  3 

0.0x68 

4 

0.0053 

0.006  5 

0.0084 

0.008  4 

0.008  9 

o.oii  7 

0.018  X 

0.02X 

0.020  3 
0.0236 

5 

0.006  a 

0.007  6 

0.009  8 

0.0097 

0.0104 

0.013  6 

o.oax 

0.024  3 

zo 

O.OOQ  8 

o.oia 

0.0155 

0.015  4 

0.016  4 

0.021  6 

0.033  4 

0.038  6 

0.037  5 

«5 

0.012  9 

0.0158 

0.020  3 

0.020  2 

o.oai  5 

0.028  3 

0.0437 

0.050  6 

0.049  > 

ao 

0.015  6 

0.019  X 

0.024  6 

0.0245 

0.026  1 

0.0343 

0.05a  9 

0.061  3 

0.0595 

as 

0.018  X 

0.032  a 

0.028  6 

0.028  4 

0.030  3 

0.039  8 

o.o6i  4 

0.071  1 

0.069 

3o 

0.020  5 

0.025 

0.032  3 

0.032 

0.034  a 

0.045 

0.0694 

0.0803 

0.0779 

35 

0.022  7 

0.0277 

0.035  8 

0.035  6 

0.037  9 

0.049  8 

0.076  9 

o.o8q 

0.0864 

40 

0.024  8 

0.030  3 

0.039  1 

0.038  8 

0.041  4  1  0.054  5 

0.084 

0.0973 

0.0944 

45 

0.026  8    0.032  8  '  0.042  3 

0.042 

0.044  8  '  0.058  9 

0.0909    0.T05  a 

o.ioa  X 

5° 

0.028  8    0.035  ^  :  0*045  4 

0.045 

0.048     '  0.063  2 

0.0975 

0.112  9 

0.109  s 

60 

0.032  5    0.039  7  1  0.051  3 

0.0509 

0.054  a  1  0.071  4 

0.110  I 

0.127  5 

0.1237 

70 

0.036 

-    ■ 
0.044       o.os6  8 

0.056  4 

0.060  I 

0.079  X 

o.iaa 

0  141  3 

0.137  X 

80 

0.039  4 

0.048  I    0.06a  I 

0.061  6  1  0.065  7 

0.0864 

O.X33  4 

0.1544 

0.1499 

90 

0.042  6 

0.05a       0.067  2 

0.066  7  1  0.071  I 

0.093  5 

0.144  3 

0.167  I 

0.162  f 

xoo 

0.045  7 

0.055  8 

0.072 

0.071  5  1  0.076  2 

0.1003 

0.1548 

0.179  a     0.1739 

xao 

0.051  6 

0.063 

0.081  4 

o.o8j8  I  0.086  I 

1 

0.113  3 

0.1748 

0.20a  4  1  0.196  4 

140 

0.057  2 

0.0698 

0.0902 

0.089  s  1  0.095  4 

o.ias  5 

0.193  7  '  0.224  3  1  0.217  J 

z6o 

0.06a  5 

0.0763 

0.0986 

0.0978  1  0.1043 

0.1372 

0.211  8  '  0.245  ■«  1  0.2379 

x8o 

0.067  6 

0.082  6 

0. 106  6  1  0. 105  8  1  0. 112  8 

0.1484 

0.229  1     0.265  2  1  0.257  3 

900 

0.072  5 

0.0886 

0.1144      0.1T3  5J0.12I 

0.1592  1  0.245  7  1  0.284  5     0.276 

835 

0.0784 

0.095  8 

0.1237 

0.122  S  <  0. 130  9 

0.17J  2  1  0.265  8 

0.307  7  .  0.3986 

0.3301    ;  0.3303 

250 

0.084  I 

0.102  8 

0.132  7 

0.131  7     0.140  4 

0.184  8  '  0.285  1  ■ 

«75 

0.0897 

0.109  5 

0.141  4 

0.1404     0.1497 

0.196  9  ,  0.301  8    0.351  8  1  0.341  7 

300 

0.095 

0.116  I 

0.1498 

0.1487 

0.1586 

0.2086 

0.322 

0.37^8  1 

0.3617 

6iS 
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%Ms:i 

ss^rs 

Mo.  B.  A  S*  G. 

Q  f  p  ?  ? 

Win 

K^ 

HMC 

%tS.m 

Copper, 

4  =  W*|4* 

«I£U! 

t.'cfli 

Alaminum, 

»^*5J 

ifsisrS 

Platinum,, 

e>Ai^C-4 

German  Silver 

V^H4   0    M    <^ 

a-a-fisa 

Platinoid. 

***•* 

JSS*:^ 

Iron* 

.S55« 

Tin, 

^^^.r^^^^tr^i,    1 

* 

la 

2flt'  =  '^ 

m 
a 

o   > 

•ia     CO 

n    r* 
c    M 

X      < 

IP 
1 


It 


i^ 
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TABLE  VII. 

Dynamo  Testing  Record. 

Dynamo  Class Volts  no  load Volts  full  load. 

Machine  No .Frame  No Spool  No 

Armature  No Rheostat  Type No 

Trimmings  Plate  No Location Date . 


COLD  TEST— Trme.-* 

N^I^ad.  field  rheo.  all  out  *»..,. 
No  load^  field  rh«o.  alUn..,,'-.  > 
No  load,  normal  voUago  ..**..-.. 
Full    load,   tio   G,  S.  Shunt,  field 
rheo.  left  as  I ti  previoua  readings 

back  0/  fAii  sAt^/. 

COMPOUNDING  TEST  HOT. 

Ttrao ....... 

No.  load« .  .^ „..  ^ , ...  ^  ^  ^ .... . 


PuU 
Nob 


o  load. 


HOT  TEST— Time.  ....... 

Ko  load^  normal  voltage... 
No  Ickad,  field  wheu.  all  out. 
No  loAdt  field  rhea  all  in... 


/doom 


Temp. 


\...^. 


\...'C. 


Temperature ©C.  after hours  run  at Volts Amps. 

.         ^  (Surface Air  ducts Commutator 

Armature  ■{  ^    ,  ,.  ^   .^ 

♦  End  connections Spider 

Spools,  by  increfiise  of  resistance By  Therm Frame 

-,     ,  ^  ,      ,    .,       j  Shunt  Coil  Cold Hot 

Resistance  by  bridge  "S  e     •      /-  -w^  1  j  tr  . 

•'  ^     '  Series  Coil  Cold Hot 

Insulation  R.  of  machine Size  of  Shunt 

Insulation  R.  of  Spools Tested  by 

Insulation  R.  of  Armature 


630 


APPEKDT3C 


TABLE  Vlir. 
Dykamo  Testing  Record.— rifni/ziiw^^. 


fti^MJUtlUt 


lllKtU^;lM»t9  RCADillOa. 


»i»te*i. 


v^rnM^ 


V«lts  ,  Am 


Amp 


Ptt 


i   4 


INDEX. 


Adding  tools  to  a  loaded  motor, 
496 

Alternating  current  circuits, 
grounds  on,  456,  457,  459 

Ammeter,  calibration  by  volt- 
ameter, 77;  construction  of 
shunt  for,  99;  graduation  of, 
93;  measuring  resistance  of 
grounds  by,  447;  several  in 
multiple,  100;  shunts  used 
with,  95 

Ampere,  basis  of,  70;  definition 
of,  14;  hour,  15;  international, 
17;  measurement  by  copper 
voltameter,  71 

Ampere's  principle,  20 

Arc  dynamos,  Brush,  260;  brush 
regulation,  238;  regulation, 
249;  in  series  and  multiple, 
247;  Thomson-Houston,  250; 
Westinghouse,  274 

Arc  lamps,  247 

Armature,  25,  26;  bar  to  bar 
test,  151;  cross  connecting, 
469;  drop  in,  281;  high  volt- 
age in  low  voltage  fields,  505; 
insulation  measurement,  194; 
location  of  faults,  149,  151;  lo- 
cation of  grounds,  152,  242, 
243;  **lost  volts,"  282;  reac- 
tion and  compounding,  315; 
reaction  in  series  machine, 233; 
resistance  and  efficiency,  284; 


rewinding,  237;  Siemens,  27, 
aS;  Siemens  defect  of,  a8; 
Siemens  E.  M.  F.  of,  28;  test 
for  open  and  short  circuit,  241; 
winding  and  temperature  limit 
295;  artificial  cooling,  296; 
grounds  in  street-car  type, 
601;  open  circuits  in,  603;  size 
of  wire  on  street-car  type,  524; 
car  motor  type  of,  554 
Asutic  needle,  123. 

B 

Back  induction,  34 

Baked  field  coils,  556,  592 

Barlow's  wheel,  3,  4,  23 

Battery,  amalgamation,  120; 
Darnells  cell,  115;  efficiency, 
118;  E.  M.  F.,  119.  120;  in- 
ternal resistance,  119,  211; 
Leclanch6  cell,  121;  maximum 
activity,  117;  maximum  cur- 
rent, 116;  maximum  current 
with  given  resistance,  118 

Brake  action  of  series  motors  in 
parallel,  603 

Brush  test,  433;  brush  regula- 
tion on  arc  dynamos,  238;  on 
shunt  dynamos  291 

Brush  arc  dynamo,  260;  arma- 
tures, 262;  brushes,  271;  com- 
mutator, 264,  272;  controller, 
266;  dial,  274;  E.  M.  F.  263; 
field   spools,    260;     regulator. 
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ncuEx, 


able*   «f, 
S7S|  Wider  llgte  lowl,  zji 

^0«t«  grOQod*  4f66 


Car  temke  slM^es,  5B7 

O^  cootroi*  tDodcri)  cotttroncr, 
S45;  old  style  rbeosUt,  $431 
•MM parallel,  545;  use  of  field 
•taflUAAd  loops »  54Z 
fCar  €>attoilCr>  abuse  of,  546; 
Gaaeral  Bectric  Go's*,  S47* 
tettt  of,  561 

Car  circuit  break'/r,  51S 

Car,  failure  to  surt,  572 

Car  motors,  554;  labrication  of, 
536 

Car,  starting  coils,  542;  sUrting 
up  first  time,  572 

Car  switches,  518 

Car  wheels,  spinning  of,  588 

Car  wiring  diagram,  573 

Car  wiring,  grounds  and  shorts, 
572;  locating  faulu  in,  572, 
579;  tests  of.  572,  579;  wrong- 
ly connected,  584 

Cell  (see  battery) 

Centimeter,  6 

Choke  coil,  street-car  type,  533 

Circuit  breaker,  street-car  type, 
518;  cleaning  contacts  of,  522; 
testing  for  faults  in,  520 

Clark  cell.  136 

Commutator,  27;  insulation  of, 
200 

Compensating  coil  for  galvano- 
meter shunt,  98 

Com  pound- wound  machine,  303, 
314;  and  armature  reaction, 
315;  compounding  factors  in, 
398:  troubles  in.  400;  drop  on 
scries  coils,  328;  German  silver 


sfamsu  531,  323;  kit  aod  mis^ 
method  of  co<ttpoiuidiii^«  31 8* 
324;  li-OiUs  to«  516:  practice  of, 
31a;  series  coilt  on  Urge  and 
small  dyaamot,  339;  and  speed 
3x3:  c(»iBpo«Aduig  volts  per 
rtvolatioo,  SH  (s^^  *^  nsmor 
generator  t«^^;  directioa  of 
roUtioa  as  dynamo  and  motor, 
303;  mtrodudag  into  ctmik* 
33s;  over  compounding*  320, 
33^:  ruOEitng  in  mtUtiplc,  537, 
340;  running  in  series.  342 

Coin  pound-wound  motor,  break- 
ing sbunt  field  on,  494:  vpecd 
regiilatlan,  492;  speed  witb 
differential  connections,  49a; 
and  shoni  board,  493 >  494 

C'-^nciiirTK'itVr  Specific^  61 

Controller,  for  street  cars,  538, 

545 

Copper  voltameter,  directions  for 
use,  72;  formuls  for,  74;  plate 
form,  71;  spiral  coil  form,  75 

Core-loss  test,  419 

Coulomb,  15 

Counter  E.  M.  F.,  37- 

Critical  speed  on  series  machine,. 

303.  314       , 
Cross  connecting  armatures  ana 

commutators,  469 
Cross  induction,  33 
Current,  definition  of,  14 


Dead  rails.  578 

Differential  galvanometer,  174 

Differential  connections,  tests 
for,  492 

Direction  of  rotation  dynamos 
and  motors,  300 

Distribution  test  for  E,  M.  F., 
Mordey's  method,  429;  Swin- 
burn's  method,  431;  Thomp- 
son's method,  432 


IMDSZ. 
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Dynamo  annature,  25,  26;  as 
motors,  54;  efficiency  test,  433; 
field  of,  24;  losses  in,  32;  of 
dififerent    type  run    together, 

305 
Dynamometer,  Siemens,  104, 106 
Dyne,  6 


Eddy  current  test,  423 

Edison  dynamo  field  connections, 
236 

Efficiency,  commercial,  35,  42; 
electrical,  34.  40:  at  maximum 
activity,  40;  maximum  com- 
mercial, 43 

Efficiency  test  of  dynamo,  433; 
of  motor.  487;  by  Prony  brake, 
488 

Electromagnetism,  18 

E.  M.  F.,  definition,  14,  29;  and 
potential  difference,  112;  and 
cost  of  field  winding,  283;  dis- 
tribution test,  429.  431.  432; 
and  motor  speed.  471;  low,  by 
opposed  dynamos.  507;  low.  by 
opposed  fields.  505.  506;  regu- 
lation on  shunt  machine.  282; 
sources  of.  114 

Energy,  4;  laws  of,  5 

Equalizing  bar,  theory  of,  331; 
running  without,  335:  on  com- 
pound-wound dynamos,  337; 
on  series  machines,  246 


Faults  in  armatures,  149.  151 
Faults,  location  of,  in  car  wir- 
ing. 572,  579 
Field  coils,  car  motor  type.  555: 
locatin|yiy^d  coiU,  592;   use 
of?  ».  542:  wrong- 

ly 594 


Field  connections  on  Edison  dy- 
namo, 236;  excitation  methods 
29,  30,  31  ;•  excitation  voltage 
and  watts  consumed,  498;  sat- 
uration test,  426;  test  for  open 
and  short  circuit  in,  239;  re- 
sistance and  efficiency,  284; 
shunt,  watts  expended  in.  284 
Friction  losses  in  dynamo,  423 
Fnses,  copper  for  street  car 
work,  524;  deterioration  of, 
529:  proper  size  of,  524;  mag- 
netic blow-out  for,  527 


Galvanometer,  astatic  needle  f or» 
123;  differential,  174;  direct- 
ing magnet,  124;  instrumental 
constant,  85;  insulation  for 
k.ns,  128;  proportion  box, 1 29, 
131;  propoiiion  lines,  128; 
range,  90;  range  varied  by  re- 
sistance box.  86;  shunt,  8£; 
requisites  for,  122;  resistance 
boxes  and  moisture,  132;  set- 
.  ting  up.  83,  88, 134;  shunt  and 
com'^ensating  coil,  98;  shield 
of  iron  rings,  124;  taking  rapid 
readin(2:s.  127;  tangent,  prin- 
ciple of,  78;  wiring  of,  133 

Gears,  bushings  for,  569;  for 
street  car  motors.  567;  test- 
ing. 570 

Gram  unit  of  mass,  6 

Grounds  in  streetcar  armatures, 
601;  in  street  car  wiring,  579 

Grounds,  detector  for  alternating 
circuits,  456;  telephone,  457; 
Stanley  static,  459;  lamps  and 
bell,  440:  delusive,  441;  volt- 
meter, 442;  methods  of  locat- 
ing. 4f><),  466:  measuring  re- 
sistance of.  ammeter  method, 
447.  452;  voltmeter  method. 
445.  4^3.  455 
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H 

High  voltage  and  line  loss.  207 
Horse  power,  definition,  16 
Hysteresis,  423 

I 

Induction,  mutual  and  self,  23 
Insulation,  galvanometer  and 
grounds,  203,  205;  high  volt- 
age tests,  207;  of  long  lines, 
443:  measurement  of,  first 
method,  183;  second  method, 
185;  third  method,  of  insula- 
tors, 188;  fourth  method,  elec- 
trometer, ig3;  fifth  method,  of 
armatures  by  voltmeter,  194; 
sixth  method, by  galvanometer, 
203;  bar  to  bar  test,  179;  of 
commutator,  200;  of  marine 
cables,  191;  of  underground 
cables.  192;  and  temperature, 
202;  and  voltage,  201;  test  in- 
motor  generator  test,  409;  test 
cases,  portable,  210 


Joule,  definition  of,  16 


Kicking  coils,  for  use  with  car 
lightning  arresters,  533 


Lamp   bank,  care   in    handling, 

354 
Lccl.inchc  cell,  121 
Li>:hining.  nature   of  discharge, 

531 
Lightning:  arresters.  ^^'^'^  Adjusl- 

nionl    ot     air    ijap,    53^.    cjS; 

choke  coils   tor   use  viiib,  533; 

<.»eneral  Electric  Cos.  tvpe  of, 
.5.U 
Line  K^ss  and  high  voltaije,  aoj 


M 

Machines  of  different  type  run 

together,  305 
Magnetic  field,  8;  meridian   de- 
termination of,  125 
Magneto,  detecting,  and  locating 

grounds  by,  461 
Manganin,  219 
Matter,  4 

Motor-generator  tests,    brushes 
for,  386;  changing  over  with 
compound-wound     machines, 
372,  405;  compounding,   398; 
data,  hot,  404;  engine  as  loss 
supplier,  356;  field  connections 
3S0,  3S1;    field    polaritv,    383, 
397:  full  test  with  details,  378; 
free  data,  396;  German  silver 
shunt,  404;    load  precipitated, 
reasons   for,  400;  load   failure 
to    go    on,    reason    for,    401; 
machines  of  different  current 
capacity,   366.    373,   374;    ma- 
chmes    of     different     current 
capacity   and    E.   M.   F.,  374; 
putting  on  load,  383,  3S5,  397;' 
reversal  when  starting  up,  372; 
rocker  arm,    loose    effect   of,' 
406;  series  field,  test  for,  38S; 
sudden  removal  of  load,  406, 
417:  voltage  to  start  multipolar 
motors.  3S7;  with  lamp  bank, 
359;    with    street  car-motors, 
4S1 ;  with  three  machines,  354, 
411 
Motors, belting  up  for  shop  work. 
495;  cUssiftcatioo,  50,46$;  dif- 
ferential,   S3;     helping    over- 
loaded engine.  49^93;    prin. 
ciplcs  of,  56;  pfoper  dumeter 
for  pulte V    ♦  •*    ^   Tin ra (e! V  ex- 
eiie«I,  5*-  s.bunt,so: 

sper4  f  mature  for 

4,  connecting 
'  '  ■  coiti  for 
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on,  602;  moanting  on  car,  570; 

street  car  types,  55a;  tests  of 

street  car  type,  563;  trial  rans, 

566,  570 
Multipolar  motors  running    on 

two  brushes,  470 
Mutual  induction,  23 


Oersted,  17 

Ohm,  13 

Ohm's  law,  15,  59;  and  C.  E.  M. 

F.,  64;  self-induction,  65 
Open    circuit,   locating,  114;  in 

armature,  149,  151,  241;  field, 

239 


Thomson's  slide  bridge,  166; 
high,  by  differential  galvanom- 
eter, 175,  179;  of  grounds  by 
ammeter,  447;  of  grounds  by 
voltmeter,  453;  Wheatstone's 
bridge,  156,  167;  box  bridge, 
160;  slide  bridge,  159;  inter- 
polation 173;  of  multiple  cir- 
cuits, lOZ,  102 

Resistance  specific,  221,  224: 
table,  223;  and  temperattye 
coefficient,  220;  water  rheo- 
sut,  214 

Retentivity,  20 

Rheostats,  caution  in  using,  508 

Running  two  stations  in  multiple 
343 


I 


Permeability,  10;  table,  12 

Pole  strength,  unit  of,  7 

Portable  test  cases,  210 

Prody  brake,  488 

Proportion  box  and  galvanom- 
eter, 129;  and  direct  reading 
scale,  131 

Proportion  lines  and  galvanom- 
eter, 128 


Radiating  surface  and  weight, 
296 

Rating  of  dynamos  and  motors, 
508 

Residual  magnetism,  20 

Resistance,  13,  69,  145;  boxes 
and  moisture,  132;  liquid,  213; 
liquid  measurement;  by  tele- 
phone, 216;  measurement  of 
burning  lamp,  154;  method  of 
constant  deflection,  156;  by 
differential  galvanometer,  174; 
low,  by  comparison  of  poten- 
tial, 147;  low,  differential  gal- 
vanometer, 175.  179;  low, 
>nenna     method,     153;     low, 


Saturation  test,  426 

Self-exciting  dynamos,  trouble 
on.  234 

Self  induction.  23 

Separate  exciution  and  sparking 
507;  and  variation  of  E.  M.  F. 
with  current,  508 

Separately  excited  machine  di- 
rection of  rotation,  305 

Series  machines,  231 ;  arc  lamps 
run  in  multiple  and  series,  247; 
armature  reaction,  233;  critical 
speed,  232,  244:  direction  of 
rotation  as  dynamos  and  motor 
302;  flashing  at  commutator, 
233;  motor  tendency  to  race 
on  no  load,  476,  479;  proper 
speed  and  sparking,  245;  re- 
moval from  service,  244;  run 
in  multiple  and  series,  246,  348 

Series  motor  efficiency  test,  487; 
locating  faulty  motor,  490, 491 ; 
run  in  series,  500 
Shop  efficiency,  500 

Short  circuit  locating  in  arma- 
ture, 241;  in  field,  239 

Shunt,  theory  of,   81;  board   on 
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compound-woand  motors,  493, 
494;  box,  83;  and  series  motors 
run  in  series,  500.  503:  stand- 
ard, 91,  92;  used  with  am- 
meters, 95 

Shunt  machine,  279;  direction  of 
rotation  as  dynamo  and  motor, 
300;  danger  of  reversal  when 
multiple,  300;  E.  M.  F.  regula- 
tion, 2S2;  by  brushes,  291; 
•ffect  of  adding  a  dynamo  to  a 
multiple  circuit,  310;  field  rheo- 
stat, 288,  297;  and  E.  M.  F., 
290,  292;  loss  in,  294;  test  for 
connections,  298,  299;  for  high 
voltage,  304;  motor  and  start- 
ing box,  472,  479;  on  short  cir- 
cuit, 288;  puttinjj  into  multiple 
circuit,  30^),  30H;  putting  in 
multiple  circuit  lo  be  watched, 
309:  run  in  multiple,  3(X);  series 
298;  and  scries  motors,  speed 
on  removal  of  load,  480:  signs 
of  reversal,  312;  sparking  upon 
reversal,  313;  sudden  removal 
of  load,  2S(^;  taking;  from  mul- 
tiple circuit,  310.  311 

Shunt  windinij  substituting  for 
series,  475,  47<>:  «t"d  tempera- 
ture limit.  295 

Shunts  for  field  coils.  542 

Sinjjle  machine  compounding  on 
water  box.  375 

Slide  wire  bridge.  159 

Speed,  4() 

Standard  cell,  Clark's  136; 
Daniells  1 1? 

Stanley  static  ground  detector 
459 

StartinR  bi)\  selection.  473 

Starting  coils,  cnnstruciion  of, 
542;  coiuinuily  tests,  560;  de- 
terioration of.  ^V);  nioiintiiij^ 
on  car,  542:  tests  of  in^uhition 
5'>o     use  and  abuse  of,  53S 


Storage    batteries 

efficiency,  347 
Switches,  cari  5x8 


and   station 


Temperature  coefficient  for  cop* 
per,  217;  table  appendix;  by 
rise  of  resistance,  408;  and  in- 
sulation, 202;  limit  in  arma- 
ture and  field.  295 

Testing  low  voltage  machines, 
351 ;  machines  below  their  nor- 
mal voluge,  363 

Tests  of  street  car  wiring,  572, 

579 
Thomson-Houston  arc  dynamo, 
250;  air  blast,  254;  brushes, 
254;  causes  of  flashing,  253; 
cut  out,  258;  E.  M.  P.,  252; 
grounds  on  armature,  257; 
grounds  on  field,  256;  grounds 
on  regulator,  256;  induction 
due  to,  252;  lead  of  armature, 
258;  method  of  controlling 
sparking,  253;  regulator,  251; 
shunting  the  field,  258 
Torque,  definition  of,  44 
Trolley,  characteristics,  515;  de- 
scription of  parts,  511;  troubles 
with,  516:  lubrication  of  parts, 
513;  pole,  adjustment  of,  516; 
pole,  straigthening.  513:  stand, 
511:  spring,  517:  wheel,  bear- 
ings, 514;  wheel  life  of,  514; 
wheel,  tests  of  different  makes, 
515;  wheel,  wearing  of,  516 


U 


Underground    circuits,   grounds 

on.  4^)2.  4(.3 
Unipolar  niolors,  468 
I'nits.  absolute  and  practical,  6; 

lenis'tli.  in<iss.  time,  force,  6;  of 

(■>ole  strength.  7 
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Volt,  definition  of,  14 

Voltage,  regulation  by  opposed 
dynamos,  393 

Voltmeter,  calibration  of,  138; 
calibration  coil,  139;  calibra- 
tion box  method,  142;  Poggen 
dorfs  method,  140;  measuring 
current  by,  103;  measuring 
resistance  of  grounds  by,  44$, 
453;  measuring  insulation  by, 
194;  use  of  multipliers  with, 
^43 


W 

Watt,  15;  hour,  16;  meter,  109: 
meter  recording,  no 

Westinghouse  arc  dynamo,  274; 
armature,  275;  commutator, 
277;  fields,  274,  275,  277;  reg. 
ulation,  275,  278 

Wheatstone*s  bridge,  general  re- 
marks, 167;  interpolation,  173; 
theory,  156 

Wiring,  street  car,  573 

Work,  Joule  unit  of,  16 
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